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PKEFACE 


This  is  a  book  for  students  who  have  time  to  work  many  exercises. 

Almost  every  table  of  numbers  is  supposed  to  be  worked  out  by  the 

reader  himself,   or  if  he   is  supposed  to  verify  only  some  of  the 

numbers   he    must    use    the    table    in    working    other    exercises. 

As  an  example  of  what  I  mean,  consider  Chap.  III.,  in  which  a 

student  is  supposed  to  work  out  every  number.     If  he  is  a  beginner 

^'v         who  knows  but  little  mathematics  he  will  work  on  squared  paper, 

and  he  is  led  gradually  through  his  own  work  to  see,  not  only  the 

value  of  expansion  but  the  limit  to  its  value  because  of  back  pressure 

\         and  condensation ;  he  sees  for  himself  also  the  nature  of  the  Willans 

^         Law.     But  the  very  same  work  ought  to  be  done  by  an  advanced 

^         student,  only  he  will  probably  use  formulas  which  he  can  prove  to  be 

correct,  instead  of  squared  paper.     Now  the  knowledge  conveyed  in 

f         this  simple  manner  is  of  the  very  greatest  importance,  but  it  is 

^         usually  assumed  that  no  beginner  can  take  it  in.     Indeed  I  may  say 

^         that  advanced  students  have  usually  only  a  very  vague  comprehen- 

sion  of  this  kind  of  knowledge.     There  is  all  the  diflFerence  in  the 

world  between  an  attempt  to  study  by  mere  reading  and  a  real  study 

through  the  actual  doing  of  work. 

Readers  have  great  faith.  Tell  them  that  some  philosopher 
obtained  a  certain  law  of  adiabatic  expansion  of  steam  and  they  use 
that  law,  never  testing  it  for  themselves,  although  the  test  may  only 
need  half  an  hour's  work.  Tell  them  that  there  is  a  method  used  by 
everybody  for  showing  the  wetness  of  the  steam  in  a  cylinder,  on  the 
indicator  diagram,  and  they  use  that  method,  although  the  exercise  of 
a  little  common-sense  would  show  them  that  the  method  is  based  on 
a  fallacious   a&sumption.     There    has   been   far  too   much   of  this 
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taking  things  for  granted ;  there  may  have  been  some  excuse  for 
doing  it  in  the  past,  but  there  is  no  excuse  now,  for  through  Mr. 
McFarlane  Gray  and  others  we  have  very  easy  means  of  testing 
things  for  ourselves.  I  am  sorry  to  say  that  since  Rankine's  time, 
no  man  with  a  good  knowledge  of  physics  and  mathematics  seems  to 
have  devoted  himself  to  a  study  of  the  steam  engine.  There  are 
men  who  have  done  very  useful  work  ;  the  text  books  are  filled  with 
the  names  of  men  who  have  done  useful  small  things,  but  unfortu- 
nately the  text  books  give  as  great  weight  to  some  of  the  results 
arrived  at  logically  from  wrong  data  as  if  Rankine  himself  had  worked 
them  out.  There  is  a  man  better  equipped  than  even  Rankine  was 
for  the  solution  of  steam  engine  problems,  but  unfortunately  he 
devotes  himself  to  isolated  problems  having  only  an  indirect  bearing 
upon  steam-engine  practice. 

If  I  am  looked  upon  as  a  person  who  wishes  to  give  results  to  be 
used  in  faith  by  my  pupils,  it  will  be  very  ea^  to  find  many  faults  in 
this  book.  But  I  beg  to  say  that  I  occupy  a  very  diflferent  position. 
I  aim,  throughout,  at  showing  a  student  how  he,  himself,  may  attack 
problems  which  are,  as  yet,  only  partially  solved,  and  if  I  give  some 
of  my  own  speculations,  it  is  only  when  they  are  suggestive  and 
likely  to  incite  a  student  to  go  on  with  the  study  through  experiment 
and  calculation  along  lines  which  seem  to  me  good  ones. 

John  Perry. 

Royal  College  of  Science, 
22nd  Febrxuxi-y,  1899. 
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THE    STEAM    ENGINE. 


CHAPTER  I. 

INTRODUCTORY. 

1.  Everybody  thinks  that  the  books  he  read  in  his  boyhood  were 
far  more  interesting  than  boys'  books  now.  In  one  of  my  school 
books  there  was  a  story  about  people  cast  away  on  a  desert  island, 
who  discovered  and  made  friends  with  three  delightful  giants,  who 
actually  loved  to  do  work,  and  only  wanted  to  be  superintended. 
Their  names  were  "  Flowing  Water,'*  "  Wind,"  and  "  Vapour." 
Nature's  stores  of  energy  are  indeed  like  helpful  giants  to  us, 
but  they  need  superintendence,  and  we  need  to  study  their  ways. 

In  that  old  story  the  men  who  discovered  and  utilized  the  services 
of  the  giants  were  men  who  had  reverence  and  wonder  and  an  eye 
for  beauty  of  all  kinds,  for  without  these  can  no  man  invent ;  and 
because  they  had  these  fine  qualities  they  also  had  that  uncommon 
gift  called  common  sense,  and  so  they  knew  that  two  and  three  make 
five,  and  not  six  or  merely  four.  That  is,  these  men  could  calculate  : 
they  had  a  quantitative  experimental  knowledge  of  mechanics  and 
physics.  Without  these  kinds  of  knowledge  you  cannot  understand 
the  steam  engine,  although  it  is  possible  that  you  may  get  to  be 
called  engineers,  for  there  are  many  children  of  Gibeon  who  can  get 
people  to  call  them  engineers. 

That  a  student  may  be  aware  of  the  kind  of  knowledge  which 
ought  to  be  familiar  to  engineers,  I  give  many  numerical  exercises, 
and  these  ought  to  be  worked.  I  must  assume  then  that  my 
readers  know  something  of  applied  mechanics,  and  how  to  calculate 
the  work  necessary  to  be  done  in  many  common  operations,  and  also 
how  to  make  calculations  concerning  stores  of  mechanical  energy. 
Mechanical  energy  is  convertible  into  heat  by  friction,  and  everybody 
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knows  this,  but  I  assume  that  my  readers  have  a  quantitative 
knowledge  of  the  fact,  based  upon  their  own  experience ;  in  fact 
that  they  have  measured  Joule  s  equivalent  for  themselves,  and 
worked  many  numerical  exercises  on  the  conversion  of  one  form  of 
energy  into  another.  Again,  they  are  supposed  to  know  something 
of  chemistry,  sufficient  to  let  them  grasp  the  idea  that  by  letting 
certain  chemical  substances  combine  we  can  obtain  energy :  in  the 
case  of  coal  and  the  oxygen  of  the  air,  we  usually  get  the  energy  in 
the  form  of  heat,  but  in  the  case  of  some  other  substances,  we  get 
the  energy  in  the  much  more  manageable  form  of  electrical  energy. 
Mere  reading  and  numerical  work  and  listening  to  lectures  are  of 
themselves  of  no  use ;  laboratory  work  of  itself  is  of  no  use ;  a  wide 
and  exact  knowledge  of  this  great  subject  comes  to  us  only  gradually, 
and  it  never  comes  to  a  man  who  does  not  combine  these  various 
methods  of  study. 

We  have  first  to  recognize  Nature's  great  stores  of  energy,  and  to 
estimate  their  magnitude ;  in  the  second  place  we  i^iust  learn  how 
to  make  them  available  for  our  purposes.  In  the  following 
pages  I  shall  sometimes  assume  that  my  readers  already  know  a 
great  deal  about  the  subject,  and  at  otber  places  I  shall  assume  that 
they  do  not  yet  really  know  some  of  the  most  elementary  facts  of 
heat  and  mechanics.  It  is  easy  to  make  use  of  water-power,  and  my 
readers  know  how  to  make  all  sorts  of  calculations  about  it.  It  is 
heat  from  the  sun  which  causes  evaporation  from  seas  to  form  rain 
And  waterfalls.  Wind  power  was  utilized  by  our  ancestors  before 
they  knew  the  use  of  metals.  When  we  utilize  this  gift  of  Nature 
we  steal  not  from  the  energy  of  rotation  of  the  earth  on  its  axis, 
but  from  the  sun  s  heat.  When  we  use  fuel  we  utilize  the  energy 
radiated  in  past  times  to  the  earth,  as  heat  and  light  from  the  sun, 
and  perhaps  it  is  only  when  we  convert  the  mechanical  energy  given 
out  by  our  bodies  into  heat  by  friction  that  we  learn  how  intense  is 
the  storage  of  energy  in  a  pound  of  fuel. 

2.  Nature's  stores  of  energy  are  enormous  when  we  compare  them 
with,  say,  the  work  that  a  strong  labourer  will  do  in  a  day.  When 
A  labourer  lifts  50  lbs.,  60  feet  high,  he  does  3,000  foot  pounds  of  work. 
When  I  carelessly  run  off  a  bath  full  of  hot  water,  say  20  cubic  feet 
or  1,250  lbs.  of  water  at  38°  C.  (or  100°  F.),  on  a  winter  day,  when 
the  supply  water  is,  say  at  2°  C.  (or  35°  F.),  the  energy  that  escapes 
is  equivalent  very  closely  to  the  work  done  by  the  labourer  in  20,000 
of  his  journeys,  or  62J^  millions  of  foot  pounds.  The  energy  obtain- 
able from  the  burning  of  a  pound  of  coal  is  about  12  million  foot 
pounds,  and  from  a  pound  of  kerosene  17  millions.     Now  consider 


,  INTRODUCTORY  3 

that  we  may  take  the  8Un  to  have  a  surface  as  great  as  12,000  times 
that  of  the  earth,  and  we  may  imagine  that  more  than  half  a  ton 
(1,200  lbs.)  of  coal  is  burnt  completely  on  every  square  foot  of  that 
surface  ever}*^  hour  (about  60  times  the  intensity  of  tiring  in  the  best 
factory  boiler  furnace)  [this  is  really  about  7,250  horse-power  de- 
veloped as  heat  on  every  square  foot] ;  this  will  give  us  a  fair  idea  of 
the  rate  at  which  the  sun  is  losing  heat ;  now  imagine  that  this  enor- 
mous waste  has  been  going  on  for  1,000  million  years,  and  you  have 
some  idea  of  the  waste  of  energy  that  has  gone  on  in  our  comer  of  the 
universe.  Or  rather,  you  begin  to  see  how  hopeless  it  is  to  imagine 
the  greatness  of  Nature's  waste  of  energy.  It  is  probable  that  the 
store  of  energy  in  any  small  portion  of  the  universe  in  another  form 
than  that  known  to  mechanical,  or  heat,  or  chemical  engineers,  might 
lead  us  to  figures  very  much  greater  still ;  but  it  is  not  necessary 
here  to  refer  to  this  quite  different  matter.  Nature's  greatest  stores 
of  energy  are  not  available,  possibly  through  our  present  want  of 
knowledge ;  but  I  am  inclined  to  think  that  they  are  really  not  avail- 
able at  all.  Of  the  available  stores  the  most  important  is  that  of 
coal,  and  it  is  necessary  at  once  for  us  to  become  possessed  of  a 
definite  knowledge  of  the  value  of  coal. 

When  a  pound  of  average  coal  is  carefully  burnt  and  all  the 
available  heat  is  measured,  we  find  that  it  gives  out  about  8,500 
centigrade  or  11,700  Fahrenheit  heat  units,  and  this  is  equivalent 
to  12  million  foot  pounds.  This  12  million  foot  pounds  is  a  good 
figure  to  keep  in  one's  memory  as  the  calorific  value  of  one  pound  of 
average  coal  (see  Art.  256).  Other  good  numbers  to  remember  are 
17  million  for  a  pound  of  kerosene  and  530,000  foot  pounds  as  the 
calorific  value  of  one  cubic  foot  of  average  coal  gas  at  atmospheric 
pressure  and  0°  C.  Now  if  it  is  remembered  that  the  engineer's  unit 
of  power  is 

1  horse-power  =  33,000  foot  pounds  per  minute, 

it  is  quite  easy  to  mak6  certain  calculations  which  engineers  require 
to  do  nearly  every  day  of  their  lives.  Thus  a  supply  of  1  lb.  of  coal 
per  hour  means  a  supply  of  12  million  foot  pounds  of  energy  per 
hour,  or  200,000  foot  pounds  per  minute,  or  6  horse-power. 

It  is  only  a  large  and  good  steam  engine  which  gives  out 
actually  one  useful  horse-power  for  every  2  lbs.  of  coal  per  hour  burnt 
in  the  furnace;  hence  a  very  good  steam  engine  takes  12  horse- 
power as  heat  and  gives  out  only  1  horse-power  usefully  mechanic- 
ally. Even  a  very  good  engine  (including  the  boiler)  therefore  takes 
a  shilling,  returns  a  penny  usefully,  and  wastes  elevenpence.     In  any 
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machine  we  usually  mean  by  efficiency  the  useful  power  given  out 
divided  by  the  total  power  supplied ;  we  see  that  even  a  very  good 
steam  engine  and  boiler  has  an  efficiency  of  only  yV.  It  will  be  found 
later  that  bad  efficiency  is  incidental  to  all  engines  which  take  energy 
as  heat  and  give  out  mechanical  energy. 

Steam  engines  are  approaching  perfection,  and  for  reasons  to  be 
given  in  Chap.  XVI.  we  cannot  expect  much  better  results  than  the 
above.  There  is  much  better  promise  in  gas  engines.  Well-made 
large  engines  are  always  more  efficient  than  small  ones.  It  is  only 
a  large  steam  engine  of  200  horse-power  or  more  that  will  give  the 
above  result.  Even  a  large  engine,  if  it  works  on  a  varying  load  like 
the  engines  of  an  electric  or  hydraulic  company,  will  give  results  only 
one- third  as  good  as  the  above ;  whereas  many  small  common  engines 
give  out  on  the  average  only  1  per  cent,  of  the  whole  energy  supplied 
bo  them,  wasting  the  other  99  per  cent. 

Now  even  a  small  gas  engine  using  Dowson  gas,  made  frpm- 
anthracite,  has  been  known  to  give  out  one  useful  horse-power  for 
1  lb.  of  coal.  This  means  an  efficiency  which  is  twice  as  great  as 
that  of  many  large  factory  steam  engines,  of  whose  performance  their 
makers  are  proud. 

If  coal  could  be  burnt  as  zinc  is  burnt  in  an  electric  battery,  and 
used  in  an  electric  engine  instead  of  a  heat  engine,  we  might  expect 
to  convert  more  than  90  per  cent,  of  the  total  energy  into  mechanical 
work  instead  of  less  than  8  per  cent.  The  IViel  consumed  hy 
animals  is  converted  so  largely  into  useful  work  that  we  are  perfectly 
certain  that  the  engine  of  animals  is  not  a  heat  engine,  but  rather  an 
electric  engine.  We  are  gradually  getting  some  knowledge  of  the 
animal  mechanism,  and  when  we  are  able  to  imitate  Nature's- 
methods  our  steam  and  other  heat  engines  will  be  looked  upon  as 
barbarous.  In  the  meantime  we  are  improving  the  steam  engine.. 
It  is  inherently  wasteful,  but  it  gives  us  great  power  with  compara- 
tively small  weight  and  size.  Every  traveller  by  land  or  water 
knows  how  easily  the  power  of  many  hundreds  or  thousands  of 
horses  is  given  out  by  a  compact  machine  under  easy  control,  and 
how  the  civilization  of  the  world  rests  mainly  upon  the  much 
maligned  steam  engine. 

3.  If  a  student  can  easily  put  his  hand  upon  a  few  price  lists  of  the 
best  engineering  firms,  let  him  make  out  a  table  of  the  weight  and 
cost  and  horse-power  of  engines  and  boilers  of  various  sizes.  Some- 
times he  can  help  himself  by  drawing  curves.  Also  he  ought  to 
know  something  of  the  prices  paid  for  energy.  The  price  paid  for 
work  done  by  a  labourer  is  excessive,  compared  with  the  price  paid 
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for  the  same  amount  of  work  done  by  an  engine.  When  intelligence 
enters  largely  we  can  understand  why  the  price  should  be  high.  At 
page  252 1  have  gathered  together  a  few  facts  on  the  price  of  energy, 
such  as  every  practical  man  ought  to  keep  in  his  head. 

Work  done  by  a  steam  engine  where  coal  is  cheap  is  almost 
cheaper  than  by  any  other  agent.  We  can  hardly  compare  this  with 
the  cost  of  energy  from  a  turbine  unless  we  assume  the  waterfall  as 
given  for  nothing,  so  that  the  cost  of  energy  will  only  depend  upon 
interest  and  depreciation  on  the  cost  of  the  mstchinery  and  wages 
for  attendance.  A  good  modem  engine  of  about  1,000  horse-power, 
working  under  a  constant  load  night  and  day,  gives  one  horse-power 
for  about  a  farthing  per  hour,  or  about  £9  per  year,  in  a  country 
district  where  land,  coal,  and  wages  are  cheap.  This  price  is  greatly 
increased  as  the  engine  is  smaller  and  as  the  load  is  less  constant,  so 
that  small  steam  engines  in  towns  are  more  expensive  than  small 
gas  engines,  whose  power  including  all  charges  may  be  put  at  Id.  per 
hour  per  horse-power,  being  only  half  this  when  the  engines  are  of 
about  100  horse-power.  For  small  powers,  gas  engines  or  oil  engines 
are  particularly  to  be  recommended,  principally  because  they  may  be 
so  readily  started  and  stopped  and  require  so  little  attention. 

A  horse-power  is  equivalent  to  746  watts. 

A  not  unusual  charge  of  an  electric  company  is  5rf.  per  Board 
of  Trade  unit.  A  Board  of  Trade  unit  is  1,000  watts  for  one  hour, 
or  VW^  horse-power  for  one  hour ;  that  is,  the  cost  is  3f  rf.  per  electrical 
horse-power  hour.  This  great  charge  is  mainly  due  to  the  fact  that 
the  output  of  an  electric  station  fluctuates  very  greatly.  The  plant  is 
there  all  the  time,  sufficient  in  size  for  the  maximum  demand,  and 
yet  for  twenty  hours  out  of  the  twenty-four  there  is  a  demand  for 
very  little  power.  It  is  for  the  same  reason  that  the  cost  of  a  horse- 
power hour  from  an  hydraulic  company  is  2d,  to  4d.  It  is  the  great 
comparative  cheapness  of  power  from  well-designed  steam  engines 
which  is  most  prominent  in  all  calculations  that  we  make;  power 
from  coal  is  500  times  as  cheap  as  power  from  the  best  manual 
labour,  and  it  is  in  consequence  of  this  fact  that  there  has  been 
such  an  enormous  development  of  manufactures  in  the  last  150 
years. 

4.  When  did  man  begin  to  utilize  the  energies  of  Nature,  other 
than  his  food,  in  the  production  of  mechanical  power  ?  The  earliest 
dwellers  in  mountains  must  surely  have  used  the  potential  energy  of 
lifted  rocks  when  their  foes  were  conveniently  placed  underneath  them. 
Did  even  the  early  Egyptians  use  either  wind  or  water  power  ?  They 
probably  let  the  wind  propel  small  boats.     The  military  engines  and 
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ships  of  the  Greeks  and  Romans,  wonderful  contrivances,  were  actuated 

by  men  and  animals.     It  is  true  that  Hero  of  Alexandria,  120  B.C., 

used  steam  to  turn  a  re-action  wheel,  and  the  Egj-ptian  priests  used 

the  pressure  of  vapours  in  performing  their  mysteries,  and  there  was 

some  knowledge  of  the  pressure  and  heat  properties  of  fluids,  but  it 

was  not  till  the  fifteenth  century  that  we  began  to  use  Nature's 

stores  of  energy.     The  yew  bow  of  England  stored  sufficient  energy 

to  cause  an  arrow  to  penetrate  light  armour.     The  cross  bow  stored 

much  more  energy,  and  knights  could  no  longer  safety  attack  the 

rank  and  file  of  an  army.     But  the  first  heat  engine,  a  gas  engine 

using  gunpowder,  a  gun,  may  be  said  to  begin  the  history  of  our 

subject.     Here  the  useful  energy  produced  from  heat  is  the  kinetic 

energy  of  a  projectile.     We  have 

no  more  efficient  heat  engine  for 

obtaining     ordinary     mechanical 

power  than  were  even    the   first 

forms    of    guns.      If  we  could 

only  convert  kinetic  energy  easily 

into  the  other  mechanical  forms 

of  energ)',   we    should    probably 

return  to  the  gun  form. 

5.  But  for  a  student  of  our 
subject  who  is  a  beginner,itsiiiero 
history  is  probably  one  of  the  very 
worst  of  studies.  The  student 
of  history  fails  to  notice  that 
'   _         _ '      _  ■^  traffic   has     always '  steadily    in- 

creased on  common  roads,  and 
•  that  although  railway  traffic 
may  stead ilj-  increase  it  may 
become  less  important  again  than  the  road  traffic,  and  he  does 
not  notice  how  the  value  of  a  thing  depends  on  many  other 
things.  Hero  (120  B.c.)  described  a  steam  turbine,  Fig.  1 ;  Branca 
(1029  A.D.),  led  steam  by  a  pipe  from  a  boiler  to  impinge  on  the 
vanes  of  a  wheel  to  drive  it,  Fig.  2.  These  inventions  are  looked 
u[)on  with  good-natured  contempt  by  the  man  who  speaks  of  the 
gradual  improvements  of  the  steam  engine  through  Solomon  de  Caus, 
and  that  unfortunate  victim  of  a  worthless  king,  the  Marquis  of 
Worcester,  as  well  as  through  the  pumping  engines  of  Savery,  New- 
comen  and  Watt.  Great  improvement  there  certainly  has  been,  but 
as  to  its  exact  nature  I  should  prefer  the  judgment  of  the  man  who 
studies  carefully  the  latest  form  of  the  steam  engine,  and  gets  to  know 
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its  defects  before  he  indulges  in  the  luxury  of  a  study  of  history. 
As  he  reads  the  history  he  will  note  that  the  nature  of  what  was 
called  improveitient  depended  upon  the  environments  of  engineers,  and 
that  these  used  to  be  verj-  different  from  what  they  are  now.  He 
will  note,  for  example,  that  the  most  complete  drawings  of  the  best 
modem  steam  engine  would  have  been  worthless  one  hundred  and 
fifty  years  ago.  Why,  some  of  the  oldest  steam  boilers  had  shells  of 
stone  with  metal  plates  between  the  fire  and  water ;  then  through 
copper  and  cast-iron  they  grsidually  became  of  riveted  wrought  iron 
or  steel,  the  improvement  not  being  in  our  conception  of  a  boiler,  but 
in  tools  and  methods  of  manu&icture.     Let  us  remember  that  even 


Watt  was  jubilant  if  his  cylinder  was  not  more  than  f  of  an  inch 
untrue  in  its  bore.^  It  is  for  the  understanding  engineer  one 
of  his  most  instructive  lessons  to  go  through  the  historical  collection 
of  models  in  the  South  Ketuington  Museum ;  for  the  young  student 
it  may  not  by  any  means  be  a  good  lesson.  The  instructed  man  will 
notice  that  the  modem  t_\-pe  of  engine  may  be  the  result  of  gradual 
improvement  on  the  old  Watt  pumping  engine,  but  it  is  just  possible 
that  it  has  retained  certain  characteristics  of  the  old  pumping  engine 
which  are  unnecessary  and  hurtful,  and  which  would  certainly  not  be 

'  In  boring  a  cylinder  the  limits  of  error  now  allowed  by  Messi's.  Willsins  and 
Robinson  are  ±  O'Uo  at  a  millimetre,  and  there  is  less  error  allowed  in  other 
parts  of  an  engine.  The  metric  system  of  measurement  is  in  use  in  these  excellent 
shops :  its  introduction  has  given  no  trauble  whatsoever. 
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visible  if  it  had  developed  from  another  primitive  form.  In  the 
seventeenth  century  there  was  one  work  to  be  done  of  enormous 
importance,  requiring  much  power.  There  was  a  great  evil,  a  new 
evil.  Had  it  been  an  old  evil  it  would  have  been  let  alone.  Mines 
were  being  sunk  deeper  than  ever  they  had  been  before ;  thousands 
of  horses  had  constantly  to  be  employed  to  keep  them  free  from 
water.  Here  was  the  new  evil :  everybody  saw  the  need  for  great 
power,  nobody  wanted  power  for  anything  else.  Hence  the  pumping 
engine  was  developed,  and  it  was  only  when  it  showed  its  power  to 
do  other  things  as  well  as  pump,  that  men  ventured  to  prophesy 

• 

"  Soon  shall  thy  arm,  unoonquered  steam,  afar 
Drag  the  slow  barge,  or  drive  the  rapid  car." 

It  is  useless  to  consider  what  would  have  happened  if  it  had  been 
absolutely  necessary  to  drive  great  factories  in  the  time  of  Branca. 
Why !  the  very  engine  of  Branca,  almost  without  improvement,  has 
lately  been  brought  into  use,  and  already  competes  in  economy  with 
the  very  best  steam  engines  of  equal  power.  There  is  a  great 
deal  of  virtue  in  a  revolving  wheel.  It  may  go  at  great  speed,  and 
yet  not  shake  the  framework  which  supports  it,  even  when  this 
framework  is  light.  The  very  earliest  engine,  that  of  Hero,  was 
really  a  revolving  wheel,  a  reaction  turbine,  and  as  I  write  this 
[April,  1897]  I  have  received  a  letter  from  a  friend  in  Newcastle 
to  say  he  had  just  been  out  on  the  new  Parsons'  turbine  steam  boat, 
and  that  it  proves  to  be  the  very  fastest  boat  that  has  ever  gone 
through  the  water,  although  only  100  feet  long.  And  furthermore, 
at  much  smaller  speeds,  the  vet-y  best  other  boats  vibrate  so  much 
that  a  man  in  the  stern  can  hardly  keep  himself  upright,  even  when 
holding  on  hard,  whereas  at  its  highest  speed  the  Turbinia  has  no 
vibration.     See  Fig.  56. 

6.  The  English  railway  carriage  was  a  developed  stage-coach,  and 
consequently  even  at  the  present  day  many  of  these  carriages  have 
shapes,  ornamentation  and  uncomfortable  arrangements  of  their 
space,  which  look  ridiculous  to  a  person  ignorant  of  the  histoiy 
of  their  gradual  development.  Use  and  wont  have  made  us  fond 
of  them,  and  in  argument  we  defend  their  every  defect  as  if  it  were 
really  a  virtue.  The  original  steam  boiler  was  shaped  like  a  domestic 
copper  or  kettle,  and  remained  so  even  when  flues  were  used  ;  when 
fitted  to  steamers  it  took  the  shape  of  the  steamer,  but  it  was  still 
merely  a  superior  sort  of  kettle,  and  although  the  value  of  high  pressure 
was  known,  high  pressures  were  not  used,  because  they  would  require 
boilers  radically  diflFerent  in  shape.     Even  now  the  locomotive  boiler 
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is  as  nearly  of  the  shape  used  in  Stephenson's  Rocket,  as  it  can  be 
kept :  it  is  quite  absurd  to  think  that  this  shape  would  be  chosen  by 
an  unprejudiced  engineer  (if  such  a  person  could  be  found)  if  he  were 
asked  to  design  the  most  suitable  form  of  boiler  for  its  purpose.  I 
have,  perhaps,  no  right  in  such  a  book  as  this  to  ask  how  long  it  will 
be  before  the  locomotive  boiler  is  made  so  that  it  will  not  contain 
more  steam  and  water  than  are  sufficient  for  a  few  minutes'  work  of 
the  engine,  but  it  seems  to  me  that  at  present  one  half  of  all  the 
valuable  properties  of  an  engine  are  sacrificed  to  a  dislike  for  radical 
change. 

Throughout  applied  physics  we  find  this  consenrative  tendency. 
In  80  far  as  it  makes  us  cautious  and  afraid  to  adopt  new-fangled  and 
untried  notions,  it  is  useful  and  good  ;  there  is  safety  and  certainty  in 
a  well-known  thing,  whose  defects  are  well-known,  and  have  already 
been  guarded  against.  It  is  only  excessive  and  persistent  shrinking  from 
all  alteration  that  I  condemn.  When  I  was  an  apprentice  I  was 
taught  that  there  was  something  almost  sacred  in  the  necessity  for 
beams  and  parallel  motionB  in  the  best  steam  engines ;  they  were 
merely  the  lineal  descendants  of  the  beams  of  Newcomen's  engines, 
and  had  no  more  to  do  with  the  real  efficiency  or  good  working  of  the 
engines  than  the  two  hind  buttons  are  to  the  fit  or  fastening  or 
beauty  of  a  frock  coat.  These  buttons  are  the  lineal  descendants 
of  the  buttons  that  used  to  fasten  back  the  coat  flaps  of  our  ancestors. 

7.  When  Aladdin  first  discovered  the  power  at  his  command  it  is 
remarkable  how  conservative  he  was  in  his  notions.  He  made  the 
genius  bring  him  silver  dishes,  because  be  started  in  the  silver  dish 
line,  and  there  is  one  of  the  most  interesting  of  lessons  in  the  fact 
that  although  each  of  his  silver  dishes  was  worth  sixty  pieces  of  gold, 
he  sold  each  of  them  for  one  piece  of  gold  over  and  over  again*. 
Aladdin's  imagination  had  to  be  stirred  by  a  violent  emotion  before 
he  could  make  the  genius  work  in  other  ways  for  him.  Even  at  his 
best  I  believe  that  Aladdin  never  took  full  advantage  of  the  power 
of  the  wonderful  lamp.  His  finest  palace  was  probably  just  an 
ordinary  house,  made  very  large  and  stuck  over  with  precious  stones, 
as  vulgar  as  Milan  Cathedral.  The  engineer,  far  more  than  Aladdin, 
needs  to  have  his  imagination  developed,  because  Aladdin's  power 
was  unlimited,  whereas,  great  as  the  stores  of  Nature  are,  they  are 
not  all  for  the  engineer  to  develop.  It  is  possible  that  future  scien- 
tific men  may  discover  some  way  of  developing  them,  but  so  far  as 
we  can  see  there  is  no  great  store  of  energy  available  for  man  which 
is  in  any  way  comparable  with  coal. 

For  the  last  twenty  years  I  have  lifted  up  my  voice  occasionally 


10  THE   STEAM   ENGINE  chap. 

in  the  hearing  of  a  not  unbelieving  but  a  half-hearted  generation, 
to  warn  men  of  the  time  to  come,  when  their  great  stores  of  energy 
will  be  ezhauited.  The  chancery  law  of  England  is  destroying 
invention  in  all  but  small  details ;  but  if  I  am  right  in  my  beliefs, 
it  would  be  worth  while  for  our  government  to  hand  over  a  few 
millions  of  money  to  its  best  scientific  men,  telling  them  to  squander 
it  in  all  sorts  of  experiments,  in  an  intense  search  for  some  method 
by  which  instead  of  only  from  one-twelfth  to  one-hundredth  of  the 
energy  of  coal  being  utilised,  nine-tenths  of  it  might  be  utilised.  If  I 
am  right,  almost  all  the  social  and  political  questions  which  excite  us. 
now  will  be  of  small  importance  on  the  future  of  the  human  race,  for 
the  wild  competition  of  nations  and  people  for  luxuries  must  gradually 
during  the  next  four  hundred  years  become  a  struggle  for  mere 
existence. 

8.  Eighteen  hundred  years  ago  Rome  had  numerous  well-to-do 
citizens,  and  was  surrounded  with  comfortable  villas ;  but  throughout 
the  Roman  Empire  the  well-to-do  citizens  were  very  few  in  com- 
parison with  their  poor  dependants  or  slaves.  To-day,  every  town  in 
England  is  becoming  surrounded  with  comfortable  villas;  millions 
of  people  live  in  comfort,  hundreds  of  thousands  lead  luxurious  lives. 
But  this  is  not  only  the  case  in  England  :  throughout  France,  Ger- 
many, Italy,  America,  indeed  all  over  the  world,  we  find  signs  of 
enormous  increase  in  numbers  of  a  class  of  people  who  are  well 
beyond  the  necessity  of  working  for  their  living — people  who  are, 
we  hope,  developing  art  and  literature,  and  the  moral  instincts  of 
the  nations,  because  they  are  beyond  sordid  cares.  The  phenomenon 
is  peculiar  to  our  own  time.  It  was  never  known  before  in  the 
history  of  the  world.  We  also  see  the  general  population  of  the 
Vorld  increasing  at  an  astonishing  rate,  and  the  proportion  of  people 
who  may  be  called  poor  is  not  only  less  than  it  ever  was  before,  but 
is  exceedingly  less.  All  the  waste  places  of  the  earth  are  beginning 
to  blossom.  Irrigation  has  changed  the  yellow  sand  of  North  Texas 
and  New  Mexico  and  Arizona,  of  New  South  Wales  and  South 
Australia  and  Queensland,  to  green  verdure,  and  they  are  filling  up 
with  people.  Much  of  this  is,  we  may  hope,  permanent ;  but  in  so 
far  as  it  depends  upon  outside  demand  for  agricultural  produce,  it 
will  die.  It  would  not  be  fair  to  say  that  the  whole  phenomenon  is 
due  to  the  steam  engine.  I  take  it  that  when  a  nation  or  group  of 
nations  is  let  a,lone  from  outside  influence,  the  growth  of  its  wealth 
increases  by  what  we  call  the  compound  interest  law^,  or  rolling  snow- 
ball law — increased  wealth  produces  love  for  settled  government,  and 
settled  government   leads   to   increased   wealth.     But  this   sudden 
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development  is  surely  greatly  due  to  the  steam  engine.  The  poorest 
woman  can  easily  buy  clothing  material  and  other  goods  that  used 
to  come  on  camels'  backs  in  small  quantities  from  the  looms  of 
India  for  the  ornamentation  and  delectation  of  emperors  and  their 
nobles  only.  Quite  common  men  live  now  in  houses  furnished  with 
luxuries  of  .which  no  potentate  of  the  Middle  Ages  could  dream. 

I  think  it  to  be  evident  that  very  much  the  greater  part  of  all 
that  goes  to  make  up  our  ciTllisatioii  is  directly  or  indirectly  to  be 
traced  to  our  utilisation  of  coal,  and  it  is  just  as  evident  that 
when  our  stores  of  coal  get  exhausted  the  greater  part  of  all  this 
wealth  and  evidence  of  civilisation  must  disappear.  The  world  will 
not  be  left  in  its  old  state.  The  old  state  was  like  that  of  an  earnest 
poor  young  man  with  great  hopes,  the  new  state  will  be  that  of  the 
spendthrift,  whose  fortune  has  gone  but  whose  expensive  habits  re- 
main. Then  will  come  the  time  of  great  struggle  for  Niagara  by  all 
the  civilised  nations  of  the  earth ;  the  water  power  of  the  West  of 
Ireland  will  form  a  new  centre  of  civilisation,  as  will  the  hills  of 
Switzerland  and  all  places  of  high  tide  round  the  coasts  of  the  world. 
Then  will  be  the  time  when  men  will  try  to  utilise  the  stores  of 
energy  which  now  seem  to  be  insignificant  or  hopelessly  out  of  our 
reach :  the  direct  radiation  from  the  sun  or  the  internal  heat  of  the 
earth. 

I  am  sure  that  the  mind  of  no  engineer  ought  ever  to  be  quite  free 
from  this  incubus — that  we  are  wasting  our  coal  with  enormous 
rapidity :  that  a  heat  engine  is  essentially  uneconomical.  But  this 
book  is  altogether  about  heat  engines,  and  when  in  future  I  shall 
speak  of  the  economy  of  a  steam  engine,  I  shall  compare  it — not  with 
that  of  the  perfect  engine  about  which  we  know  so  much,  but  of 
which  not  one  cheap  specimen  has  yet  been  made,  and  not  even  with 
the  most  perfect  heat  engine  imaginable — but  with  the  perfect  steam 
engine. 

I  am  about  to  speak  of  the  steam  engine  as  it  is — not  even  as  I 
hope  and  imagine  that  it  may  become  before  it  finally  disappears. 
I  shall  speak  of  our  best  engines  which  act  by  reciprocating  motion 
with  cylinders  and  pistons,  and  in  much  the  same  sort  of  way  whether 
we  see  them  of  many  thousands  of  horse-power,  driving  our  largest 
and  fleetest  ships,  or  whether  they  are  of  the  smallest  size,  driving 
a  few  printing  presses. 

9.  There  is  one  part  of  my  subject  which  must  be  left  out :  I 
shall  speak  in  Chap.  XXIX.  of  the  balancing  of  engines,  but  I 
shall  not  be  able  to  say  much  about  the  effects  of  want  of  balance. 
The  study  of  the  steam  engine  is  really  a  branch  of  applied  mechanics 
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and  of  heat.  The  study  of  vibration  is  also  a  branch  of  applied 
mechanics,  but  it  is  such  a  different  branch  that  it  goes  usually 
under  another  name — sound  or  acoustics ;  its  special  study  in 
regard  to  steam  engine  effects  is  so  little  advanced  that  I  shall  do 
my  best  to  avoid  mentioning  it  in  the  body  of  my  book.  In  fact,  I 
must  content  myself  with  the  following  general  observations  on  the 
subject. 

In  Great  Britain  an  annoying  defect  may  remain  unreformed  for 
a  century,  but  let  it  be  called  a  nuisance  by  a  chancery  court  and 
reform  is  very  rapid.  Large  steam  engines  are  now  working  in 
towns — not  merely  in  the  slums,  but  in  the  districts  inhabited  by 
rich  people.  We  are  first  told  that  really  we  must  produce  no 
smoke,  and  instantly  we  use  mechanical  stokers  or  better  grates 
and  flues,  and  we  refrain  from  forcing  the  fires,  and  get  rid  of  smoke, 
although  for  a  hundred  years  every  engineer  has  declared  the  thing 
impossible.  There  is  a  vast  difference  between  being  asked  to 
try  to  get  rid  of  a  nuisance  and  being  told  by  the  policeman  that  we 
must  stop  working  if  we  create  a  nuisance.  We  find  it  necessary  to 
use  non-condensing  engines  in  towns  because  condensation  water  is 
expensive;  and  of  course  our  blast  pipe  becomes  an  organ-pipe 
nuisance ;  we  find  that  all  window  frames  within  half  a  mile  are 
really  microphones — we  have  remedied  this  defect  of  our  engines 
because  the  only  alternative  was  to  stop  working. 

There  is  a  defect  that  is  put  up  with  in  locomotives  and  in  ships 
which  is  ever  so  much  worse  in  a  large  town,  and  it  has  been  declared 
to  be  a  nuisance.  Consequently  every  young  station  engineer  has 
already  acquired  an  astonishing  amount  of  cunning  in  diagnosing  it 
and  mitigating  its  effects.  It  is  the  vibration  produced  by  recipro- 
cating engines.  Of  course  the  only  real  remedy  is  the  use  of  a  steam 
or  gas  turbine,  sure  to  be  applied  in  the  long  run  ;  but  capital  has 
given  momentum  in  the  direction  of  reciprocating  engine  manu- 
facture, and  a  complete  change  towards  turbine  manufacture  must  be 
slow. 

Now,  in  the  old  days  of  slow  moving  engines,  the  vibrations  due  to 
masses  moving  with  accelerations  were  not  important.  The  vibratory 
forces  are  quadrupled  when  the  speeds  are  doubled,  and  compact 
engines  must  run  at  high  speeds  :  hence  our  troubles. 

We  notice  that  rotating  masses  may  be  perfectly  balanced 
quite  easily.  But  it  is  a  very  different  thing  with  reciprocating 
masses :  to  balance  them  needs  careful  study,  and  in  many  cases  it 
seems  almost  impossible.  I  have  stood  on  the  frames,  or  rested  my 
teeth  against  a  pencil  touching  the  frames   of  the  best  balanced 
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engines  now  in  the  market,  and  could  not  detect  any  vibration ;  and 
yet  when  two,  three,  or  more  such  engines  are  working  in  one  station, 
their  slight  eflFects  coalesce  and  uhere  may  be  very  considerable 
vibration  of  the  ground.  Indeed,  it  may  be  considerable  in  one  part 
of  the  station  and  hardly  noticeable  in  another  part.  Again,  I  have 
examined  sets  of  flats  in  a  large  mansion  near  a  central  station,  using 
my  "  tromometer,"  which  is  very  sensitive  ;  I  have  gone  from  room 
to  room,  getting  small  indications  of  motion,  and  I  have  found  that 
one  room  was  in  considerable  vibration  when  its  surrounding  neigh- 
bours were  quite  quiet. 

The  student  of  acoustics  does  not  need  to  be  told  that  this  room 
was  really  accidentally  tuned  to  the  vibration,  and  just  as  one  string 
of  a  pianoforte  will  respond  to  a  suitable  faint  note,  just  as  a  ship 
will  roll  dangerously  if  the  waves  are  in  tune  with  it,  so  this  room 
responds  to  the  faint  impulses  produced  by  distant  engines. 

A  householder  lays  his  complaint :  the  flowers  on  his  dining- table 
are  quivering  always;  the  glass  and  metal  ornaments  are  always 
rattling.  The  cunning  young  station  engineer  comes  to  inspect  the 
quivering  room ;  he  says  nothing  at  first ;  he  goes  about  observing, 
touching,  listening,  and  he  finds  some  opportunity  of  slyly  moving 
the  heavy  piano.  No,  he  declares,  he  feels  no  vibration.  Curiously 
enough,  the  complainer  also  feels  none,  nor  perhaps  is  he  likely  to  do 
so  until  he  moves  that  piano  exactly  into  the  same  spot  again.^ 

When  vibratory  impulses  act  upon  a  thing,  we  speak  of  its  forced 
vibration  and  also  of  the  natural  vibration  which  it  has  of  its  own. 
Its  forced  vibration  will  be  small  or  great,  depending  upon  whether 
the  frequency  of  the  forced  vibration  is  far  different  from  or  is  nearly 
equal  to  the  natural  frequency. 

Young  engineers,  spurred  by  necessity — the  mother  of  all  reform 
— ^know  a  great  deal :  they  would  know  ever  so  much  more  if  they 
studied  acoustics  a  little,  and  more  particularly  if  they  studied  the 
simpler  parts  of  the  mathematics  of  vibration.  The  engineer  who 
is  a  good  mathematician  will  study  Lord  Rayleigh's  Theory  of  Sound, 
I  believe  that  a  study  of  my  own  books  The  Calculus  for  Ungineers 
and  Applied  Mechanics  will  give  to  the  observant  young  engineer  the 
sort  of  mathematical  knowledge  that  he  wants,  and  he  will  be  fairly 
well  fitted  to  fight  the  new  nuisance  if  he  adds  a  knowledge  of  some 
such  book  as  Tyndall's  Sound. 

^  It  is  interesting  to  study  the  vibrations  induced  in  a  rough  model  of  a  ship  sus- 
pended by  springs  by  model  engines  placed  on  it  in  various  positions.  We  ought  to 
be  able  to  balance  the  engines  more  or  less,  and  to  change  their  sequence.  The 
effect  of  synchronism  of  the  engine  periods  and  the  natural  vibration  of  the  ship,  the 
positions  of  the  nodal  points,-  &c.,  can  only  be  studied  in  this  way. 
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When  the  pitching,  rocking,  and  tugging  vibrations  of  a  locomo- 
tive pass  along  a  train,  nobody  complains ;  everybody  feels  that  dis- 
comfort is  part  of  what  he  has  paid  for.  The  railway  shareholders 
pay  a  larger  coal  bill,  and  find  it  impossible  to  exceed  certain  speeds, 
that  is  all.  When  for  every  instant  during  the  twenty-four  hours, 
one  s  state  room  on  a  passenger  steamer  is  shaking,  not  merely  on 
account  of  the  racing  of  the  screw,  but  on  account  of  the  badly 
balanced  engines,  as  no  chancery  court  has  declared  the  thing  a 
nuisance,  we  expect  to  find  this  vibration  on  every  ship  that  floats. 
Before  the  time  of  Charles  the  Second  people  did  not  know  how 
miserable  they  ought  to  feel  with  unlighted  streets ;  and  folk  who 
live  with  pigs  in  mud  cabins  are  proverbially  oblivious  of  their 
misery. 

lO.  Having  now  vented  all  my  anger  upon  the  defects  of  the 
steam  engine,  it  becomes  my  business  to  incite  students  to  the  study 
of  it. 

It  is  my  intention  to  make  this  elementary  account  of  our  subject 
one  which  will  be  really  useful  to  the  practical  engineer.  But  I  warn 
my  reader  that  he  must  do  some  work ;  he  must  try  to  get  exact 
ideas.  It  is  all  very  well  for  men  and  women  who  trifle  with  a 
subject  and  call  it  study,  to  frankly  skip  the  dry  part  (or  worse,  to 
pretend  to  understand  it),  but  the  practical  engineer  knows  that  his 
ideas  must  become  exact,  he  must  be  able  to  make  calculations. 
His  life  is  a  war  with  Nature ;  he  wants  to  coerce  Nature  in  all 
sorts  of  ways.  The  careful  training  in  calculation,  what  is  it  but  a 
sharpening  of  one's  weapons  ?  I  suppose  that  in  the  old  days  it  was 
rather  a  nuisance  to  have  to  mend  one's  armour,  to  sharpen  one's 
sword,  to  mend  the  spring  of  one's  cross-bow.  Preparatory  work  of 
this  kind  must  always  have  been  a  bore ;  but  the  man  who  neg- 
lected it  got  knocked  on  the  head.  I  must  therefore  ask  the  student 
to  work  steadily  through  the  examples  in  arithmetical  and  graphical 
computation  on  mechanical  and  heat  energy  and  to  begin  these  at 
once.     The  more  difficult  exercises  are  in  smaller  type. 


CHAPTER  11. 

THE  COMMONEST  FORM  OF  STEAM  ENGINE. 

11.  It  is  difficult  at  first  to  take  in  the  idea  that  fluids  act  on 
the  solid  bodies  which  they  touch,  with  great  force.  The  atmosphere 
through  which  we  move  so  easily,  presses  with  a  force  of  15  Ib.^  on 
every  square  inch  of  our  bodies ;  but  there  is  a  balancing  pressure 
from  the  inside  of  our  bodies,  and  so  we  do  not  feel  the  pressure  as  a 
load.  A  boy  who  experiments  with  a  sucker,  and  who  uses  more 
scientific  methods  of  exhausting  the  air  from  a  space,  so  that  the 
pressure  due  to  the  outside  atmosphere  becomes  more  evident  in 
various  ways,  will  gradually  get  to  know  something  about  tbe 
presrare  of  fluids.  Lectures  and  reading  teach  almost  nothing, 
unless  we  also  see  and  make  expeiiments. 

I  have  sometimes  closed  a  very  small  strong  vessel  with  water  in 
it,  put  it  over  a  gas  flame,  and  stood  at  a  distance  to  watch,  or  rather, 
to  hear  it  explode,  when  the  pressure  of  the  steam  became  great 
enough.  It  is  said  that  the  great  force  which  steam  may  exert 
became  known  to  Watt  through  the  behaviour  of  his  mother  s  kettle. 
I  doubt  this.  Steam  escapes  too  easily  from  a  kettle.  Even  neglected 
boilers  fail  to  explode  in  ninety-five  cases  out  of  one  hundred,  because 
even  carefully  riveted  joints  give  way  and  leak  rapidly. 

When  water  is  boiled  in  a  kettle,  its  temperature  is  always 
about  100°  C.  (or  212°  F.),  because  it  is  under  atmospheric  pressure. 
Giving  more  heat  to  the  water  does  not  raise  its  temperature,  it 
only  causes  some  more  water  to  boil  away.  Up  a  mountain  its 
temperature  is  less,  because  the  atmospheric  pressure  is  less;  and 

*  ReaUy  14*7  lb.  per  square  inch,  or  2,1 16  lb.  per  square  foot,  is  what  we  take  to  be 
the  standard  pressure  of  our  atmosphere.  The  real  pressure  of  the  atmosphere' varies 
from  day  to  day. 
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the    lowered    temperature    of  boiling   water    is    often    noted    by 
travellers  as  indicating  the  height  of  a  mountain. 

When  we  use  a  strong  kettle  or  boiler  which  is  closed  up,  we  may 
get  very  much  higher  temperatures  and  pressures.  When  we  know 
the  temperature  we  know  the  pressure.  Students  will  do  well  to 
try  this  for  themselves  in  the  way  described  in  Art.  179.  Boilers 
(see  Chap.  XI.)  are  so  constructed  that  (1)  they  may  be  able  to  with- 
stand the  very  great  pressures  usually  employed;^  (2)  large  quan- 
tities of  coal  may  be  rapidly  and  completely  burnt  in  them,  its  heat 
being,  to  as  great  an  extent  as  possible,  given  to  the  water.  We  par- 
ticularly want  from  a  boiler  steam  which  is  dry ;  it  must  contain 
as  little  water  as  possible  (a  cloud  consists  of  drops  of  water,  so  does 
the  visible  stuff  which  has  come  from  the  spout  of  a  kettle  ;  we  want 
our  steam  to  be  transparent,  to  have  no  condensed  steam  present). 
There  are  drops  of  water  in  the  steam  of  the  boiler,  because  of  the 
spray  due  to  the  violent  ebullition  which  is  always  going  on  ;  ^  this  we 
call "  priming,*'  and  by  careful  ways  of  taking  the  steam  into  the  steam- 
pipe,  we  greatly  get  rid  of  it.  Again,  unless  the  steam-pipe  from 
the  boiler  to  the  engine  is  well  covered  with  a  non-conducting 
covering,  some  steam  will  condense.  The  electric  companies  by 
better  clothing  their  steam-pipes  have  greatly  diminished  their  coal 
consumption.  We  often  give  the  condensed  steam  a  chance  of 
settling  bypassing  it  through  a  separator  (Figs.  3  and  4)  ;  but  do  what 
we  will,  we  find  that  the  steam  reaching  the  engine  contains  some 
w^ater.  The  steam  supply  to  the  engine  is  controlled  by  the  stop  or 
regulation  valve,  the  hand  wheel  of  which  may  be  turned  by  the 
engine  driver.  There  is  also  in  many  engines  a  throttle  valve,  which 
is  kept  closing  or  opening  more  or  less  by  the  governor  of  the  engine. 
The  governor  admits  more  steam  if  the  engine  is  going  too  slowly, 
and  closes  off  the  steam  a  little  if  the  engine  is  going  too  quickly. 

Many  of  the  small  engines  on  board  ship  are  supplied  with  steam 
from  the  main  boiler  through  reducing  valves.  Steam  from  the 
Belleville  boiler  is  always  supplied  to  engines  after  a  reduction  of 
about  60  lbs.  per  square  inch  in  pressure  by  a  reducing  valve  to  dry  it. 

^  Pressares  of  250 lbs.  to  the  square  inch  are  not  yet  common,  but  pressures  of  200 
in  compound  and  triple  expansion  engines  are  quite  common.  Even  pressures  so 
great  as  165  have  long  been  common  in  locomotives,  and  yet  in  these  there  is  usually 
no  compounding.  Single  expansion  engines  seldom  use  a  higher  pressure  than  110  lbs. 
per  square  inch. 

'  A  pound  of  low-pressure  steam  is  of  very  great  volume  compared  with  a  pound  of 
liigh- pressure  steam  ;  hence  violent  ebullition  and  priming  are  more  usually  found 
in  low-pressure  boilers.  But  it  is  for  this  very  reason  that  artificial  help  to  the 
circulation  is  more  needed  in  high-pressure  boilers. 
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In  passing  through  valves,  steam  loses  pressure,  because  of  friction, 
but  it  hiis  a  tendency  to  become  drier.     This   tendency  to  super- 
heat is  not  very  great,  however,  under  ordinary  circumstances.     In- 
stead of  relying  upon  throttling,  it 
is  £ir  better  to  let   a   part  of  the 
steam-pipe  be   kept   heated,  either 
by  the    hot   furnace  gases  or  by  a        q 
special  furnace.     In  Don -condensing 
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engines  where  we  do  not  mind  if  air  and  other  gases  get  mised 
with  the  steam,  it  is  bettfer  to  have  a  gas  jet  burning  inside 
the  steam-pipe,  being  supplied  with  air  and  gas  under  pressure. 
When  by  any  means  we  not  only  remove  all  water  from  the  steam, 
but  raise  the  steam  to  a  higher  temperature  still,  we  say  that  it  is 
anpertaeated. 

Many  men  have  the  notion  that  if  one  part  in  ten  of  the  stufif 
entering  a  steam  engine  is  water,  it  only  means  a  lost  effect  of 
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10  per  cent.     This  is  very  wrong.     He  might  as  well  say  that  if  one 
man  among  ten  sailors  entering  a  ship  has  cholera,  it  only  means  a 
loss  of  the  labour  of  pne  man  in  ten.     The  fact  is,  the  condensation 
and  consequent  waste  going  on  in  a  steam  engine  cylinder  would  hardly  , 
have  a  chance  of  beginning  if  the  entering  steam  were  dry.     The  - 
formation  of  a  skin  of  water  on  the  metal  inside  the  cylinder  is  of 
enormous  importance  in  causing  more  steam  to  condense  there,  and 
so  destroying  the  efficiency  of  the  steam  engine  (see  Chap.  XXXV.). 
Anyhow,  it  is  very  important  that  the  supply  of  steam  to  an  engine 
should  be  dry,  and  even  that  it  should  be  more  than  just  dry,  that  is, 
superheated.     It  will  be  noticed  also  in  all  the  figures  of  the  best 
cylinders  in  this  book  that  not  only  are  they  well  covered  with  non- 
conducting felt  and  wood,  but  there  is  also  a  well-drained  steam 
jacket.     This  jacket  communicates  freely  with   the  boiler,  and  it 
gives  so  much  heat  to  the  outside  of  the  cylinder  that  no  skin  of 
water  is  likely  to  form  itself  on  the  inside  surface.    In  three- cylinder 
engines  all  the  cylinders  and  receivers  are  jacketed ;  the  student  will  ' 
see   that  if  all   the  jacket  steam  comes  from  the  boiler,  the  low 
pressure  cylinders  have  a  better  chance  of  keeping  dry  than  the 
high  pressure. 

I  feel  sure  that  it  is  very  important  to  show  a  beginner  by  direct 
experiment  how  great  may  be  the  force  exerted  by  steam.  Various 
experiments  may  be  suggested.  If  there  is  an  experimental  boiler  in 
the  laboratory  with  a  large  safety  valve,  loaded  with  a  dead  weight, 
(as  in  Fig.  181),  or  even  by  a  weight  acting  through  a  lever  (as  in 
Fig.  182),  the  student  may  get  to  know  of  these  great  forces  by 
noting  the  force  required  to  keep  a  valve  closed.  I  have  sometimes 
used  a  piece  of  apparatus  like  a  small  Bull  engine  (Fig.  21),  lifting 
a  weight. 

12.  Ordinary  Steam  Engine. — Steam  engines  have  been  of 
many  forms,  but  the  simplest,  the  direct-acting  form,  has  survived  the 
others.  Forty  years  ago  this  sort  of  engine  was  thought  unsuitable 
where  economy  of  energy  was  important.  It  was  used  in  locomotives 
because  it  was  simple  in  construction,  and  not  liable  to  get  out  of 
order.  It  was  getting  to  be  used  in  ships,  partly  for  the  same 
reason,  but  mainly  because  it  occupied  less  space  than  the  then 
preferable  beam  engines,  with  their  parallel  motions  and  other  com- 
plicated contrivances  for  lessening  frictional  and  other  losses.  But 
when  a  large  factory  engine  was  required,  nobody  dreamt  of  using  a 
direct-acting  engine.  Later  when,  at  length,  it  was  recognised  that 
there  were  far  more  serious  losses  in  engines  than  those  saved  by 
parallel  motions,  direct-acting  engines  were  used  even  in  factories, 
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but  valve  motions  worked  by  tappets  or  corliss  or  other  complicated 
gears  were  used  with  them,  and  the  locomotive  type  of  engine  was 
still  scornfully  thought  to  be  suited  only  for  very  small  powers. 
Now-a-days  it  is  recognised  that  the  simple  construction  of  the  loco- 
motive engine  and  the  simple  locomotive  slide  valve  motion  may  be 
-employed  in  the  very  largest  engines,  where  we  aim  at  the  very 
highest  economy,  and  hence  it  is  that  the  old  despised  type  of 
engine  is  not  only  the  easiest  to  describe,  but  the  most  important  for 
students  to  understand. 

13.  Fig.  5  shows  a  small  stationary  engine,  whose  cast-iron 
cylinder  A  B  is  closed  at  the  ends  by  castings  E  and  F  bolted  on. 
It  has  no  steam  jacket,  and  the  lagging  of  felt  and  wood  which 
is  used  for  clothing  it  and  keeping  it  warm  is  not  shown.  This 
■cylinder  is  very  carefully  bored  out  to  be  exactly  circular  in  section. 
We  are  so  particular  about  this  that  if  a  large  cylinder  is  to  lie 
horizontally,  we  bore  it  in  the  horizontal  position,  and  if  it  is  to  be 
vertical,  we  bore  it  in  the  vertical  position.  The  boring  of  a  large 
cylinder  in  the  shops  ought  to  be  observed  by  a  student,  who  must 
note  not  only  the  mechanical  arrangement  of  cylinder  and  boring 
bar,  but  also  the  speed  of  cut  and  the  rates  of  feed  both  in  roughing 
and  finishing. 

The  shapes  of  some  cylinders  are  shown  in  other  figures. 

There  are  two  flat  openings  or  ports  at  the  ends,  hardly  visible 
in  the  figure,  through  which  steam  may  be  admitted  or  exhausted. 
In  our  engine  the  steam  exhausts  or  rushes  oflF  when  released, 
to  the  atmosphere,  because  Figs.  5  or  15  is  evidently  what  is  called 
a  non-condensing  engine.  In  a  condensing  engine  the  exhaust 
is  to  a  condenser,  a  vessel  kept  in  a  cold  and  nearly  vacuous 
condition.  In  many  cylinders  there  is  only  one  port  for  each  end, 
see  C  and  C  in  Fig.  5,  whereas  in  others,  such  as  Fig.  22,  the 
steam  is  admitted  and  exhausted  from  each  end  by  separate  ports, 
called  the  admission  and  the  exhaust  ports.  This  is  much  better, 
because  the  exhaust  steam  is  much  lower  in  temperature  than  the 
entering  steam,  and  the  entering  steam  tends  to  condense  on  the 
surface  metal  of  these  passages,  a  much  more  serious  matter  than 
it  may  seem  to  be.  What  we  call  the  valve  motion  is  simply  the 
contrivance  which  automatically  admits  steam  into  the  cylinder 
on  one  or  the  other  side  of  the  piston  at  proper  times,  allowing 
it  to  escape  at  proper  times.  In  Fig.  5  no  valve  motion  is  shown. 
The  student  must  assume  that  there  is  a  boiler  which  generates 
high  pressure  steam  as  fast  as  it  is  needed,  and  that  this  steam 
is  brought  through  a  supply  pipe  to  the  steam  chest  or  valve  chest, 

c  2 
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being  admitted  to  cither  end  of  the   cylinder  through  some  kind 
of  valve. 

14.  The  piston  shown  in  Fig.  51  is  much  thicker  and  more 
clumsy  than  is  usual  in  larger  specimens  of  engine.     Other  forms  are 


shown  in  our  figures,  and  there  also  we  see  how  the  piston  is  made 
steam-tight.  What  is  wanted  is  that  if  there  is  high  pressure  steam, 
say  in  A,  Fig.  5,  and  mere  exhaust  pressure  in  B,  the  steam  from  A 
shall  not  pass  the  piston  into  B.  The  cast-iron  block,  which  is  the 
main  portion  of  the  piston,  is  a  very  slack  fit  for  the  cylinder ;  three 


11  THE  COMMONEST  FORM  OP  STEAM  ENGINE  21 

cast-iron  packing  rings  are  shown  upon  it.  These  split  rings  are 
sprung  into  grooves  in  the  block,  and  are  always  trying  to  get  larger 
and  press  gently  outwards  all  round  against  the  cylinder's  surface  so 
as  to  create  as  little  friction  as  possible,  and  yet  to  remain  steam- 
tight.  In  Fig.  23  there  are  only  two  rings,  and  it  will  be  seen  that, 
what  with  their  nice  fitting  in  the  grooves,  and  the  places  of  split 
being  far  apart,  steam  has  difficulty  in  getting  past  the  piston.  In 
large  pistons  like  Fig.  6,  the  springiness  of  the  rings  is  not  alone 
relied  upon. .  Notice  the  various  ways  that  are  taken  by  different 
makers  to  produce  the  necessary  steam-tightness  without  too  much 
friction.^  In  spite  of  all  efforts  even  in  the  most  elaborate  construc- 
tion of  pistons,  such  as  are  shown  in  Figs.  6,  30,  31,  &c.,  there  can 
be  no  doubt  that  considerable  leakage  takes  place.  If  the  engine  is 
held  fast  in  a  particular  position,  and  if  high-pressure  steam  is  ad- 
mitted to  one  end  and  the  other  is  open  to  the  exhaust,  there  is  such 
good  packing  of  the  piston  in  good  engines  that  the  leakage  is  so 
small  as  to  be  very  difficult  to  measure  ;  but  unfortunately  there  can 
be  no  doubt  of  a  pretty  considerable  leakage  past  the  piston  when  it 
is  in  motion.  It  seems  that  the  leak  is  ^  leak  of  water ;  the  steam 
condenses,  comes  past  the  piston  as  water,  and  evaporates  on  the 
other  side,  and  this  state  of  things  is  mainly  due  to  the  piston  in  its 
motion  passing  over  parts  of  the  cylinder  metal  which  are  sometimes 
hot,  sometimes  cold. 

The  student  will  notice  that  there  are  many  shapes  of  piston. 
The  conical  shape  of  body  of  Fig.  6  is  adopted  for  large  pistons  as 
being  thought  better  for  strength  and  lightness.  Later  on  it  will  be 
seen  that  lightness  is  a  very  necessary  quality  in  the  moving  parts 
of  engines.  As  to  the  strength,  let  the  student  think  of  the  great 
forces  due  to  steam  acting  on  a  piston.  Even  a  locomotive  piston 
such  as  Fig.  59  is  often  18  inches  in  diameter.     Consider  one  only 

12  inches  in  diameter.  Let  the  pressure  on  the  side  to  which  steam 
is  admitted  be  only  100  lbs.  per  square  inch  in  excess  of  what  is  on 
the  exhaust  side.  The  total  resultant  force  in  the  direction  of 
motion  of  the  piston  is  100  lbs.  x  the  area  of  a  circle  12  inches 
diameter,  or  100  X  112,  or  11,200  lbs.  A  total  force  of  5  tons! 
A  student  who  has  experimented  with  a  model  of  the  Bull  engine 
shown  in  Fig.  21,  may  perhaps  understand  how  great  such  a  force 
is  and  the  significance  of  its  greatness,  and  yet  our  piston  is  small 

^  I  have  proved  in  my  book  on  Applied  Mechanics,  that  the  usual  method  of  con- 
stmction  of  piston  rings  is  quite  wrong.  The  ring  ought  to  be  cut,  clamped  smaller, 
and  in  this  condition  turned  to  the  size  of  the  cylinder,  and  if  so  made  it  will  press 
nniformly  all  round,  not  otherwise. 
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and  the  steam  pressure  moderate.  I  have  known  men  who  could  lift 
400  lbs.  with  two  hands.  I  can  readily  lift  a  man  (with  both 
hands)  whose  weight  is  150  lbs.  Think  of  a  force  which  is  75  times 
as  great  as  this.  And  notice  that  the  steam  will  exert  it  even 
when  the  piston  moves  very  rapidly,  if  the  boiler  will  only  generate 
steam  fast  enough  and  if  the  pipes  and  opening  into  the  cylinder 
are  large  enough.  The  piston  rod  H  is  very  firmly  fastened  to- 
the  piston.  The  nature  of  this  fastening  will  be  gathered  from 
Figs.  6  and  36.  Every  one  knows  how  apt  some  part  of  one's 
bicycle  used  to  get  loose  in  spite  of  the  great  experience  of  manu- 
facturers. Have  you  ever  been  troubled  with  a  shoe-tie  getting.loose  ? 
I  have  been  tormented  with  the  tying  of  the  load  of  a  packhorse 
getting  loose.  All  kinds  of  lock-nuts,  and  locking  arrangements 
have  been  invented  because  a  fastening  is  so  apt  to  get  loose,  even 
when  the«load  on  it  is  not  great,  if  the  load  keeps  altering.  Now 
the  fastening  of  the  piston  and  its  rod  has  to  stand  pushes  and  pulls 
each  of  5  tons,  altering  twice  or  many  more  times  every  second,, 
sometimes  as  in  marine  engines  for  months,  and  it  must  not  get 
loose.  Therefore  you  must  treat  with  great  respect  the  style  of 
fastening  which  has  been  found  to  stand  such  trials.  Figs.  6  and 
36  show  some  kinds  of  fastening  which  are  found  to  last  well.^ 

In  most  cases  before  the  piston  has  travelled  over  the  whole 
stroke  the  admission  of  steam  is  stopped ;  the  steam  already  admitted 
must  expand  and  its  pressure  gets  less  than  it  was  originally  ;  but 
there  is  nothing  very  wrolig  just  now  in  supposing  that  the  steam  is 
admitted  freely  at  100  lbs.  pressure  to  the  end  of  the  stroke.  At  or 
a  little  before  the  end  of  the  stroke  it  is  allowed  to  escape  to  the 
exhaust,  and  high  pressure  steam  is  admitted  on  the  B  side  of  the 
piston,  and  consequently  there  is  a  force  of  5  tons  (leaving  the  small 
area  of  the  piston  rod  out  of  the  calculation)  forcing  the  piston  back 
again. 

'  British  engineers  deserve  their  great  success.  Their  work  is  tested  not  merely 
by  an  appearance  of  goodness  such  as  a  fraudulent  plumber  is  quite  able  to  give  to- 
the  worst  of  jobs.  Good  work  is  the  result  of  honest  earnest  effort,  such  as  has 
never  before  been  exercised  in  any  profession  in  the  whole  history  of  the  world. 
Users  of  the  Willans  engines  tell  me  that  they  will  run  for  many  months  continue 
ously  with  no  other  care  than  proper  lubrication.  Mr.  Crompton  told  me  this 
morning  (July,  1898),  that  an  engine  had  just  been  opened  at  Kensington  for  the  first 
time  after  a  21  months'  run  (during  lighting  hours),  and  it  was  found  not  only  to  need 
no  renewal  of  any  part,  but  no  sign  of  wear  could  be  detected  anywhere,  and  the 
engine  was  starte<i  -without  anything  being  done  to  it.  Surely  this  reputation  of 
English  engineering  is  worth  niaintaining.  It  may  be  in  the  power  of  foreigners  to 
obtain  more  orders  for  ships  and  engines,  but  it  is  our  boast  that  when  work  is 
ordered  it  is  well  done. 
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15.  Consider  then  this  force  of  5  tons  alternately  pushing  and 
pulling  the  piston  rod,  changing  100  or  possibly  400  times  per  minute, 
the  whole  mass  of  piston  and  rod  starting,  getting  up  speed,  stopping, 

and  coming  back  again  in  the  same 
fashion  with  great  rapidity,  and  you  will 
see  why  it  is  that  we  have  a  very  power- 
ful agent  to  deal  with.  The  piston  must 
be  strong,  its  fastening  to  the  piston 
rod  must  be  strong,  and  the  rod  itself  must 
be  strong.  The  rod  passes  steaW  tight 
through  the  cylinder  end  F,  because  of 
the  steam  tight  packing  of  the  stuffing 
box  and  gland  G.     In  small  engines  the 

Flo.  T.-A^Co^m™  ^Fowi^oF  Olabd      gt^jg^g  Jj^jj  ^  pjg    7  Jg    gl[g^  „Jth  p^p^ 

yam,  or  asbestos  rope,  which  the  studs 
and  nuts  of  the  gland  G  keoj)  squeezing  so  that  it  presses  gently 
out  against  the  rod.  Sometimes  in  such  a  case  a  very  thin  sheet 
of  brass  or  copper  is  between  the  packing  and  the  rod,  and  this 
keeps  the  rod  polished. 

In  the  figures  we  see  in  how  many  different  ways  different 
manufacturers  pack  their  stuffing  boxes.  Thus,  for  example,  in  Fig.  9* 
we  have  one  form  of  metallic  packing  used  in  very  lai^e  marine 
engines.  HH  are  half  rings  of  white  metal  squeezed  between 
bronze  rings  J,  a  number  of  springs  in  the  frame  K  a.t  the  end  main- 
taining the  pressure.  The  white  metal  is  squeezed  against  the  rod 
A  keeping  it  steam  tight.  The  gland  F  is  forced  by  four  studs  and 
nuts  CO  to  compress  ordinaiy  packing  of  asbestos  in  the  stuffing  box 
FG,  and  that  these  may  never  be  tightened  up  unequally,  each  nut 
has  a  spur  pinion  as  part  of  it,  gearing  on  a  central  spur  ring ;  turn- 
ing one  nut  means  turning  all  four.  F,  G,  and  the  bush  at  the  inside 
are  bronze.  Ordinary  stuffing  boxes  have  merely  a  brass  neck  bush 
at  one  end  and  the  gland  is  either  of  brass  or  cast-iron,  faced  with 
brass  (see  Fig.  7).  Packing  for  pump  rods,  &c.,  is  of  gaaket  (inter- 
woven strands  of  hemp  and  cotton)  or  an  elastic  core  of  india-rubber 
surrounded  by  canvas  or  asbestos.  For  steam  rods  asbestos  rope  is 
generally  used. 

16.  We  see  then  that  the  piston  rod  is  pushed  and  pulled  alter- 
nately with  groat  forces,  and  that  by  means  of  the  connecting  rod  L 
and  the  crank  MN  the  crank  shaft  is  kept  rotating.  The  fly-wheel  R 
keyed  upon  the  crank  shaft  keeps  the  motion  steady.  If  any  student 
has  difficulty  in  seeing  how  the  reciprocating  motion  of  the  piston  rod 
and  cross  head  B  are  converted  into  rotatory  motion  by  a  connecting 


II           THE  COMMONEST  FORM  OF  STEAM  ENGINE  25 

rod    and    crank,  let  $ 

him     examine     any  5 

sewing   machine,    or  e 

foot  lathe,  or  an  ordi-  § 

nary  cycle.     He  will  « 

also  learn  from  these  3 

things  the  steadying  J 

effect     of    the     fly-  | 

wheel.  % 

The    piston    and  " 

its  rod  move  with  a  J 

motion  of  mere  trans-  &   ^ 

lation.   That  is,  every  |  I 

point  has  a  path  of  ^3 

the   same   length  as  .  ^    e 

and  parallel  to  that  I  I   i 

of  any  other  point.  I  *?    i 

This  is  what  we  ^  1  I 
mean  by  our  rough  1^1' 
and  ready  statement,  ■  f  o 
"^he  piston  moves  in  ^  I  ^ 
a  straight  line."  It  <d  ^  ^ 
is  very  important  ^  t  g  i 
that  the  end  of  the  ll^B  I  1 
rod  should  be  guided  ^  ^H  M  I 
so  as  to  move  in  a  |  I 
straight  line  and  so  c  | 
it  terminates  in  ff  ■^  = 
thecTOMhcad.  The  |  I 
nature  of  the  guid-  I.  J 
ance  is  evident  in  l.j| 
Figs.  5,15,43,47,  &c.,  ||| 
which  show  many  g^^g 
forms  of  slides  and  §Ss 
slippers  fastened  to  ag- 
enda of  piston  rods,  -|| 
also  of  their  guides.  gg^ 
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of  engine  and  must  be  studied  in  connection  with  the  shape  of  the 
frame.  Notice  in  this  example,  Fig.  5,  how  the  cylinder  is  fastened 
to  the  frame  P,  ancj  the  shape  of  the  guides  KI.      The  cross  head  is 
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a  strong  pin  connecting  S  and  the  end  of  the  connecting  rod  HM, 
at  the  other  end  being  the  crank  pin  M,  the  crank  MN  being  fixed 
on  the  revolving  crank  shaft  on  which  the  fly-wheel  R  is  keyed. 
17.  The  nature  of  the  reciprocating  motion  oi  R  and  the  piston 
when  M  revolves  uniformly 
is  well  known.  It  is  evi- 
dently necessary  for  HU  to 
keep  as  nearly  constant  in 
length  as  possible,  and  the 
student  must  ask  himself 
these  questions :  1.  The 
ends  of  the  connecting 
rod  must  fit  the  pins  at  H 
and  M  always  nicely,  but 
there  must  be  wear;  how 
are  the  end  fittings  adjusted 
so  that  the  distance  be- 
tween the  pins  keeps  con- 
stant ?  2.  The  forces  at 
these  pins  alter  quickly  in 
high  speed  engines ;  in 
fact,  blows  may  be  said  to 
take  place ;  how  are  the 
keys,  cotters,  and  other 
fittings  of  the  ends,  pre- 
vented from  shaking  loose  ? 
The  figures  tell  this 
story  themselves.  Thus 
Fig.  10  shows  half  in 
section  and  half  in  eleva- 
tion the  end  of  a  rod,  fit- 
ting the  steel  crank  pin  A. 
The  gun-metal  "brasses" 
or  steps  BC,  are  kept  tight 
on  the  pin  by  the   key  if 

K.n.l..-M.H™.KKa,.sr.    Glaxd  .>=r  Stv.k.nc  Bo,.  ^'^^    ™"er  G,  which  fasten 

the  strap  SF  to  the  butt 
E.  This  kind  of  rod  used  to  be  common ;  it  is  not  suited  to  with- 
stand the  loosening  action  which  occurs  in  modern  high  speed 
engines. 

Now  look  at  Fig.  42  or  the  rod  of  Fig.  11,  whose  "  big  end  "  fits 
the  crank  pin  and  whose  small  forked  or  "  gudgeon  "  end,  with  two 
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brasses  of  gun-metal,  fits  the  cross  head  with  its  slipper  blocks  shown 
in  Fig.  8  upon  the  piston  rod  end.  Notice  how  the  crank  pin 
brasses,  cylindrio  out  and  in,  are  lined  with  white  metal  because  of 
the  excessive  friction,  and  how  they  may  be  adjusted  by  filing  the 
distance  pieces.  Notice  how  the  cap  and  jaw  are  fastened  together. 
Bolts  are  thinned  down  to  have  a  less  section  than  at  the  screw 
thread,  except  where  the  bearing  surfaces  are ;  thoy  stretch  there- 
fore instead  of  fracturing  at  the  thread.  Spare  brasses  are  usually 
carried  on  ships,  so  that  if  heating  has  occurred  and  the  white  metal 
has  "  run"  it  may  be  replaced.  It  is  as  common  to  shrink  the  end  of 
the  rod  upon  the  pin  or  gudgeon,  and  the  head  of  the  piston  rod 
is  forged,  part  of  the  piston  rod  becoming  a  slipper  slide  whose  base 
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carries  a  gun-metal  slipper  faced  with  white  metal.  A  slide  often 
has  a  guide  only  on  one  side  of  it.  The  hollow  space  in  the  guide 
has  cold  water  circulating  in  it  for  coolness  in  many  large  marine 
engines. 

18.  In  small  engines  we  have  all  sorts  of  firamei  and  guides. 
The  frame,  all  one  casting,  of  which  four  views  are  shown  in  Fig.  43, 
has  bored  guides  BG.  There  are  two  bearings,  BB,  on  the  frame,  for 
the  crank  shaft,  and  the  fly-wheel  would  be  overhung,  as  shown  in 
Fig.  15.  This  form  may  be  used  vertically  as  a  wall  engine.  Fig.  47 
shows  the  "  girder-frame  "  of  a  larger  engine  f  up  to  pistons  of  12" 
diameter)  also  with  bored  guides.  Fig,  47  shows  the  cast  iron  frame 
of  a  large  vertical  engine  with  two  flat  guides. 

The  careful  student  will  notice  if  he  examines  old  types  of  engines 
that  an  important  change  has  been  going  on  in  the  arrangement  of 
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metal  in  the  frames  of  engines,  so  that  by  its  mere  inertia  it  shall 
tend  better  to  prevent  vibration  of  the  ground,  and  also  that  the 
whole  frame  shall  act  rather  as  a  tie  rod  or  a  strut  than  as  a  bracket. 

19.  The  crank  shaft  N  and  crank  with  the  crank  pin  if,  are 
shown  in  Fig.  5.  The  pedestals  (or  pillow  blocks)  are  very  much  like 
pedestals  of  ordinary  shafting,  except  in  this — ^the  loads  on  ordinary 
shafting  are  usually  merely  vertical  loads.  On  a  crank  shaft  there 
are  horizontal  forces,  due  to  the  pushing  and  pulling  forces  of 
the  connecting  rod,  and  consequently  the  cap  is  not  always  placed 
vertically  above  the  journal. 

In  the  figure  I  show  an  over-hung  crank,  one  bearing  of  the  shaft 
is  on  the  frame,  the  other  detached  from  the  frame  would  be  sup- 
ported beyond  the  fly-wheel.  Fig.  15  shows  a  crank  between  the 
two  bearings,  the  fly-wMeel  being  over-hung.  The  reason  why  the 
part  away  from  the  crank  pin  is  often  made  massive  is  because  a  lop- 
sided rotating  thing  is  out  of  balance.  Let  a  student  illustrate 
this  for  himself  with  the  following  piece  of  apparatus.  Arrange  a 
disc  of  wood  which  may  be  revolved  at  a  high  speed,  and  let  there  be 
a  piece  of  lead  fastened  to  it  somewhere,  so  that  the  centre  of  gravity 
of  the  rotating  part  is  not  in  the  axis  of  rotation.  It  will  be  found 
that  the  frame  and  indeed  the  table  on  which  it  rests,  gets  into  a 
state  of  vibration,  and  it  is  evident  that  this  is  due  to  the  un- 
balanced centrifugal  force  of  the  lead.  Now  place  an  equal  piece  of 
lead  exactly  opposite  to  the  first,  and  just  as  far  away  from  the  axis, 
and  we  find  on  rotating  the  disc  that  there  is  balance.  Such  experi- 
ments as  this  are  very  instructive.  We  can  make  a  small  body 
balance  a  much  larger  one  by  placing  it  further  away  from  the  axis. 
There  is  much  more  than  this  to  be  said  about  the  subject  of  bal- 
ancing. A  rotating  mass  is  not  in  balance  unless  its  centre  of 
gravity  is  in  the  axis  of  rotation,  but  this  is  not  always  the  sufficient 
condition  for  balance,  and  students  must  refer  to  Chap.  XXIX.  They 
will  there  find  that  rotating  masses  may  be  perfectly  balanced  ; 
that  is,  there  need  be  no  vibratory  forces  acting  in  the  framework 
of  the  machine.  Again,  it  is  found  that  an  engine  like  those  shown 
in  Figs.  5  or  15,  sets  the  engine-bed  and  foundations  and  the 
ground  in  vibration  because  of  the  reciprocating  motion  of  some  of 
its  parts.  It  is  found  that  we  get  a  fair  approximation  to  the  actual 
state  of  things  if  we  suppose  the  piston,  piston  rod,  cross  head,  and 
half  connecting  rod  to  move  with  a  reciprocating  motion  in  the 
centre  line  of  the  engine ;  these  I  shall  call  the  reciprocating  part ; 
the  forces  on  the  framework  due  to  this  can  only  be  balanced  by 
another  reciprocating  part  moving  exactly  in  the  opposite  way.     It  is 
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very  seldom  indeed  that  we  find  the  reciprocating  parts  of  an  engine 
balanced,  and  this  is  why  in  certain  parts  of  London  the  electric 
light  companies  have  been  compelled  to  replace  reciprocating  engines 
by  steam  turbines.  A  rotating  part  may  be  made  to  balance  a 
reciprocating  part,  but  this  introduces  reciprocating  forces  in  a 
direction  at  right  angles  to  the  first.  This  is  how  the  endlong 
forces  are  balanced  in  a  locomotive.  There  are  up  and  down  or 
pitching  forces  unbalanced  in  the  best  locomotives,  but  the  endlong 
forces  are  balanced,  and  these  are  more  important  than  the  others, 
because  when  they  are  not  balanced  the  locomotive  tugs  at  the  train 
instead  of  drawing  it  steadily.  A  very  badly-balanced  locomotive 
burns  so  much  more  coal  per  train  mile  that  even  the  ordinary  poor 
sort  of  balancing  is  of  considerable  importance.  The  bad  balancing 
of  the  engines  on  a  torpedo  catcher  or  any  other  modem  swift  vessel 
greatly  aggravates  the  annoyance  due  to  vibrations  produced  in 
other  ways,  as  for  example,  from  the  propeller  (because  it  has  not 
many  blades)  or  from  the  action  of  the  sea  upon  the  hull  of  the  vessel. 
^  20.  Knocking  or  Backlash. — It  will  be  noticed  that  however 
good  may  be  the  fit  of  a  brass  to  a  pin;  when  the  forces  between  them 
are  suddenly  reversed,  there  is  a  blow ;  this  is  of  course  greatly  in- 
creased by  bad  fitting,  as  when  brasses  get  worn.  Hence  it  is  worth 
while  sacrificing  other  advantages  if  by  so  doing  we  can  be  certain 
that  the  forces,  however  they  may  vary,  never  change  in  direction ; 
that  is,  if  it  is  invariably  one  side  of  a  brass  which  is  always  acting  on 
its  pin  or  journal.  It  will  be  seen  in  Art.  65,  that  when  steam  is 
only  allowed  to  act  on  one  side  of  a  piston,  and  if  there  is  plenty  of 
cushioning,  the  piston  rod  may  never  be  required  to  exert  a  pull ;  it 
may  always  be  kept  exerting  a  pushing  force  at  every  part  of  the 
revolution  of  the  engine,  and  it  is  mainly  for  this  reason  that  single- 
acting  engines  are  in  use.  When  a  single-acting  engine  is  vertical 
as  the  Willans  engine  (Art.  236)  for  example,  the  mere  weight  of 
the  moving  part  is  important  in  preventing  backlash.  In  this 
engine,  however,  the  reciprocating  forces  are  so  great  that  ordinary 
cushioning  has  to  be  supplemented  by  an  air-cushion. 

21.  It  is  to  be  noticed  that  we  cannot  be  absolutely  certain  of  the 
length  of  the  connecting  rod ;  also,  other  parts  of  the  engine  alter 
slightly  in  length,  because  of  unequal  expansion  by  heat,  and  hence 
it  is  necessary  to  allow  of  a  little  clearance  at  both  ends  of  the 
cylinder.  The  actual  volume  of  the  clearance,  that  is,  the  volume 
which  must  be  filled  by  fresh  steam  at  the  very  end  of  the  stroke, 
may  sometimes  be  approximated  to  if  we  have  the  working  drawings 
of  the  engine ;  but  I  prefer  to  measure  it  by  placing  the  engine  in 
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the  dead  point  position,  to  fill  up  the  clearance  space  with  water, 
and  then  to  run  off  this  water  and  measure  it. 

Q2.  It  is  to  be  noticed  that  the  steam  acts  not  only  on  the 
piston,  but  also  on  the  end  of  the  cylinder.  The  cylinder  is  bolted 
to  the  engine-bed,  and  this  is*  held  down  to  concrete  or  brick-work 
or  masonry  foundations.  Great  stiffness  is  needed  in  these  parts  to 
withstand  the  effects  of  such  rapidly  reversed  great  forces.  In 
marine  engines  the  power  is  transmitted  by  the  crank  shaft  to  the 
propeller.  In  locomotives  it  is  transmitted  by  the  crank  shaft,  and 
through  the  driving  wheels  to  the  places  where  these  touch  the  rails. 
The  friction  must  exceed  the  pulling  force,  else  there  will  be  slipping. 
In  factory  engines  the  fly-wheel  is  often  a  great  spur  wheel,  driving 
a  smaller  mortise  spur  wheel.  In  this  case  the  fly-wheel  is  always 
built  up  of  many  parts,  keyed  and  bolted  together,  because  a 
single  casting  so  large  would  not  be  true  enough.  In  the  smaller 
factory  engines  the  fly-wheel  is  used  as  a  drum,  from  whose  rim  the 
power  is  taken  off  by  a  belt  or  by  ropes,  as  shown  in  Figs.  15  or  144. 

Many  special  machines,  such  as  dynamo  electric  machines,  are 
driven  direct ;  the  engine  and  dynamo  are  on  the  same  bed-plate, 
and  the  four  sets  of  brasses  for  the  four  bearings  (two  for  the  engine 
and  two  for  the  dynamo)  are  bored  out  at  one  operation,  great  care 
being  taken  to  get  them  exactly  in  line. 

123.  Fig.  12  shows  a  skeleton  drawing  of  Figs.  5  or  15.  If  a 
student  thinks  for  himself  he  will  see  that  if  P  is  pushed  in  the 
direction  of  the  arrows,  the  cylinder  is  pushed  back.  This  is  why 
the  cylinder  and  the  crank  shaft  must  be  firmly  held  on  one  frame- 
work or  engine-bed.  Of  course  if  the  bed  were  to  yield  in  its  length 
quite  readily,  there  would  be  no  turning  of  the  shaft.  The  skeleton 
drawing  brings  home  to  us  also  the  fact  that  the  end  of  the  piston 
lod  or  cross  head  H  ought  to  be  guided ;  for  the  pushing  force 
of  five  tons  in  P  is  resisted  by  the  push  in  (7,  and  it  is  obvious  that 
guides  for  H  are  needed  to  exercise  an  upward  guiding  force,  such 
as  is  shown  by  the  arrow  head.  The  slide  is  pushed  downward 
on  the  guide.  Now  let  the  student  make  another  skeleton  drawing 
like  Fig.  13,  which  is  merely  what  Fig.  12  becomes  when  the  crank 
has  made  half  a  revolution  further.  The  piston  rod  is  now  pulling 
the  slide,  and  the  connecting  rod  pulls  the  slide  also  in  its  resistance 
to  motion,  so  that  again  the  force  of  the  guides  on  the  sliding 
block  is  upward.  Hence  if  we  are  sure  that  the  direction  of  motion 
shall  always  be  the  same,  a  closed  slide  with  one  slipper  rubbing  on 
one  stout  guide  may  take  the  place  of  the  two  or  four  guide  bars 
which  we  see  in  Figs.  5,  47  or  62.      Just  as  C  pushes  JT,  so  it 
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pushes  the  crank  pin  K\  the  push  in  C  multiplied  by  the  perpen- 
dicular distance  from  E  to  HK  is  what  we  call  the  turning  moment 
on  the  crank  shaft. 

24.  It  is  of  very  great  importance  for  a  student  to  study  (not  so 
much  with  mathematical  exactitude  as  to  have  working  notions)  this 
turning  moment  for  every  position  of  the  piston.  It  may  be  done, 
perhaps,  by  making  many  skeleton  drawings ;  but  it  is  far  better  to 
have  a  working  sectional  model  such  as  is  shown  in  Fig.  101.  If 
there  is  a  workshop  available,  a  student  will  very  readily  make  a 
suflSciently  good  model  for  himself  with  a  few  laths  of  wood  and  wood 
screws.  I  myself  have  used  with  students  a  large  model  in  which  the 
distance  from  ^  to  JT  is  6  feet.      It   has  a  connecting  rod  which 


A     D 


D      A 
Figs.  12  and  13. 


may  be  lengthened,  the  distance  from  K  \^o  A  also  being  altered ; 
the  distance  of  the  piston  P  from  the  end  of  its  stroke  may  be 
measured  with  great  accuracy,  and  also  the  angle  turned  through 
by  the  crank  from  0  0,  its  dead  'point  position.  First,  we  study  the 
mechanism,  noting  how  travel  of  piston  and  angle  of  crank  are  related 
to  one  another  (see  Art.  67).  Second,  we  study  the  forces  acting 
in  the  several  parts,  and  particularly  the  turning  moment  on  the 
crank  shaft.  Third,  we  notice  that  the  weight  of  the  conducting  rod 
must  modify  our  calculations  a  little,  but  not  much.  Fourth,  we 
notice  that  the  forces  must  be  rather  different  at  one  speed  of  rotation 
of  the  shaft  from  what  they  are  at  another,  because  it  requires  force 
to  set  a  body  in  motion,  and  to  stop  it  an  opposite  kind  of  force.. 
Notice  the  great  difference  between  this  and  the  previous  effect  due 
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to  mere  weight  of  connecting  rod.  It  may  be  said  that  all  this  is  a 
mere  matter  of  calculation.  Now  it  is  true  that  we  can  learn  a  great 
deal  by  m^re  mathematics,  but  what  we  often  learn  is  merely  how  to 
pass  examinations ;  it  is  a  student's  business  to  learn  to  think,  and  he 
may  be  quite  sure  that  he  will  never  really  think  about  or  understand 
the  steam  engine  till  he  has  experimented,  observed,  and  handled 
either  real  parts  of  engines  or  such  a  model  as  I  have  described. 

<^  25.  However  great  the  pushing  or  pulling  force  on  the  piston  or 
connecting  rod  may  be,  there  are  two  positions,  the  two  ends  of  the 
stroke,  in  which  there  is  no  turning  moment  on  the  crank  shaft. 
These  are  the  dead  points,  well  known  to  all  ladies  who  work  sewing- 
machines,  and  to  men  who  work  foot  lathes  or  bicycles.  And  the  turn- 
ing moment  varies  greatly  during  a  revolution.  Hence,  to  equalise 
this  and  also  to  make  sure  that  we  can  start  an  engine  from  any 
position  whatsoever,  it  is  usual  to  duplicate  everything,  there  being 
two  engines  working  the  same  shaft,  their  cranks  being  at  right  angles, 
so  that  when  one  is  at  its  dead  point  the  other  cannot  be  so.  When 
three  cylinders  work  the  same  crank  shaft  their  cranks  usually  make 
angles  of  120*"  with  one  another. 

Fig.  62  is  an  example  of  the  coupled  engines  of  a  locomotive, 
the  cranks  being  at  right  angles.  Donkey  engines  used  for  crane 
work  on  board  ship  have  two  cranks  at  right  angles  and  no  fly-wheel, 
80  that  they  may  be  easily  stopped  and  started  from  any  position. 
Any  person  who  watches  such  an  engine  working  must  see  how 
important  is  the  steadying  function  of  the  fly-wheel  of  an  ordinary 
engine.  Engines  in  hydraulic  power  stations  are  often  stopped  and 
started  automatically  by  the  rising  and  falling  of  the  accumulator 
weight  acting  on  a  throttle  valve,  and  this  needs  coupled  engines. 
Some  of  our  figures  show  three  cranks  on  the  same  shaft.  Not  only 
do  we  in  these  ways  get  a  more  uniform  turning  moment  on  our 
shaft,  but  we  find  it  easier  to  balance  the  forces  which  act  on  our 
framing  and  foimdations.  This  is  one  reason  why  triple  cylinder 
engines  are  now  so  largely  used,  but  it  is  not  the  most  important 
reason. 

216.  We  see  that  if  steam  is  in  A,  Fig.  5,  at  great  pressure  coming 
from  the  boiler,  and  if  the  steam  has  escaped  from  B  to  the  atmo- 
sphere or  to  a  condenser  so  that  the  pressure  in  ^  is  small,  the  piston 
is  being  pushed  from  left  to  right  and  the  crank  turns  in  the  direction 
of  the  hands  of  a  watch.  The  fly-wheel  has  great  inertia,  and  so  the 
crank  moves  beyond  the  "  dead  point "  position.  If  now  steam  is 
admitted  to  the  B  side  of  the  piston  and  exhausts  from  the  A  side, 
the  piston  is  moved  firom  right  to  left.     We  see  then  that  a  great 
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force  acts  on  the  piston  in  the  direction  of  its  motion  if  steam  is 
properly  admitted  and  exhausted  to  and  from  the  A  and  B  sides 
alternately,  the  crank  moving  uniformly  if  the  fly-wheel  is  large 
enough. 

I  have  said  that  the  pressure  is  calculated  on  the  cross  section  of 
the  cylinder,  and  does  not  depend  upon  the  mere  shape  of  the  surface 
exposed  to  the  steam.  The 
student  ought  to  be  quite 
sure  that  this  is  so.  Neg- 
lecting friction,  due  to 
motion  of  the  fluid  (quite 
negligable  here),  a  fluid 
presses  at  right  angles 
everywhere  to  any  surface 
as  shown  in  Fig.  14.  But 
it  will  be  foimd  that  all 
the  lateral  pressures  balance 
vin.  n.-pREMusE  OS  *  pisTos.  ouG  aHothet,  and  the  result- 

ant force  on  the  piston 
is  just  the  same  as  if  it  were  quite  flat.  Perhaps  this  will  be  the 
more  evident  if  we  imagine  the  piston,  say  that  of  Fig.  14,  to  be 
weightless  and  frictionless,  and  that  steam  of  the  same  pressure  is 
admitted  on  both  sides  of  it.  Although  one  of  these  is  flat  and  the 
other  is  not,  we  cannot  imagine  that  the  piston  will  tend  to  move. 
The  proof  is  given  in  books  on  applied  mechanics.  See  also 
Art.  113. 

87.  Wo  have  not  spoken  yet  of  tlie  effect  of  the  platon  rod..  Let  the 
ntndent  work  these  exereises. 

Exercise  1.  The  absolute  pressure  (pressure  above  that  of  a  ^rfect  vhcuudi 
IB  mid  to  be  abeolute)  in  the  npace  A,  Fig.  5.  is  167  lbs.  per  square  inch,  Bn<1  the 
absolute  pressure  in  B  is  17  lbs.  per  stinare  inch  ;  the  cylinder  12  incheti  in 
■liameter  (112  square  inches  in  crosa  section),  and  the  piston  rod  is  2^  inches 
in  diameter  (2^  x  2^  x  '7SI>4,  or  4  stjuare  inclies  in  cross  section).  What  i»  the 
resultant  force  on  the  piston  ■ 

Anincer.  The  force  on  the  A  side  is  112  x  167,  or  18704  lbs.  The  force  from 
the  B  aide  is  (112  -  4)  x  17,  or  1836  lbs.  on  the  piston  itself,  and  if  we  take  the 
atmospheric  pressure  outside  to  l>e  14  7  lbs.  per  square  inch,  as  this  acts  on 
the  piston  rod,  there  is  also  a  force  resisting  the  motion  of  4  x  14-7,  or  59  lbs,, 
sot^at  the  resultant  force  is  18704  -  laTG  -  i>9,  or  16809.  Ourrough  and  ready 
calculation  when  we  neglected  the  area  of  the  piston  rod,  gave  us  16800  Ibn..  and 
so  was  in  error  to  only  a  very  small  extent. 

Exercise  2.  Steam  in  k  is  at  167  lbs.  per  square  inch,  and  there  is  e\hanat 
in  A  at  17  lbs,  per  square  inch,  take  the  same  siies  as  before.  Here  the  resisting 
force  on  the  A  side  is  17  >  1 12,  or  1904  lbs.  Steam  in  B  acts  on  the  annular  area 
11^  -  4,  or  108  square  inches,  the  force  being  108  x  187.  or  ISO-lfi  lbs.,  together 
with  the  atmospheric  pressure  on  the  piston  n»l  of  147  x  4,  or.'>91bB.     Thiw  the 
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resulUnt  force  from  right  to  left  is  15191  Iba. 
Notice  that  it  is  the  ai'ea  of  the  piston  rod 
which  has  caused  the  above  rougli  and  ready 

^  answer  to  be  too  great  by  nearly  4  per  cent. 

^  It  is  usual  to  neglect  the  area  of  the  piston 

C  rod  in  such  calculations. 


I  38.  It  is  the  function  of  a  valTe  gear 

^  to  admit  and  exhaust  steam  to  and  from 
£  the  spaces  A  and  B  at  the  proper-  instants. 
a  We  might  imagine  four  valves— one 
S  admitting  steam  from  the  boiler  to  A, 
I  another  exhausting  it,  and  a  similar  pair 
I  to  and  from  B.  Thus  in  Fig.  22  there 
^  are  the  two  steam  valves  A  and  B  which 
^  admit  steam  from  the  space  F  to  which 
g.  it  comes  from  the  boiler  and  another  two, 
I  C  and  D,  which  release  steam  to  the  ex- 
%  haust  space  E,  which  communicates  with 
^  I  theatmosphereorarcondenser.  Thevalves 
i  g  are  cylindric,  filling  cylindric  seats,  and 
^1  it  is  the  very  effective  but  complicated 
■I  CfTliss  gear  which  gives  them  their  proper 
J      motions. 

I*  Q9.  In  a  veiy  great  many  engines  a 

I      illde  valve  is  used  like  SV,  Figs.  15  and 

^-     16,  the  face   of  the   valve   and   its   seat 

^     being  plane.      The   eccentric   disc   E  is 

^      keyed  on  the   crank   shall   so   that    the 

I      straps   and  rod  ER  cause    the  valve  to 

,     get  a  reciprocating  motion,  a  thing  easy 

I      enough  to  imderstand  when  seen,  and  not 

S      to    be    easily  understood    without  being 

I      seen.      Fig.  2D  shows    in   13   views   the 

~      motions  of  the  piston  and  valve.     Steam 

^      is  admitted  to   the   steam  chest   SO  all 

3      round  the  back  of  the  valve,  which  slides 

I  steam    tight   on    the   seat.     In  Fig.    15 

steam  is  rushing  from  SC  through   the 

left-hand  port   to   the  space  to  the  left 

of  the  piston,  whereas  any  steam  which 

may  exist  in  Cy  is  free  to  escape  by  the  right-hand   port   to   the 

exhaust  passage,  which  is  cast  as  part  of  the   cylinder.     Another 

view,  a  cross  section  of  the  cylinder  and  valve  through  this  exhaust 
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s  shown  in  Fig.  18.  Let  the  student  examine  and  sketch 
and  draw  a  real  valve.  I  have  attempted  to  give  an  idea  of  its 
shape  in  Fig,  19.     On  the  valve  seat  there  are  three  openings  or 


Uiniilgli  A  to  tbg  apu*  q ;  t 


the  ends  of  passages.  The  narrow  P,  leads  to  one  end  of  the  cylinder, 
the  narrow  P^  to  the  other  end,  and  the  broader  middle  one  S  to  the 
exhaust.  Looking  down  on  the  back  of  the  valve,  Fig.  16,  when  it 
lies  on  its  seat,  we  see  how  as  it  moves  it  uncovers  and  covers  up 
again  the  ports  i*,  and  Pj,  so  that  steam  may  get  into  them  or  get 


•B  por1»  Pl 
:h  It  uHuiIty 


cut  off,  and  underneath  the  valve  we  see  by  the  section.  Fig.  18, 
how  steam  reaches  JS  from  /*,  or  J*,  when  it  is  necessary  to  exhaust. 
It  will  be  found  by  Fig.  20,  1  and  2,  if  we  keep  our  aye  on  what 
occurs  in  the  space  to  the  left  of  the  piston  P.  that  steam  is  admitted 
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freely  as  the  piston  travels  from  left  to  right  until  in  3  we  see 'that  it 
is  cut  off.  As  the  piston  travels  on  and  no  more  steam  is  admitted, 
as  the  volume  of  the  steam  gets  larger,  its  pressure  gets  less,  and  it 
continues  to  get  less  till  we  have  the  position  shown  in  6  or  7. 
Here  the  steam  is  reUased  and  begins  to  rush  away  to  the  exhaust ; 
in  8  we  may  imagine  that  even  if  the  time  is  short,  so  much  steam  has 
got  away  that  the  pressure  is  practically  the  same  as  in  the  exhaust. 
Now  the  piston  begins  to  turn  back,  to  move  from  right  to  left,  and 
as  it  moves,  the  left-hand  space  is  freely  open  to  the  exhaust,  and  the 
pressure  in  it  is  low  and  remains  so  till  we  get  to  11.  The  exhaust 
now  closes,  and  what  is  called   cushioning  begins.     As   the   piston 
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FiQ.  90.— Rblativk  P06ITION8  OF  Eccentric  Slibb  Valvb  ahid  Piston. 

As  the  crank  M  turns  clockwise,  through  one  revolution,  the  valve  and  piston  take  these  positions. 
The  position  of  the  crank  M  is  shown  for  each,  and  X  shows  the  position  of  the  eccentric,  which,  as  in 
FI9.  15,  works  the  valve  directly.  X  is  ahead  of  M  by  an  angle,  which  is  90"  +  the  angle  0/ advance. 
In  this  case  the  angle  of  advance  is  W. 

makes  the  space  smaller,  any  steam  in  this  space  gets  to  have  a 
higher  and  higher  pressure  until,  in  the  position  of  12,  fresh  steam 
Ls  admitted  just  before  the  beginning  of  the  new  stroke.  This 
cushioning  and  admission  before  the  end  of  the  stroke  are  just  as 
important  in  high-speed  engines  in  bringing  the  massive  recipro- 
cating piston,  &c.,  to  rest,  as  a  thick  feather  bed  would  be  in 
preventing  one  getting  hurt  in  jumping  from  a  window. 

30.  To  ensure  the  study  of  the  diagrams  of  Fig.  20  let  the 
student  draw  upon  paper  a  curve  showing  his  notion  of  how  the 
pressure  alters  in  the  left-hand  space.  If  he  will  measure  the 
distance  of  the  piston  (any  point  of  it)  from  the  end  of  its  stroke  and 
call  it  X  at  any  instant,  and  at  the  corresponding  time  try  to  get  a 
notion  of  the  steam  pressure  in  the  space,  he  will  see  that  the  follow- 
ing numbers  are  about  right.  I  take  the  entering  steam  to  be  at 
the  absolute  pressure  of  100  lbs.  per  square  inch,  and  the  exhaust 
steam  at  17  lbs.  per  square  inch  (as  if  it  were  a  non-condensing 
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engine,  the  exhaust  being  a  little  greater  in  pressure  than  the  atmo- 
sphere). If  the  crank  of  an  actual  engine  made  one  turn  in  about 
two  minutes,  and  if  we  had  a  pressure  gauge  to  show  the  pressure  in 
Ay  we  could  observe  these  pressures.  But  in  truth  they  were 
measured  in  a  very  diflferent  way  on  an  engine  making  100 
revolutions  per  minute. 

Students  will  note  for  themselves  how  reasonable  it  is  to  assume 
that  the  pressures  are  fairly  correct.     I  take  the  length  of  the  crank 

to  be  0*5  feet. 

Forward  Stroke. 
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The  student  will  now  plot  x  and  p  as  the  co-ordinates  of  points  on 
squared  paper  to  any  scales  he  pleases,  and  see  what  sort  of  figure  he 
obtains.  He  will  note  that  the  points  of  admission,  cut  off,  release, 
and  compression  may  not  seem  to  be  very  distinctly  marked ;  this  is 
because  the  pressures  were  measured  on  a  quick  moving  engine 
whose  valves  closed  comparatively  slowly.  The  best  kinds  of  valve 
gear  close  the  valves  very  quickly.  We  have  an  instrument  called 
an  indicator,  which  draws  such  a  curve  as  this  for  us,  showing  the 
pressure  on  either  side  of  the  piston  for  all  positions  of  the  piston, 
even  when  the  engine  revolves  at  350  revolutions  per  minute  ;  it 
is  easy  to  understand  that  it  is  of  great  use  to  the  engineer  whose 
slide  valve  and  piston  are  out  of  sight.  For  one  thing,  it  enables 
him  to  see  if  his  valve  is  admitting,  cutting  off,  releasing,  and 
allowing  compression  to  begin  just  at  the  right  periods. 

Notice  in  the  above  that  the  distance  a;  does  not  exactly  represent 
the  volume  of  the  steam  to  scale,  because,  even  when  x  is  o  and  the 
piston  is  at  the  end  of  its  stroke,  the  space  has  some  volume  which 
we  call  the  clearance.  We  cannot  let  the  piston  come  quite  up  to 
the  cylinder  end,  and  besides  the  passages  have  some  volume.  We 
try  to  get  the  volume  of  the  clearance  space  as  small  as  possible  (and 
of  as  little  surface  as  possible  because  of  condensation  when  fresh 
steam  is  admitted),  but  in  the  following  approximate  calculations  I 
shall  assume  no  clearance. 
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Tbe  end  of  tbiB  CDnnsctin^  rod  !■  mnde  T-Ahapod,  and  the  brUMS  ke  TVCfiflud  inbo  It.  Uetwaen  Mto 
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bolts  hold  the  whole  tocher  as  nbowii. 
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In  ■  latue  niBrlno  engine  cmnk  iiliiift  tbe  plno  nnd  lOiiill  arc  hoUonr.    A,  the  iiiiiuUr  lubrlcstor, 
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tx.    In  InrpeSo  dsitroTen  nnd  other  quli'k  cDRlDe*.  hnvi-viT.  the  minka  iini  InUiicwI. 
Tlic  tTniik  j-lisftn  o[  murine  eiiirltiUK  nre  iiiiinlly  Duidv  In  |ikrtii,  the  part  foe  each  cylinder  being 
ibilldfer^njfi^and  these  part*  nre  cttnnof U-d  hv  ilaiiffcd  ci>ijpUii^  ffr^ednn  hnlid, 
tnnnuirereiiirlnu  thecnuikKhndixtnitfeilBll  in  cmc  fkcv-nH  In  urucuniiitlre,    Mimv  englneen 
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Pio.  50. — Cross  Section  or  Twin  Screw  Steamer. 
Showing  position  of  shafts  and  engines  in  the  hull.    In  shifw  of  war,  coal  bunker  protection. 
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CHAPTER  III. 

THE   VALUE  OF   EXPANSION. 

3 1  -  Before  studjdng  carefully  the  various  forms  of  valve  gear 
which  are  in  use,  the  student  must  get  to  know  what  it  is  that  we 
want  the  gear  to  effect.  Let  him  imagine  four  cocks,  A^  and  £^ 
to  admit  steam,  and  exhaust  it  on  the  side  A,  Fig.  5,  A^  and  JE^  to 
admit  and  exhaust  on  the  side  B,  Imagine  changes  to  occur  slowly, 
so  that  we  may  consider  what  is  occurring  at  our  leisure. 

1.  ^1  closed,  A^  open,  A^  closed,  J^g  open,  and  let  us  for  simplicity 
call  the  pressure  in  B  zero,  as  if  the  exhaust  were  to  a  perfect 
vacuum.  Let  there  be  steam  pressure  of  100  lbs.  per  square  inch 
in  A ;  cylinder  1  foot  in  diameter,  or  area  of  piston  112  square  inches, 
so  that  the  total  force  on  i>  is  five  tons.  If  JD  moves  through  2  feet 
under  this  force,  the  length  of  the  crank  being  1  foot,  the  work  done 
upon  D  is  11,200  lbs.  x  2  feet  or  22,400  foot  pounds.  If  we  neglect 
friction  and  loss  of  energy  by  concussion,  &c.,  this  energy  is  given 
to  the  crank  shaft. 

2.  A^  closed,  JE^  open  so  that  all  the  valuable  100  lb.  steam 
rushes  off,  and  the  pressure  in  A  is  0 ;  JE^  dosed  A^  open,  so 
that  the  pressure  in  B  is  100.  As  the  piston  moves  over  a 
distance  of  2  feet,  the  work  11,200  x  2,  or  22,400  foot  pounds, 
is  again  done  on  the  piston,  and  communicated  to  the  crank  shaft. 
Hence  in  one  revolution  we  have  44,800  foot  pounds  given  to  the 
crank  shaft. 

Now,  some  men  who  know  very  little  of  applied  mechanics  ^  seem 
to  think  that  somehow  the  angularity  of  the  crank  causes  this  work 

^  Muscular  exertion  and  fatigue  occur  when  a  man  merely  supports  a  load  without 
doing  work  in  lifting  it  higher.  Any  person  who  confounds  such  fatigue  with  what 
we  call  trork  in  our  calculations  is  sure  to  get  misleading  notions.  An  iron  column 
may  support  a  load  and  nobody  thinks  that  work  is  being  done. 
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to  be  greatly  wasted.  In  so  far  as  it  causes  friction  and  shocks,  there 
is  some  loss,  and  the  loss  due  to  friction  and  shocks  is  serious  enough, 
but  this  is  very  different  from  the  imaginary  loss  of  which  some  men 
speak.  Except  for  friction,  the  work  done  upon  the  piston  is  all  commu- 
nicated to  the  crank  shaft,  and  is  given  out  by  the  crank  shaft.  The 
work  done  upon  the  piston  per  minute,  and  therefore  the  horse-power, 
may  be  calculated  if  we  know  the  pressures  of  the  steam  on  the  two 
sides  of  the  piston  at  every  instant  during  a  revolution  of  the  crank. 
This  power  is  called  the  indicated  horse-power,  from  Watt  having 
invented  an  instrument  called  an  indicator,  to  register  the  pressures. 
The  power  given  out  by  the  crank  shaft  may  be  measured  by  a  brake 
or  dynamometer.  The  brake  horse-power  is  generally  about  0*85  of  the 
indicated  power  in  a  good  engine  working  at  its  best  load,  so  we  see 
that  the  loss  due  to  friction  and  shock  seems  large.  The  loss  of  energy 
by  friction  is  often  great  at  slide  valves.  Observe  that  we  imagine 
our  engine  to  go  slowly,  the  four  cocks  being  turned  at  the  proper 
instants  by  a  boy.  The  indicator  would  tell  whether  the  boy  per- 
formed his  work  properly.  If  he  failed  to  close  two  and  open 
another  two  exactly  at  the  end  of  a  stroke,  the  indicator  would  act 
as  a  tell-tale. 

321.  Let  us  suppose  now  that  the  boy  cuts  off  steam  before  the 
piston  gets  to  the  end  of  its  stroke.  There  will  be  less  work  done  on 
the  piston.  But  let  us  see  exactly  what  will  happen.  Suppose  he 
cuts  off  steam  at  half  stroke,  only  allowing  half  the  quantity  of 
steam  to  be  used.  Notice  that  this  steam  at  100  lbs.  per  square  inch 
is  not  all  thrown  away  when  cut  off  takes  place,  it  continues  to  act 
on  the  piston,  although  with  less  force.  Its  pressure  per  square 
inch  will  vary  in  some  such  way  as  this : — 


Travel  of  piston  in  feet  ,    . 
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The  steam  thrown  away  then  is  only  50  lbs.  steam,  and  we  have 
evidently  had  far  more  work  out  of  our  steam  per  cubic  foot. 

Suppose  the  bo}'  cuts  off  at  one-third  of  the  stroke,  we  shall 
find  that  the  pressure  falls  in  some  such  way  as  this : — 


Travel  of  piston  in  feet 
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Here  we  have  only  admitted  one-third  of  the  quantity  of  steam, 
and  yet  a  fairly  good  force  has  been  acting  on  the  piston  during  the 
whole  stroke,  for  the  steam  thrown  away  at  the  end  still  has  a 
pressure  of  33  lbs.  a  square  inch.  Surely  a  student  must  see  already 
what  it  was  that  Watt  discovered  in  his  use  of  expansion.  The  thing 
to  study  is  evidently  "  how  much  work  is  done  per  cubic  foot  of 
steam  ?  "  We  know  that  it  is  greater  as  we  cut  off  earlier ;  but  how 
much  greater  is  it  ? 

33.  If  we  could  only  tell  in  all  such  cases  as  the  above  what 
is  the  average  pressure  during  the  stroke,  we  should  quickly 
know  what  we  want.  But  the  student,  who  has  worked  exercises 
like  those  of  Chap.  XV.,  already  knows  how  to  find  the  average 
pressure  in  the  above  cases.  Let  him  take  them  as  exer- 
cises, drawing  curves  to  show  ^^  the  pressure  for  each  point  of 
the  travel.  Now,  the  average  represents  the  work  done  in  a  stroke, 
because  it  has  only  to  be  multiplied  by  112  square  inches,  and 
by  2  feet  for  the  answer  to  be  in  foot  pounds.  I  hav^  done  the 
exercise  myself,  and  I  find  the  following  results  : — The  student  must 
do  it  himself.  The  volume  of  the  cylinder  is  2  x  112  -5-  144  or  156 
cubic  feet. 

1.  No  expansion.  1*56  cubic  feet  of  steam  used  in  one  stroke. 
Average  pressure  100  lbs.  per  square  inch.  Work  done  in  one  stroke 
100  X  112  X  2  =  22,400  foot  pounds,  or  14,400  foot  pounds  per 
cubic  foot  of  steam. 

2.  Cut  off  at  half  stroke.  0*78  cubic  foot  of  steam  used.  Average 
pressure  85  lbs.  per  square  inch.  Work  done  85x112x2=  19,040 
foot  pounds,  or  24,400  foot  pounds  per  cubic  foot  of  steam. 

3.  Cut  off  at  one-third  stroke.  0*52  cubic  feet  of  steam  used 
Average  pressure  70  lbs.  per  square  inch.  Work  done  70  X  112  x  2 
=  15,680  foot  pounds,  or  30,200  foot  pounds  per  cubic  foot. 

The  three  answers  you  have  obtained  show  then  that  by  cutting 
off  steam  at  half  stroke  we  get  70  per  cent,  more  effect ;  by  cutting 
off  steam  at  one  third  stroke  we  get  110  per  cent,  additional  effect 
to  what  we  get  with  no  expansion. 

34.  Now,  the  figures  I  have  given  only  illustrate  the  good  eflfects 
of  expansicm.  There  are  several  reasons  why  they  are  to  be  looked  upon 
with  suspicion.  In  the  first  place  the  fixU  of  pressure  after  cut  off  is 
assumed  to  be  according  to  this  law ; — V)he7i  steam  has  dmible  the 
volume  it  has  Iialf  the  2^f'fssure,  m'  pressure  x  volume,  Jceej)s  constant. 

What  right  have  I  to  assume  any  such  law  of  fkll  of  pressure  i 
My  right  will  be  discussed  later.  It  is  sufficient  to  say  that  when  a 
steam  engine  cylinder  has  a   steam  jacket    the  pressure    does  not 
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diminish  so  quickly ;  when  a  cylinder  is  only  partially  protected  from 
cooling,  we  may  find  that  the  pressure  diminishes  more  rapidly,  but 
this  is  often  not  the  case,  and  the  above  law  gives  a  fairly  good  average 
rate  of  fall  during  expansion.  As  a  matter  of  fact  I  use  it  because  it  is 
easy  to  remember,  and  gives  results  which  are  not  very  different  from 
those  which  we  obtain  when  we  try  to  get  laws  which  are  more* 
suitable  for  particular  classes  of  engines. 

Again,  I  took  no  back  pressure.  This  means  that  I  took  an 
engine  whose  exhaust  was  a  perfect  vacuum.  Now,  if  the  engine  was  a 
good  condensing  engine,  the  back  pressure  would  probably  be  3  lbs. 
per  square  inch  ;  subtract  this  therefore,  and  instead  of  the  average 
pressures,  100,  85,  70,  we  ought  to  take  97,  82,  and  67.  It  is  evident 
that  this  will  make  no  great  difference  in  our  notions  of  the  value 
of  expansion  ;  but  a  student  ought  to  work  out  the  actual  figures. 

Again,  if  the  engine  is  non-condensing,  it  exhausts  into  the 
atmosphere,  whose  pressure  is  147.  Inasmuch  as  the  passages  are  not 
large  enough  to  allow  infinitely  rapid  escape  of  the  exhaust  steam, 
we  must  take  a  back  pressure  greater  than  147.  In  practice  we  find 
that  16'5  in  slow  moving  engines  and  18  in  very  high  speed  engines 
are  common ;  let  us  therefore  take  17  lbs.  per  square  inch  as  the  usual 
back  pressure  in  non-condensing  engines.  The  average  pressures  in 
the  above  three  cases  now  become  100  —  17,  or  83,  85  —  17,  or  68, 
arid  70  —  17,  or  53  lbs.  per  square  inch.  Let  therefore  a  student 
work  out  the  figures  in  the  following  table. 

If  he  will  work  out  exactly  in  the  same  way  what  occurs  when 
we  cut  off  at  one-fifth  and  one-tenth  of  the  stroke,  he  can  complete 
the  table  as  I  give  it.  Also  I  have  a  reason  for  giving  the  fourth 
column  of  numbers ;  it  is  this ; — 

35.  Engineers  are  much  too  apt  to  speak  only  of  indicated 
power  and  work.  We  shall  see  presently  that  it  is  very  easy  to 
measure  vdth  more  or  less  accuracy  the  true  pressure  of  steam  on 
the  piston  of  an  engine  by  means  of  the  indicator,  and  from  this 
to  calculate  the  indicated  power.  But  the  power  actually  given 
out  by  the  engine  is  less  than  this ;  hence  a  man  who  sells  engines 
is  not  so  anxious  to  talk  of  their  brake  power,  the  power  actually 
given  out  which  might  be  measured  by  a  brake  or  any  other  form 
of  dynamometer.  Also,  it  is  much  more  troublesome  to  measure 
the  power  actually  given  out,  especially  in  large  engines.  But  the 
student  cannot  keep  too  well  before  his  eyes  the  fact  that  it  is  energy 
actually  given  out  by  the  engine,  which  it  is  of  most  importance  to 
increase.  Now,  the  friction  of  the  engine  may  be  said  (see  Chap. 
XVI.)  to  act  exactly  in  the  same  way  as  a  back  pressure,  and  as  a  first 
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approximation  we  may  take  the  friction  to  be  represented  by  a  back 
pressure  of  10  lb.  per  square  inch  on  the  piston,  in  addition  to  the 
real  back  pressure  as  shown  on  an  indicator  diagram.  This  is  what 
I  have  done  in  column  4,  subtracting  27  lbs.  pei  square  inch  from  100, 
85,  70,  52,  and  33,  which  are  the  average  pressures  as  computed  on 
the  assumption  of  no  back  pressure. 


P 


'm 


No  cut  off 100 

Cut  off  at  half  stroke 85 

Cut  off  at  one-third  of  the  stroke   ^  70 

Cut  off  at  one-fifth  of  the  stroke  .  52 

Cut  off  at  one- tenth  of  the  stroke  33 


Work  done  per  Cubic  Foot  op  Steam. 


No  back 
pressure. 


I  Back  pres- 1  Back  pres-  Back  pres- 
sure 3  lbs.  ;  sure  17  lbs.  sure  27  lbs. 
{  per  square    per  square  per  square 
inch.             inch.  inch. 


14400 
24400 
30200 
37300 
47400 


13900 
23600 
28900 
35200 
43100 


11900 
19500 

22800 
25100 
23000 


10500 
16700 
18500 
18000 
8600 


Column  pm  gives  the  mean  pressure  during  the  stroke,  assum- 
ing no  back  pressure.  From  this  each  back  pressure  must  be  sub- 
tracted, to  get  the  true  average  pressure  which  must  be  multiplied 
by  the  area  of  the  piston  (112  square  inches)  and  the  length  of  the 
stroke  (2  feet).  This  is  the  work  done  by  the  steam  admitted. 
When  we  cut  off  at  one-fifth  of  the  stroke,  the  volume  of  steam 
admitted  is  one-fifth  of  the  whole  volume  of  the  cylinder.  The 
volume  of  the  cylinder  is  2  x  112  -r-  144  cubic  feet. 

36.  It  is  often  assumed  that  an  elementary  student  can  under- 
stand quite  easily  all  sorts  of  abstruse  principles  of  thermodynamics 
and  other  parts  of  physics,  whereas  the  simplest  calculations  of  the 
above  kind  are  looked  upon  as  belonging  to  the  higher  study  of  the 
steam  engine. 

But  this  book  is  written  to  guide  a  teacher  who  wishes  to  make 
his  students  really  think  about  the  fundamental  facts,  and  I  wish 
it  to.  be  understood  that  the  average  student  has  no  difficulty 
whatsoever  in  making  the  above  simple  calculations  if  he  knows 
about  force  and  work;  that  is,  if  he  has  studied  a  little  applied 
mechanics.  When  there  are  a  number  of  students,  let  them  be 
divided  into  sets  of  three  or  four.  One  set  of  men  takes  the  initial 
pressure  of  the  steam  as  50,  the  next  as  100,  the  next  as  150,  the 
next  as  200  lbs.  per  square  inch,  and  instead  of  cutting  oflf  merely  at 
one-half,  one-third,  &c.,  there  ought  to  be  cutting  oflf  at  all  sorts 
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of  other  periods  of  the  stroke,  so  that  all  the  students  may  help  in 
producing  a  table  of  numbers  giving  valuable  information.  I  have 
found  this  exercise  one  of  enormous  value.  The  drill-sergeant  kind 
of  teacher  will  get  possession  of  some  such  very  complete  table,  and 
show  it  to  students  who  have  not  calculated  it.  If  my  system  takes 
root  I  can  imagine  text  books  written,  by  the  mere  reading  of  which  a 
man  will  be  supposed  to  study  the  subject.  He  will  look  at  some 
such  elaborate  table;  he  will  even  think  that  he  understands  it 
perfectly,  and  unfortunately  it  will  be  difficult  to  prevent  his  passing 
written  examinations.  It  is  truly  wonderful  what  difficult  looking 
questions  men  may  answer,  and  get  full  marks  for  in  examinations, 
when,  all  the  time,  they  have  no  real  knowledge  of  the  most  elemen- 
tary facts  about  the  subject. 

37.  The  student  will  now  examine  his  results.  He  will  see 
that  in : 

I.  Condensing  engines.  The  indicated  energy  per  cubic  foot 
of  steam  is  greater  and  greater  with  more  expansion,  as  far  as  the 
above  table  goes.  He  will  notice  also  that  in  every  case  the  con- 
densing engine  has  an  advantage  over  a  non-condensing  engine. 

II.  Non-condensing  engines.  The  indicated  energy  per  cubic 
foot  of  steam  is  greater  when  we  cut  off  at  ^  than  when  we  cut  oflF  at 
^  of  the  stroke,  and  indeed  there  is  no  great  difference  between 
cutting  off  at  J,  \,  or  ^V  of  ^^^  stroke. 

III.  Non-condensing  engines.  The  brake  energy  per  cubic  foot 
of  steam  is  not  very  different  for  cutting  off  at  J,  or  J,  or  ^  of  the 
stroke,  but  is  decidedly  less  when  we  cut  off  at  ^V  of  *he  stroke ;  in 
fact,  less  than  if  we  had  no  expansion. 

IV.  Notice  that  what  I  say  about  indicated  energy  in  non-con- 
densing must  be  pretty  much  the  same  as  for  brake  energy  in  con- 
densing engines.  Indeed,  taking  14  lbs.  as  the  extra  or  frictional 
back  pressure  in  a  small  condensing  engine  is  probably  taking  too 
little,  because  the  driving  of  the  air  and  feed  and  circulating  pumps 
in  such  an  engine  is  a  large  addition  to  the  resistance. 

When  therefore  the  student  hears  some  foolish  unpractical 
man  talking  of  the  virtues  of  unlimited  expansion,  let  him  cite  some 
such  figures  as  we  have  given  above.  Don  t  let  any  one  talk  of  the 
discrepance  of  theory  and  practice  when  what  he  calls  his  theorj^  is 
based  on  no  natural  facts.  The  old  Cornish  pumping  engine,  which 
is  still  found  to  work  satisfactorily,  seems  not  to  have  ever  cut  off 
earlier  than  J  of  the  stroke,  and  Watt  himself  usually  cut  off  at  from 
i  to  J  of  the  stroke. 

38.  But  it  will  be  found  in  Chapter  XVII.  that  there  are  throe 
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other  drawbacks  upon  the  numbers  (like  those  given  in  the  second 
column  of  our  table),  often  cited  as  exhibiting  the  virtues  of  great 
expansion,  and  these  are  : — 

First.  By  greater  expansion  it  may  be  that  we  do  get  greater 
work  per  cubic  foot  of  steam ;  but  we  are  using  a  large  cylinder  (and 
therefore  a  large  engine)  for  comparatively  little  total  power.  Surely 
mere  economy  of  steam  is  not  the  whole  of  the  economy  which  ought 
to  be  studied.  Interest  and  depreciation  on  cost  of  an  engine 
are  important. 

Second.  The  actual  quantity  of  fresh  steam  entering  the  cylinder 
is  greater  than  what  we  stated  above,  because  of  the  clearance 
space. 

Third.  When  we  cut  off  at  |  or  J  of  the  stroke,  the  quantities 
of  steam  used  are  really  not  represented  by  ^  and  J  of  the  cylinder 
volume.  When  we  have  greater  expansion  our  cylinder  is  colder 
before  steam  is  admitted,  and  a  good  deal  of  the  newly  admitted 
steam  is  condensed  in  heating  up  the  cold  cylinder.  When  therefore 
we  indicate  less  steam  we  are  actually  wasting  more,  and  thus  there 
are  two  reasons  for  the  percentage  loss  being  greater.  As  Watt  knew 
very  well,  this  condensation  of  steam  entering  the  cylinder  is  the 
most  serious  trouble  before  the  maker  of  steam  engines.  It  depends 
upon  the  range  of  temperature  or  the  difference  in  temperature 
between  admission  and  exhaust  steam  and  upon  the  time  that 
elapses  before  cut  off,  and  its  effect  is  less  at  higher  speeds ;  engines 
going  at  400  revolutions  per  minute  have  only  about  half  the  relative 
condensation  of  engines  going  at  100  revolutions  per  minute.  To 
diminish  the  range  of  temperature  it  is  thought  well  to  let  the 
steam  expand  in  two  or  three  cylinders.  Thus  in  Fig.  65  we 
have  a  triple  cylinder  engine.  The  steam  admitted  to  -ST,  the  high 
pressure  cylinder  is  at  200  lbs.  per  square  inch,  and  the  exhaust 
is  about  75.  This  exhaust  steam  enters  a  receiver,  -4,  a  mere  space 
kept  warm,  as  indeed  the  cylinders  also  are,  by  steam  jackets.  In 
the  most  recent  engines  the  volumes  of  the  connecting  pipes  are 
thought  to  be  sufficient  receiver  volumes  as  shown  in  the  figure.  In 
each  receiver  the  pressure  varies  somewhat,  depending  upon  the 
size  of  the  space.  Steam  leaves  A  and  is  admitted  to  a  second  or 
intermediate  cylinder  /  at  70  and  exhausts  from  /at  about  27  lbs. 
per  square  inch  into  another  receiver,  B.  Steam  leaves  B  and  is 
admitted  to  a  third  or  low  pressure  cylinder  Z,  at  25  lbs.  and  exhausts 
to  the  condenser.  One  cubic  foot  of  steam  admitted  to  H  becomes 
16  cubic  feet  before  it  is  released  from  L,  Expansions  of  1  to  20 
are  common  and  the  volumes  of  the  three  cylinders  are  usually  as 


Ill  THE  VALUE  OF  EXPANSION  79 

1 :  2*7  :  7.  If  this  great  expansion  occurred  in  only  one  cylinder 
it  would  mean  a  very  great  range  of  temperature  of  the  cylinder, 
and  therefore  much  condensation  of  fresh  steam  every  time  of 
admission. 

Any  student  who  wishes  at  this  early  stage  to  get  a  rough 
approximation  to  the  effect  of  condensation  in  a  well-arranged 
cylinder,  that  is,  a  steam  jacketed  cylinder  working  under  very  good 
conditions,  at  100  revolutions  per  minute,  will  find  that  if  he  assumes 
that  condensation  produces  pretty  much  the  same  effect  as  if  we  had 
a  back  pressure  of  10  lbs.  per  square  inch,  in  addition  to  the  above- 
mentioned  back  pressures,  he  will  arrive  at  numerical  results  which 
do  not  badly  represent  the  results  of  experiments.  I  need  hardly  say 
that  this  is  given  as  only  a  very  vague  direction  to  students,  because 
the  conditions  of  even  well-arranged  jacketed  cylinders  vary  very 
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Plan  of  modem  three  cylinder  vertical  engine,  working  three  cranks,  120*  ax>art.  The  pistons, 
kCj  are  of  the  same  mass. 

Steam  comes  from  the  boiler  b^  S,  and  is  admitted  by  a  piston  valve  H  V^  to  the  "  high  "  cylinder 
H,  exhausting  by  the  pipe  A.  This  steam  from  A  is  admitted  by  a  double  ported  slide  valve  IV  to 
the  "  intermediate  "  cylinder  I,  exhausting  by  the  pifM  B.  This  steam  from  B  is  admitted  by  the 
double  ported  slide  valve  L  V  to  the  "  low  '^  cylinder  L,  exhausting  by  the  pipe  C  to  the  condenser. 

greatly.  It  will  be  worth  while  for  students  to  complete  the  above 
table  by  adding  a  new  column  of  numbers  labelled  "  Back  pressure 
37  lbs.  per  square  inch,"  as  giving  a  fairly  good  general  notion  of  the 
brake  energy  per  cubic  foot  of  steam,  when  condensation  in  well- 
arranged  cylinders  is  taken  into  account  in  non-condensing  engines. 

39.  Now  let  a  student  imagine  himself  to  be  the  boy  who  is  in 
charge  of  the  four  cocks.  Unless  the  engine  moves  slowly  he  will  be 
quite  unable  to  open  and  close  the  cocks  exactly  at  the  right  times. 
But  let  us  consider  what  are  these  right  times. 

He  is  told,  let  us  suppose,  to  cut  off  steam  exactly  at  one-third  of 
the  stroke.  Notice  that  he  ought  to  cut  off*  with  great  quicknesB 
when  the  proper  time  arrives.  Why  ?  Because  it  may  be  shown  by 
calculation  that  he  ought  to  be  admitting  steam  either  at  its  full 
steam  chest  or  boiler  pressure,  or  not  at  all,  and  if  he  closes  the  cock 
slowly  the  steam  will  be  wire-drawn  as  it  is  called.  It  is  for  the 
same  reason  that  the  steam  pipe  and  passages  must  be  wide. 
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Again,  a  boy  of  judgment  would  admit  iteam  just  a  little  before 
the  end  of  the  stroke,  because  his  passages  are  not  infinitely  large  ; 
he  would  release  steam  also  before  the  hypothetical  time,  because  at 
the  very  end  of  the  stroke  the  back  pressure  ought  to  be  as  small  as 
possible,  and  the  exhaust  passages  are  not  infinitely  large.  It  is 
exactly  for  this  reason  that  if  a  theatrical  performance  is  to  occur 
exactly  at  7  o'clock  the  doors  must  be  opened  well  before  7,  and  if 
everybody  is  to  be  out  of  the  theatre  at  11  o'clock  they  must  begin 
to  go  well  before  11  o'clock.  And  the  quicker  the  speed  of  the 
engine  the  earlier  must  the  admission  and  release  take  place  and  the 
more,  sharply  must  the  boy  cut  oflf  his  steam.  There  is  much  judg- 
ment required  also  in  regard  to  the  closing  of  the  ezhaust.  At 
a  certain  period  in  the  back  stroke  the  steam  is  no  longer  allowed  to 
escape,  the  exhaust  valve  is  closed ;  what  steam  remains  in  the 
cylinder  is  squeezed  smaller  and  smaller,  and  it  therefore  increases  in 
pressure  and  acts  as  a  sort  of  cushion,  which  helps  very  materially 
in  bringing  the  massive  piston  and  other  moving  parts  to  rest,  for  it 
is  to  be  noticed  that  the  piston  is  at  rest  at  the  ends  of  its  stroke 
and  is  moving  very  quickly  in  other  positions,  and  in  Chapter  XXIX. 
it'will  be  found  that  the  bringing  of  these  parts  to  rest  so  quickly  is  a 
serious  tax  upon  the  strength  of  the  fastenings,  &c.  Now  a  cushion 
of  steam  at  the  end  of  the  back  stroke  is  a  wonderful  help.  Besides, 
if  the  cushion  of  steam  could  only  be  squeezed  up  to  the  pressure  of 
the  entering  steam,  it  is  to  be  noticed  that  the  clearance  space  would 
not  cause  the  loss  that  it  usually  causes  in  needing  to  be  filled  with 
fresh  high  pressure  steam. 

If  he  thinks  of  otie  side  of  the  piston  only  it  is  quite  enough  for 
one  boy.  He  must  think  of  doing  four  things  exactly  at  the  proper 
instants,  and  these  four  things  may  be  called  :  Admission  just  before 
the  beginning  of  the  stroke.  Cut  off  to  be  very  quick  and  at  the 
right  instant.  Belease  well  before  the  end  of  the  stroke.  Compression 
or  cushioning  to  begin  well  before  the  end  of  the  back  stroke. 

About  160  years  ago,  when  the  oldest  Newcomen  pumping  engine 
moved  very  slowly,  boys  did  perform  the  proper  operations,  and  there 
is  a  story  told  (it  is  probably  untrue,  but  this  is  of  no  consequence  to 
my  present  purpose)  about  a  boy  named  Humphrey  Potter,  who, 
when  in  charge  of  the  engine-room,  much  desired  to  play  marbles 
upon  the  engine-room  floor,  which  was  well  suited  to  that  interesting 
game.  A  friend  used  to  ^  come  and  jeer  at  him,  playing  marbles  in 
his  sight.  Thereupon  he  invented  the  first  valve  motion.  His 
master  one  day  entered  the  engine-room  and  saw  the  guileful 
Humphrey   piajdng  marbles.      His    first    duty,   that   of  punishing 
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Humphrey,  was  strenuously  performed,  and  only  then  did  he  observe 
that  the  engine  was  faithfully  performing  its  duty  and  that  the 
ingenious  Humphrey  had  so  arranged  certain  sticks  and  strings  that 
the  valves  were  opened  and  closed  at  the  proper  periods  by  the 
automatic  action  of  the  engine.  Ask  not  how  the  inventor  was  re- 
warded. |lHad  he  not  already  had  all  the  reward  that  a  true  inventor 
ever  gets,  the  swelling  emotion  of  seeing  his  invention  a  success  ?I| 

40.  Four  cocks  or  yalves  were  employed  in  the  old  engines, 
and  they  are  employed  still  in  the  best  stationary  engines  for  this 
reason ;  the  steam  passage  and  valve  ought  not  to  be  the  same  as 
the  exhaust  passage  and  valve,  because  the  surfaces  are  pretty 
large,  and  they  are  greatly  heated  by  the  incoming  steam,  and 
greatly  cooled  by  the  exhaust  steam.  There  ought  therefore  to  be  a 
steam  passage  and  steam  valve  for  each  end  of  the  cylinder,  and  also 
an  exhaust  passage  and  an  exhaust  valve  for  each  end  of  the  cylinder, 
if  we  aim  at  greatly  reducing  cylinder  condensation,  and  if  we 
do  not  mind  extra  expense,  and  when  we  use  expensive  Tappet 
motions,  and  Corliss  and  other  trip  gears  we  can  perform  the  four 
operations,  admission,  cut  oflF,  release,  cushioning,  with  great  ac- 
curacy in  the  ways  most  desired. 

One  of  the  most  important  things  to  notice  about  a  four  (mush- 
room) valve  arrangement  is  this,  that  the  leakage  of  steam  past 
the  valves  must  be  exceedingly  small  compared  with  what  it  is  past 
a  moving  slide  valve.  It  is  almost  certain  that  much  of  what  is 
called  the  missing  water  in  a  cylinder  using  a  slide  valve  is  really 
direct  leakage  past  the  valve  as  well  as  past  the  piston,  and  not 
condensed  water  as  is  usually  supposed. 

41.1  have  said  that  it  is  sufficient  for  many  purposes  to  say 
that  the  ftiction  of  the  steam  engine  and  also  the  effect  of  con- 
densation and  leakage  may  be  represented  by  a  back  pressure. 
My  justification  for  this  is  given  in  Chap.  XVII.  If  the  student  is 
satisfied  later,  with  the  correctness  of  these  assumptions,  let  him 
note  the  great  simplicity  which  they  introduce  in  considering 
what  is  the  most  economical  ratio  of  cut  oflf.  They  are  sufficiently 
correct  for  us  to  say  in  general,  that,  considering  them  as  part 
of  the  total  back  pressure,  the  best  value  of  r,  the  total  ratio  of 
expansion  is 

Initial  pressure  of  steam 
Total  back  pressure 

and  this  is  true  for  single  or  double  or  triple  expansion  engines,  if  r 
is  the  total  ratio  of  expansion. 

G 
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The  more  usual  ways  of  dealing  with  friction  and  the  missing 
quantity  will  be  described  in  Chap.  XVII. 

422.  Important  exercise.  The  student  knows  how,  by 
actually  drawing  a  hypothetical  diagram  of  pressure,  to  find  the 
average  or  effective  pressure  Pe  during  the  stroke.  Thus  when  cut 
off  is  at  one-third  of  the  stroke  he  found  that  pm  is  70  per  cent,  of 
the  initial  pressure,^  and  he  subtracts  the  back  pressure  from  this 
to  get  the  average  pressure.  Let  him  work  the  following  exercise 
very  carefully. 

An  engine  whose  piston  is  12  inches  diameter  or  112  square 
inches  in  area,  has  a  crank  1  foot  long.  The  steam  is  always  cut  off 
at  one-third  of  the  stroke.  The  back  pressure  is  17  lbs.  per  square 
inch.  Sometimes  the  boiler  pressure  is  low,  sometimes  it  is  high  ; 
take  the  following  as  the  initial  pressures  of  steam  in  the  cylinder, 
140,  120,  100,  80,  60,  40  lbs.  per  square  inch.  The  engine  goes  at 
100  revolutions  per  minute.  Find  in  every  case  the  hypothetical 
horse-power  /  and  the  weight  W  of  indicated  steam  per  hour. 

The  student  is  still  neglecting  cushioning  and  clearance,  but  he 
is  about  to  obtain  results  which  are  of  great  practical  use  when 
we  compare  them  with  one  another,  although  they  differ  in  obvious 
ways  from  the  results  of  actual  trials.   The  volume  of  the  cylinder  at 

112 

cut  off  is  ---  X  2  -7-  3  or  0*52  cubic  feet.     I  have  taken  from  the 
144 

table,  Art.  180,  the  volume  u  in  cubic  feet  of  1  lb.  of  each  of  the  kinds 
of  steam  we  here  deal  with,  so  that  we  calculate  easily  the  weight  of 
steam  used  per  stroke,  as  there  are  100  x  2  x  60  strokes  per  hour, 
and  so  we  calculate  W  the  weight  of  steam  per  hour.  The  average 
pressure  multiplied  by  112  x  2  is  the  work  done  in  one  stroke. 
Multiply  by  200  and  divide  by  33,000,  and  we  find  the  horse-power 
done  on  the  piston. 

Now  plot  W  and  I  on  squared  paper,  and  see  if  you  obtain  such 

a  law  as 

W  =  14-2  /  +  400. 

Our  hypothetical  conditions  are  different  in  many  ways  from  actual 
conditions.  The  most  important  is  that  there  is  great  leakage  past 
a  slide  valve  or  a  piston  when  it  is  in  motion ;  also  there  is  much 
condensation  going  on  before  cut  off  in  a  cylinder,  also  there  is  loss 
due  to  the  clearance.  It  is  then  quite  a  wonderful  thing  that  when  we 
regulate  in  the  above  way,  letting  the  initial  steam  pressure  alter, 
but  not  altering  the  cut  off,  the  weight  of  steam  per  hour  and  the 

1  He  took  an  initial  pressure  of  100  ;  he  must  prove  that  this  is  so  for  any  initial 
pressure. 
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indicated  horse-power  when  plotted  on  squared  paper  give  points 
lying  in  a  straight  line.  This  is  the  Willans'  law,  which  is  found  to 
hold  in  single  cylinder,  and  in  compound  and  in  triple  cylinder 
engines,  condensing  and  non-condensing,  single  or  double  acting, 
with  and  without  steam  jackets.  It  is  a  law  of  great  practical  value 
to  us  in  our  calculations. 

This  calculation  is  one  which  ought  to  be  made  by  the  very 
beginner,  and  he  ought  to  repeat  it  for  a  back  pressure  of  3  lbs.  per 
square  inch,  so  as  to  be  able  to  compare  condensing  and  non-con- 
densing engines.     See  Arts.  158  and  161. 


jO|  the  initial 
pressure. 


pmOT 

0-7  pi. 


ji«  or  pm  -  17, 

the  averagro 

etlective 

pressure  during 

the  stroke. 


7,  the 

indicated 

horse 

power. 


V,  the  vohime 

in  cubic  feet 

of  one  pound 

of  steam. 


Weight 

of  steam 

us  ed  in 

one-stroke. 

lb. 


r,  Weight 

of  steam  : 

used  per 

hoiu"      I 

lb.       ' 


140 

'   98 

81 

110 

3-2 

0  162 

1    120 

84 

67 

91 

3-7 

0140  1 

100 

70 

53 

72 

4-4 

0118 

80 

56 

39 

53 

5-5 

0  095 

60 

42 

25 

34 

7-0 

0  075 

4(J 

28 

11 

15 

10-3 

0051 

1,960 
l,69i) 
1,400 
1,150 
880 
610 


If  the  student  will  add  to  this  table  another  column  showing 
TF  -r  /,  he  will  see  why  it  is  that  such  an  engine  is  less  efficient 
when  its  load  is  light. 
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CHAPTER  IV. 

THE   INDICATOR, 

43.  In  Art.  SO  we  showed  how  we  imagined  that  the  pressure  of 
steam  might  alter  during  the  motion  of  a  piston.     We  desire  to  know 
how  the  pressure  of  the  steam  does  alter  in  an  actual  engine  and 
so  we  use  the  indicator,  which  is  just  as  important  in  giving  us 
information  about  what  goes  on  inside  a  cylinder  as  the  physician's 
stethoscope  about  the  inside  of  a  patient's  body.     Before  Watt  in- 
vented it  (keeping  it  secret  for  a  long  time)  he  had  already  used  a 
pressure  gauge  on  the  cylinder,  and  his  engines  moved  slowly  enough 
for  him  to  observe  with  his  eyes  how  the  pressure  altered  as  the 
piston  moved ;  but  modem  engines  revolve  so  fast  that  a  self-record- 
ing instrument  is  absolutely  necessary.     The  indicator  has  a  little 
barrel  or  cylinder  like  Cy  of  Fig.  73,  which  communicates  with  the 
main  engine  cylinder  through  a  short  pipe  from  B.     The  pressure  of 
the  steam  causes  the  piston  F  to  rise  by   an    amount    which    is 
determined  by  the  stiffness  of  a  spiral  spring  because  there  is  always 
atmospheric  pressure  above  it.  The  piston  rod  acts  on  the  lever  F,  FF, 
and  hence  the  rise  of  the  pencil  F  F  indicates  the  pressure  of  the 
steam  to  scale.     It  is  interesting  to  watch  the  jerky  up  and  down 
motion  of  the  pencil  F  F  when  it  is  indicating  the  pressure  in  an 
ordinary  steam  cylinder.     The  barrel  D,  on  which  a  piece  of  paper 
has  been  wrapped,  rotates  for  about  f  of  a  revolution  and  back  again, 
as  the  cord  or  cat-gut,  which  is  wound  round  it  near  the  bottom,  is 
pulled  and  let  go  again,  and  so  we  see  that  if  the  end  of  such  a  cord 
gets  a  miniature  motion  of  the  piston  of  the  steam  engine,  a  pencil 
line  is  drawn  upon  the  paper  like  that  which  we  see  in  Figs..  66  and  70, 
up  and  down  position  indicating  pressure  at  any  instant,  horizontal 
position  indicating  position  of  the  piston  of  the  steam  engine  at  that 
instant.     A  diagram  is  usually  from  2  J  to  3^  inches  long  and  about 
IJ  inches  high.     Before  one  little  sheet  of  paper  is  replaced  by  a 
fresh  one,  the  indicator  cylinder  at  B  is  made  to  communicate  with 
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tbe  atmosphere  so  that  the  pencil  may  draw  a  straight  line  like  AA 
of  Fig.  66.     This  line  is  called  the  atmospheric  line.     It  tells  us 
the  position  of  the  pencil  when  the 
pressure   was   atmospheric,  and   we 
know  that  pressure  is  to  be  measured 

at  right  angles  to  it.  l 

Figs.  67  and  68  show  two  ways  I 
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in  which  the  indicator  is  usually  connected  to  the  cylinder :  unless 

we  are  sure  that  the  load  is  very  steady,  two  indicators  must  be 

employed.      Places  too    close   to   steam   ports  are   to   be   avoided. 

Plugs  are    screwed    in    the    holes  when 

the    indicator  is    not    being   used.      In 

Fig.  69   one   indicator,  EPD,  is  pUced 

so    that    by    means    of    the    three-way 

cock   C  (shown  also    at  C  and   D   Fig. 

73)    it    may  communicate   by  the  pipe 

C  (?  to   one  end  of  the  cylinder,  or   by 

the  pipe  C  H  to  the  other  end,  or  else 

with  the  atmosphere.    These  pipes  must 

not     be      less     than     ^     inch    internal 

]  diameter. 

Now  inasmuch  as  the  pipes  CG  and 

C  H  are  of  some  length,  and  as  condensed 

water  sometimes  gets  entangled  in  them, 

we  do  not  altogether  like  this   aiTange- 

ment  because  of  the  greater  chance   of 

P'"**-  error.     It    is,  however,  very  convenient, 

because  we   get  diagrams  from   the  two 

ends  of  the  cylinder  on  one  sheet  of  paper,  as  shown  in   Fig.  70 

or  78  for  example.^ 

*  Let  a  itadent  think  thU  matter  out  for  himself.     Suppose  there  is  a  long  tube, 
[XUt  of  which  u  filled  with   water.     Say  tlie  length  a  is  aleam  whose  pressure  is 
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A  (Fig.  73)  shows  the  outside  appearance  of  a  CroBb^Indlcator, 
iind  B  shows  it  in  section ;  D  also  seen  in  Fig.  ^  is  a  hollow  brass 
cylinder  on  which  a  sheet  of  paper  may  be  quickly  placed  or  taken 
away,  and  students  ought  to  practise  doing  this.     It  will  be  noticed 


that  by  pulling  the  cord  5^,  Fig.  6!),and  letting  it  go  again,  the  paper 
revolves  under  the  pencil.  Now  BA  is  pulled  by  some  part  of  the 
engine  which  gives  to  the  paper  an  exact  representation  of  the  motion 
of  the  piston  of  the  engine.     Thus  in  Fig.  ()9,  B  is  a  point  in  a  lever, 

rapidly  altering  ;  the  length  B  is  water ;  the  length  c  is,  naj  air.  Note  tliat  the 
rapidly  altering  pre^surt!  of  a  la  not  at  any  inntant  the  inme  on  the  prewure  of  c.  at 
the  same  inatailt,aniJ  hence  if  it  is  c  that  communicates  with  the  inilientor  the  record 
must  he  wrong.  There  is  less  likelihood  of  this  happening  if  the  pipes  hare  aufficient 
Klripe  to  let  all  water  clrain  back  easily  from  them  into  the  cylinder.  It  is  easy  for 
a  teacher  to  arrange  an  apparatus  to  illuBtrate  this  source  of  error. 
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Kia.  70. — Specimen  Cakd,  Non-Condeksino  EInginb. 


the  lower  end  of  which  F  gets  the  horizontal  motion  of  the  cross 

head  K,  while  it  moves  up  and  down  a  little  in  a  slot,  the  end  J 

bcung  fixed.     Again  by  the  method  of  Fig.  11,  A  is  pulled  by  a 

point  B  of  the  lever  DBF, 
D  moving  about  a  fixed  cen- 
tre, and  F  getting  motion 
from  the  crosshead  E  by 
means  of  the  rigid  rod  EF, 
or  as  in  Fig.  72  .£'  is  the 
trunk  end  of  the  piston  of  a 
gas  engine  moving  F  in  the 
direction  E  F,  The  point  B 
pulls  the  cord    B  A.     Other 

ways  of  giving  to  the  paper  barrel  a  motion  which  is  very  nearly  a 

miniature  of  the  motion  of  the  piston  of  the  engine  will  strike  the 

thoughtful  student,  and  he  will  find  it  an  excellent  exercise  to  test 

by  skeleton  drawing  what  is   the   amount  of  inaccuracy  in   each 

method 

If  the  student  will  reflect  a  little  he  will  see  that  the  effect  of  the 

spring  D  S,  which  causes  the  paper  cylinder  to  come  back  when  the 

string  allows  it,  together  with  the  inertia  of  the  cylinder^  causes 

the  pull  in  the  string  to 

vary   a   good    deal,   and 

therefore  the  string  alters 

in  length;   consequently 

the  paper  does  not  get  a 

true    imitation    of     the 

motion     of    the    piston. 

This    is    one    of    many 

defects  of  the  indicator, 

and  students  will  find  it 

instructive  to  try  a  i-ather 

yielding   kind  of  string 

so  as  to  exaggerate  the 

evil.     In    practice    some 

people  now  use  steel  wire 

or  steel  strip  instead  of 

string  or  catgut. 

44.  The  student  ought  to  make  a  study  of  any  indicator  which  he 

may  have  opportunity  to  examine.     If  he  has  a  choice,  let  him  choose 

one  of  the  very  latest  forms  suitable  for  use  with  engines  running  at 

high  speeds.     If  such  an  instrument  is  capable  of  showing  pressure 


Fig.  71.— How  the  Cord  is  Connected. 
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to  a  good  scale,  at  high  speeds,  the  very  greatest  care  must  have  been 
given  to  its  design,  and  it  is  worthy  of  study  as  a  specimen  of  good 
instrumental  construction.  The  Crosby  Indicator  of  A,  B,E,  Fig.  73, 
is  of  good  design. 

Cy  is  the  outside  cylinder.     Cy.  P.  the  cylinder  proper  in  which 
the  piston  F  moves  steam,  tight  and  yet  without  friction.     Cy.F  is 
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Fio.  72.— How  THE  Cord  is  Coknected  to  a  Gas  Engine. 


free  below  to  expand  and  contract.     The  space  between  Cy.  P  and  Cy, 
is  a  sort  of  steam  jacket. 

Like  all  the  other  moving  parts  of  this  indicator  the  piston  P 
is  made  as  lig^ht  as  possible.  It  is  of  thin  solid  steel  hardened  and 
ground  to  a  slack  fit  for  Gy.P,,  with  shallow  channels  on  its  outside  for 
gathering  condensed  water  which  forms  an  excellent  packing,  with 
very  little  friction  and  practical  steam  tightness.  Its  central  socket 
in  one  piece  with  the  rest  extends  upwards  more  than  downwards. 
The  lower  part  receives  the  piston  screw  P.S ;  the  upper  part  is  slotted 
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to  receive  the  bottom  of  the  spring  with  its  central  ball ;  the  hollow 
steel  piston  rod  is  screwed  in  at  the  top  making  a  firm  job.  The 
swivel  head  S If  is  screwed  into  the  top  of  the  piston  rod  more  or  less 
depending  on  the  required  level  of  the  atmospheric  line  of  the 
diagram. 

The  cap  C  bushed  with  steel,  screws  into  the  cylinder  and  into 
the  head  of  the  spring  and  holds  the  sleeve  S,  &c.,  in  place.  The 
sleeve  turns  freely  on  the  cylinder  and  carries  by  the  arm  A  the  fixed 
end  of  the  link  J  I,  which,  with  the  links  £  and  G  and  the  lever 
F.FT.PP  form  the  parallel  motion,  which  causes  the  pencil  point 
P P on  the  lever  F.PP  to  have  a  vertical  motion,  which  is  six  times 
that  of  S  Jf.  In  fact  the  horizontal  motion  of  F  destroys  the 
horizontal  motion  of  PP.  There  is  atmospheric  pressure  abov6  the 
piston,  and  the  pressure  below  it  is  that  which  we  wish  to  indicate. 

The  piston  rises  through  a  distance  which  is  proportional  to  the 
pressure  in  excess  of  the  atmospheric  pressure,  or  it  falls  if  the 
pressure  underneath  is  less  than  atmospheric.  It  is  very  important 
to  test  with  a  good  pressure  gauge  if  the  motion  of  the  pencil  really 
indicates  pressure  to  the  proper  scale :  the  student  will  readily  see 
how  this  may  be  done.  If  the  spring  is  altogether  removed  it  is  easy 
to  move  the  pencil  up  and  down  on  the  paper,  and  in  this  way  test 
if  its  motion  is  truly  at  right  angles  to  the  direction  of  the  atmospheric 
line. 

The  springs,  made  each  of  one  piece  of  steel  wire  as  shown  at  i?, 
are  supplied  of  such  stiffnesses  that  1-inch  motion  of  the  pencil 
represents  either  4,  8,  12,  16,  20,  30,  40,  50,  60,  80,  100,  120,.  150,  or 
180  lbs.  per  square  inch,  and  a  student  ought  to  become  expert  in 
altering  from  one  spring  to  another.  Notice  that  the  Crosby  spring 
is  right  and  left-handed,  and  it  therefore  has  no  tendency  to  press 
the  piston  laterally  against  the  cylinder  when  it  is  compressed. 
Boxwood  scales  of  pressure  to  measure  diagrams  with  are  supplied, 
to  correspond  with  the  springs,  and  the  box  usually  contains  also 
screwdrivers  and  other  tools  which  are  likely  to  be  needed. 

The  student  ought  also  to  examine  a  drawing  of  the  Richards 
Indicator,  which  he  can  now  have  no  difficulty  in  understanding. 
It  dates  from  1862,  and  is  still  in  use  for  engines  which  make  not 
more  than  130  revolutions  per  minute.  Observe  in  this  as  in  all 
other  good  indicators  that  the  cylinder  in  which  the  piston  moves  is 
separated  by  a  steam  space  from  the  outside  case,  and  so  is  not  likely 
to  condense  steam  inside  it. 

45.  The  erron  of  indicatora  are  due  to  : — 

1.  The  stiffness  of   the    spring    alters    with    temperature,   and 
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the  average  temperature  of  the  spring  is  not  known,  and  is 
different  in  different  cases.  The  eiTor  due  to  this  cause  may  be 
as  much  as  2  per  cent.,  but  a  careful  man  may  reduce  it  to  almost 
nothing. 

2.  Through  defects  in  the  parallel  motion  and  in  the  spring  itself, 
the  vertical  motion  of  the  pencil  may  not  be  exactly  proportional  to 
the  pressure  in  all  positions.  This  may  be  tested  at  one  or  two 
steady  pressures,  marks  on  the  paper  being  tested  by  the  scale,  and 
compared  with  readings  of  a  good  pressure  gauge. 

3.  Bad  fitting  of  the  parts  through  bad  workmanship  or  much  use. 

4.  The  inertia  of  the  paper  barrel  and  weakness  or  strength  of  its 
spring,  and  also  friction,  combined  with  the  yielding  of  the  cord 
sometimes  causing  the  travel  of  the  paper  to  be  too  great,  sometimes 
too  little :  in  both  cases  the  motion  of  the  paper  being  no  miniature 
of  that  of  the  crosshead  of  the  engine. 

5.  Friction,  whether  at  joints  of  the  parts  moved  by  the  piston  or 
between  the  pencil  and  paper. 

46.  By  means  oiPU,  which  is  on  the  easily  fitting  sleeve  PJy-4  /S, 
we  cause  the  pencil  to  touch  the  paper  or  we  can  withdraw  it.  In  a 
modem  engine  going  at  from  150  to  300  revolutions  per  minute,  it 
is  hardly  possible  to  make  the  pencil  touch  the  paper  and  to  remove 
it  without  tracing  out  several  diagrams.  If  the  contact  is  continued 
and  if  there  is  a  steady  load  on  the  engine,  the  pencil  will  trace  out 
the  same  diagram  many  times,  and  when  the  indication  (sometimes 
called  "  a  card  ")  is  removed,  the  paper  seems  to  have  only  the  one 
line  upon  it.  After  allowing  the  indicator  to  be  warmed  up,  and 
seeing  that  the  paper  barrel  is  not  clicking  against  its  stops,  putting 
knots  in  the  cord  if  necessary  to  get  it  to  the  proper  length,  the 
atual  operations  as  in  Fig.  69  are : — 1.  Unhook  cord  A  B  or  use 
the  disengaging  device  supplied  on  some  indicators ;  take  off  old  card  ; 
put  on  a  new  blank  paper  (you  will  become  expert  in  this  by  prac- 
tice). 2.  Turn  the  cock  C  so  that  there  is  atmospheric  pressure  under- 
neath the  indicator  piston ;  touch  paper  with  pencil  and  draw  it  back. 
3.  Turn  cock  C  so  as  to  communicate  with  one  end  of  the  cylinder, 
touch  paper  with  pencil  and  draw  it  back.  4.  Repeat  for  other  end 
of  cylinder.  Now  disengage  cord  and  remove  the  paper  or  card.  It 
will  perhaps  look  like  Fig.  78  if  the  engine  is  a  condensing  one,  A  A 
being  the  atmospheric  line.  It  will  perhaps  look  like  Fig.  70  if  the 
engine  is  non-condensing,  A  A  being  the  atmospheric  line.  It  is 
usual  at  once  to  write  on  a  diagram  the  time  (date,  hour,  and  minute) 
at  which  it  was  taken,  and  such  other  information  as  may  be  known, 
such  as   the  number  of  revolutions  of  the  engine  per  minute,  the 
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description  of  the  cylinder,  &c.  Sooner  or  later  these  ought  to  be 
written  on  the  diagram:  1.  The  boiler  pressure  at  the  time. 
2.  The  condenser  pressure  or  vacuum.  3.  The  scale  to  which  pressure 
is  represented.  4.  The  diameter  and  area  of  the  piston  and  piston-rod. 
5.  The  length  of  the  stroke  or  twice  the  length  of  the  crank.  6.  Re- 
volutions per  minute.  7.  All  information  as  to  the  machines  being 
driven  by  the  engine  which  may  be  necessary.  It  is  evident  that 
the  information  on  the  card  from  a  locomotive  or  marine  engine,  and 
especially  from  any  particular  end  of  a  particular  cylinder  of  an 
engine,  must  be  very  varied  to  be  complei,e.  It  is  very  seldom  made 
sufficiently  complete,  and  hence  come  doubts  and  misrepresentation. 
It  is  well  for  the  young  engineer  to  learn  at  once  that  there  is  hardly 
any  little  scrap  of  information  bearing  on  the  test  being  made  that 
ought  not  to  be  noted  at  the  time. 

47.  If  the  spring  is  not  stiff,  it  will  represent  pressure  to  a 
sufficiently  large  scale,  but  at  a  high  speed  of  engine  there  will  be 

ripples  due  to  the  natural 
vibration  of  the  indicator 
itself  If  these  ripples  get  to 
be  too  great,  as  in  Fig.  74,  a 
stifiFer  spring  must  be  substi- 
tuted. Some  men  press  the 
pencil  firmly  on  the  paper; 
this  kills  the  ripples,  but  the 
Motion  destrosri  the  aocu- 
raoy  of  the  diagram.  Can 
>4     the  student  suggest  why  it  is 

Flo.  74.— Showing  Emcr  Produced  at  High  Spekd.      that     Solid     frictioU     like     this 

always  makes  the  diagram 
too  large  P  On  admission  the  pencil  rushes  up  too  high,  and  it 
stays  too  high  because  of  the  solid  friction ;  it  rushes  too  low  and 
it  stays  too  low  during  the  exhaust  for  the  same  reason.  Some  of 
the  most  interesting  experiments  for  students  who  have  a  small 
steam  engine  to  work  with  are  these : — 

1.  Without  changing  the  valve  motion,  let  an  engine  run  first 
slowly,  then  faster  and  faster,  and  take  a  diagram  at  each  speed. 
Note  how  the  wire  drawing  increases  as  the  speed  increases,  and  how 
important  it  is  to  release  and  admit  well  before  the  end  of  the  stroke 
at  the  higher  speeds. 

2.  Note  how  ripples  begin  at  high  speed,  and  how  they  become 
great  enough  to  upset  the  diagram  altogether,  so  that  a  stiffer  spring 
must  be  used. 
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3.  At  some  slow  speed,  alter  the  valve  gear  in  various  ways,  in 
each  case  noting  the  character  of  the  diagram. 

48.  Vertical  distances  represent  pressure  to  a  scale  which  depends 
upon  the  spring  that  is  used.  Let  a  line  0  0  be  drawn  parallel  to 
the  atmospheric  line  A  Ay  and  below  it  at  a  distance  which  repre- 
sents 14'7  lbs.  per  square  inch ;  then  distances  measured  vertically 
from  0  0  will  represent  absolute  pressures. 

The  information  given  us  by  an  indicator  diagram,  if  it 
accurately  represents  pressure  at  every  part  of  the  stroke  on  one 
side  of  the  cylinder,  is  very  varied  and  valuable. 

1.  It  tells  us  if  our  valve  motion  is  doing  its  duty,  admitting 
steam  just  before  the  beginning  of  the  stroke  at  B,  cutting  off  without 
too  much  wire  drawing  at  D, 
releasing  at  E  well*  before 
the  end  of  stroke,  and 
cushioning  at  H. 

2.  If  the  pressure  of  the 
initial  steam  at  C  D  is  very 
much  less  than  that  of  the 
boiler,  there  is  a  loss  due  to 
the  smallness  of  the  supply-  • 
pipe  or  its  length. 

3.  If  the  pressure  in  the  fig.  75.— specimen  diagram  non-condensing  engine. 
back  stroke  F  H\b  not  nearly 

atmospheric  in  Fig.  75,  or  nearly  the  same  as  that  of  the  condenser 
in  Fig.  78,  the  exhaust  passage  is  not  large  enough,  or  else 
there  was  much  steam  condensed  during  admission,  which  is  now 
boiling  away  during  exhaust,  and  so  maintains  a  high  exhaust 
pressure. 

4.  The  shape  of  the  expansion  curve  D  E  gives  us  very  valuable 
information  which  I  do  not  care  here  to  enter  upon. 

5.  It  enables  us  to  calculate  the  indicated  horse-power. 

These  are  only  a  few  of  the'  things  about  which  the  indicator 
diagram  gives  us  information.  The  indicator  may  be  applied  also  to 
the  valve  chest  or  the  condenser. 

Q^edion8, — 1.  If  you  notice  that  the  admission  pressure,  at  C  is 
much  less  than  the  boiler  pressure,  what  do  you  infer  ?  2.  If  you 
notice  that  the  pressure  at  D  is  considerably  less  than  at  C,  is  this 
more  likely  to  occur  at  high  speeds,  and  why  ?  A  gradual  fall  from 
G  to  D  is  v&Tf  different  from  what  is  shown  in  our  figure.  3.  If  the 
pressure  at  .f  is  much  greater  than  JST,  what  may  we  infer  ? 

In    the    diagram    Fig.    75,    the   admission    begins    somewhere 
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about  B,  the  cut  off  about  D,  the  release  at  E,  and  the  cushioning 
begins  at  H. 

Sometimes  from  ^  to  2?  is  called  the  steam  line  or  line  of  admis- 
sion, D  E  the  expansion  part  of  the  diagram,  E  F  ffthe  exhaust  line, 
and  II B  the  cushioning  or  compression. 

49.  To  calculate  the  indicated  horse-power^  that  is  the 
mechanical  power  exerted  by  the  steam  on  the  piston,  we  had  better 
neglect  here  the  area  of  the  piston  rod.  Let  A  be  the  cross  sectional 
area  of  the  cylinder  in  square  inches.  Consider  the  space  on  the  left- 
hand  side  of  the  piston  (Fig.  5).  If  Fig.  76  is  the  diagram,  we  see  that 
we  must  find  the  average  value  of  all  such  absolute  pressures  as  are 
represented  to  scale  by  B  0  {C  C  is  the  zero  line  of  pressure  drawn 
to  scale  147  lbs.  per  square  inch  below  the  atmospheric  line  A  A) 
during  the  forwaixl  or  ingoing  stroke.    We  must  find  the  average 
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value  of  all  such  absolute  back  pressures  &s  D  C.  We  must  subtract 
the  second  from  the  first,  and  call  the  answer  the  effective  pressure  P. 
In  fact,  the  steam  does  work  on  the  piston  in  the  forward  stroke ; 
the  piston  does  work  on  the  steam  in  the  back  stroke,  and  hence  we 
must  subtract.  Now  very  little  thought  will  show  that  instead  of 
taking  the  averages  of  the  B  C  forwanl  pressures,  and  subtracting  the 
averages  of  the  I)  C  back  pressures,  we  can  at  once  take  the  average 
of  the  B  D  or  difference  pressures.  Hence,  all  that  we  have  to  do  is 
to  find  the  average  breadth  of  the  diagram  F B  G  H D I  {bveviAtYi  being 
considered  to  be  at  right  angles  to  the  atmospheric  line) ;  and  the 
scale  tells  us  the  effective  pressure  ;^,,. 

To  get  thi?  average  we  often  use  a  planimeter  as  described  in 
Art.  131.  But  a  very  common  plan  is  the  following: — W^e  draw 
the  two  bounding  lines  of  the  diagram,  lines  at  right  angles  to  A  A, 
to  cut  the  atmospheric  line  in  -4^,  A..,  then  A^A,y  is  the  length  of  the 
diagram. 
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I  notice  that  in  my  figures  of  diagrams  I  sometimes  show  the 
atmospheric  line  prolonged  as  from  A  to  A,  Fig.  81.  Now  in  truth 
the  indicator  will  show  it  ending  at  A^  and  A^-  The  ends  A^  and 
A^  being  faint,  perhaps  it  is  always  wise  to  draw  the  bounding  lines 
of  the  diagram  as  I  have  described. 

A^A^  is  divided  into  ten  equal  parts,  and  in  the  middle  of  each 
part  a  brejidth  is  drawn.  The  lengths  of  the  ten  breadths  KJ,  ML, 
yP,  Q  R,  &c.,  are  measured,  (usually  they  are  measured  at  once  by  the 
boxwood  scale  supplied,  in  pounds  per  square  inch  ;  but  they  may  be 
measured  in  inches,  and  only  the  average  reduced  to  pounds  per  square 
inch,)  and  written  at  the  side,  added  up  and  divided  by  ten  to  get 
the  average  value.  Notice  that  if  the  diagram  has  a  loop  the 
breadths  of  this  part  are  negative.  When  the  average  pressure 
P  is  kno>\T:i,  it  must  be  multiplied  by  the  area  A  to  get  the 
total  eifective  force  on  the  piston ;  this  multiplied  by  the  length  of 
the  stroke  (twice  the  length  of  the  crank)  in  feet,  gives  the  work 
done  in  every  stroke ;  multiplied  by  the  number  N  of  strokes  per 
minute  (or  really  revolutions  of  the  crank),  and  divided  by  33,000  we 
have  the  horse-power  indicated  on  the  left-hand  side  of  the  piston. 
The  rule  is  easily  remembered  in  the  form 

Plan  -=-  33,000 

If  we  know  the  average  effective  pressure  on  the  other  side  of  the 
piston,  we  may  calculate  the  horse-power  developed  there  also,  or  we 
may  take  P  to  be  the  average 
of  the  two,  and  take  N  to  be 
the  total  number  of  effective 
.strokes  per  minute,  there  being 
two  in  every  revolution.  In 
many  modern,  high-speed,  single- 
sicting  engines  the  steam  acts 
<mly  on  one  side  of  the  piston. 

The  two  diagrams  are  often 
on  the  same  card  as  in  Fig.  78. 

50.  A  student  ought  not  to 
pass  too  easily  over  this  subject ; 
it  is  very  simple,  but  let  him  be 

sure  that  he  really  does  understand  it,  and  is  not  merely  taking  a 
thing  for  granted  because  everybody  says  that  it  is  so.  Now  we 
may  look  at  the  thing  from  another  point  of  view.  Find  the 
actual  forces  Arom  left  to  right,  acting  on  the  piston  of  Fig.  5, 
in    its  forward  or  ingoing  stroke,  that  is  when  going  from  left  to 
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right.  At  a  certain  instant  the  pressure  is  B  C  on  one  side  and  C  F 
on  the' other  side,  so  that  BF  represents  the  real  pressure  which, 
if  multiplied  by  the  area  of  the  piston,  gives  the  total  force  from 
left  to  right.  Similarly  in  the  back  stroke  when  the  piston  gets 
to  that  place,  the  force  from  right  to  left  is  represented  hy  EC  —  D  C 

or  E D  per  square  inch.  An 
enquiring  student  ought  to 
make  a  diagram  which  shows 
these  values  for  every  position 
and  it  ought  to  be  in  pounds 
per  square  inch,  to  the  same 
scale  as  the  indicator  diagrams. 
From  the  diagrams  of  Fig.  78 
I  have  found  the  result  shown 
in  Fig.  79.  This  diagram 
shows  to  scale  what  is  the 
force  from  left  to  right  acting 
on  the  piston  at  every  part  of 
its  stroke.  The  length  of  the 
stroke  being  0  0 ;  at  the  place 
G  in  the  forward  stroke,  HC 
is  the  force  from  left  to  right, 
and  in  the  back  stroke  the 
force  is  really  from  right  to  left,  and  is  of  the  amount  shown  in 
C  J,  A  student  who  wants  to  make  a  thorough  study  of  the  elemen- 
tary facts  concerning  steam  engines  will  not  fail  to  make  a  diagram 
of  this  kind.  Note  that  the  average  total  breadth  of  this  diagram 
at  right  angles  to  0  0  is  the  sum  of  what  we  called  the  efifective 
pressures  on  the  two  sides,  and  its  area  is  the  sum  of  the  areas  of 
the  two  diagrams  of  Fig.  78. 


Fig.  79. 


CHAPTER  V. 

THE  INDICATOR,  CONTINUED. 
A  SET  OF   EXERCISES. 

51.  I  do  not  see  how  any  student  can  work  carefully  through  a 
set  of  exercises  like  the  following  without  acquiring  a  fairly 
good  knowledge  of  the  theory  of  the  steam  engine.  He  will  ever 
afterwards  be  glad  to  have  done  such  work. 

Fig.  80  shows  the  diagrams  from  the  two  ends  of  a  cylinder  of 
18  inches  diameter,  crank  15  inches  long,  120  revolutions  per  minute ; 
a  steady  load  was  maintained  for  four  houra.  Boiler  pressure  38  lbs. 
per  square  inch  by  gauge,  52*7  lbs.  per  square  inch  absolute.  The 
area  of  piston  is  18*  x  *7854,  or  254  square  inches.  The  working 
volume  of  the  cylinder  is  254  x  30  =  7620  cubic  inches,  or  4*41 
cubic  feet. 

The  clearance  space  for  left-hand  diagram  (for  the  side  of  the 
piston  remote  from  the  crank)  was  just  filled  by  13  2  pints  of  water, 
or  457  cubic  inches  ;  this  is  6  per  cent,  of  the  working  stroke.  The 
clearance  space  for  right-hand  diagram  was  found  to  be  533  cubic 
inches,  or  7  per  cent,  of  the  working  stroke. 

I  show  a  scale  of  pressure  because  I  do  not  know  to  what  scale 
the  engraver  will  bring  the  diagram.  The  scale  for  volume  is  of  no 
consequence. 

1.  What  is  the  average  preiiure  from  each  diagram  ?  Work  by 
taking  ten  equidistant  ordinates  and  test  your  answers  by  plani- 
meter. 

Arhstoer.  31*2  and  30*3  lbs.  per  square  inch. 

2.  What  is  the  indicated  hone-power  of  the  engine  ? 
Neglecting  the  cross  sectional  area   of  the  piston  rod.     The 

cross  sectional  area  of  the  cylinder  is  9-  X  tt  or  18^  x  '7854,  or  254 
square  inches.     The  average  of  the  two  average  pressures  J  (3 1*2  + 
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30*3),  or  30*75  lbs.  per  square  inch,  and  hence  the  average  total 
pressure  on  the  piston  in  the  direction  of  its  motion  is  254  x  30'75' 
=  7800  lbs.  As  the  stroke  is  2  x  15  -5-  12,  or  2*5  feet  long,  the  work 
in  one  stroke  is  7800  x  2^,  or  19,500  foot-pounds.   As  there  are  2  x  120' 
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strokes  per  minute,  the  answer  is  19,500  x  240  -r-  33,000,  or  142 
horse-power. 

3.  The  load  on  the  engine  having  been  kept  nearly  constant  for 
four  hours,  the  following  measurements  were  also  made,  beginning 
and  ending  with  approximately  the  same  kind  of  fire  and  the  same 
amount  of  water  and  same  pressure,  &c.,  in  the  boiler,  it  was  found 
that  2176  lbs.  of  coal  had  been  used  during  the  four  hours,  or  544  lbs. 
of  coal  per  hour.  Hence  the  consumptioii  is  3'8  lbs.  of  coal  per 
hour  per  indicated  horse-power. 

A  water  meter  was  employed  to  measure  the  quantity  of  feed 
water  supplied  to  the  boiler,  it  was  found  to  be  242  cubic  feet  in  the 
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four  hours.  Although  the  feed  water  was  tested  and  found  to  be  at 
lis**  F.  we  may  take  it  that  its  weight  is  nearly  the  same  as  if  cold 
or  62'3  lbs.  per  cubic  foot,  hence  242  x  62*3-^4,  or  3770  lbs.  of  steam 
was  supplied  to  the  engine  per  hour  (except  for  leakage),  and  hence 
we  get  one  indicated  horse-power  for  3770  -t-  142,  or  26-6  lbs.  of 
steam  per  hour.  It  is  to  be  noticed  that  of  steam  of  52*7  lbs.  pressure 
the  consumption  by  a  perfect  condensing  engine  using  the  Rankine 
Cycle  (see  Art.  214)  is  10*2  lbs.  per  horse-power  hour,  so  that  our 
efficiency  Ratio  is  10*2 -f 266  or  0*38.  Also  from  the  next 
exercise  we  see  that  in  our  engine  there  is  air  expenditure  of  288 
units  (F.)  of  heat  per  minute  per  horse-power. 

4.  How  much  water  is  evaporated  per  pound  of  coal,  assuming 
that  the  steam  contains  no  water  as  it  leaves  the  boiler  ? 

Answer.  6*93  lbs. 

Note  that  1  lb.  of  feed  water  at  118''  F.  converted  into  steam  at 
52*7  lbs.  per  square  inch 
(or  284°  F.  as  may  be 
seen  by  the  table  Art. 
180)  needs  1114  -  118 
-f.  -305  X  284,  or  1083 
units  of  heat.^  Our  usual 
standard  of  evaporation  is 
the  conversion  of  1  lb.  of 
water  at  212^  F.  into 
steam  at  212'  F.,  or  966 
heat  units,  and  hence 
as  for  every  pound  of 
coal  w^e  have  6*93  lbs.  of 

steam,  we  have  693  X  1083  -5-  966,  or  7*77  standard  evaporation 
pounds  of  steam. 

5.  Draw  the  zero  line  of  pressure  OH  Fig.  81.  Draw  the 
perpendiculars  BA^G  and  A^QH  touching  the  ends  of  the  diagrams. 
Make  (?  (7  the  same  fraction  of  C  jff  that  the  clearance  space,  457  cubic 
inches,  is  of  the  working  volume,  7620  cubic  inches.     Now  draw  0  P 

^  1  lb.  of  water  at  32°  F.  raised  in  temperature  to  9f*  F.  and  then  converted  into 
steam,  receives  9-32  units  of  heat  as  water,  and  the  latent  heat  1114-0*695  0,  or 
altogether 

//  =  1082  +  0-305  r. 

t 

1  lb.  of  feed  water  at  tfj"  F.  converted  into  steam  at  B^  F. ,  receives  the  heat 
1114  -^1  +  "305  »j. 

These  are  Fahrenheit  heat  units  suiting  Regnault's  result «»..  Multiply  by  774  to 
convert  into  foot-pounds.     (See  Art.  177.)  "*  • ' 

H  2 


irir^ 


Fig.  81. 
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SO  that  we  can  measure  our  pressure  and  volume  to  scale  vertically 
from  0  IT  and  horizontally  from  OP,  Note  that  (?  ^  represents  the 
volume  (7620  +  457)  -r-  1728,  or  4-673  cubic  feet. 

6.  I  have  marked  the  points  E,  Q,  F,  and  J,  Fig.  82 ;  what  are  the 
true  volumes  and  preiiurei  at  these  points  ?  My  answers  are 
the  numbers  in  the  first  two  columns  of  this  table. 


AtE 
AtQ 

AtF 
At  J 


Volume  in 
cubic  feet. 


Pressure  in 

lb.  per  square 

inch. 


Weight  of 

steam 

present 

in  lb. 


,  Percentage  of 
water  stuff 
which  is 
really  steam. 


1-715 

44-77 

0-185 

77-8 

2-865 

29-62 

0-209 

87-8 

4-323 

21-69 

0-235 

98-8 

0-5905 

1305 

0-020 

7.  Look  up  the  volume  of  1  lb.  of  steam  at  each  of  the  above 
pressures  and  state  the  actual  weights  of  steam  present.  Thus 
at  E,  steam  of  44*77  lbs.  per  square  inch  measures  9*28  cubic  feet 
to  the  pound ;  we  have  1*715  cubic  feet,  therefore  we  have  0*185  lbs.  of 
steam  present  at  E.  Make  out  the  rest  of  the  above  table  in  the 
same  way. 

8.  At  J  we  see  that  0*02  lb.  of  steam  is  in  the  cylinder  before 
admission  of  fresh  steam ;  at  -ff  we  have  0*185  lb.  present,  how  much 
is  indicated  as  having  entered  ? 

Answer.  0*165  lb. 

9.  Find  at  E"  and  J"  of  the  right-hand  diagram,  Fig.  82,  what 
weight  of  steam  is  indicated  as  having  entered  on  that  side  of  the 
piston. 

Aifisfiver.  The  volume  at  E"  is  1*97  cubic  feet  at  45*38  lbs.  per 
square  inch  and  its  weight  is  0*2153  lbs.,  at  J'*  *019  lb.  of  steam  is  in 
cylinder  before  admission. 


Volume 

Pressure 

Weights 

AtE".    .    . 
At  J"  .    .    . 

1-97 
•5423 

45-38 
13-45 

•2153 
•0190 

10.  We  see  then  that  0*165  +  196,  or  0*361  lbs.  of  steam  are  in- 
dicated per  revolution  of  the  engine ;  is  not  this  0*361  x  120  x  60, 
or  2599  lbs.  per  hour  of  Indicated  steam  ? 

But  we  saw'Jhat  3770  lbs.  of  steam  per  hour  really  left  the  boiler, 
and  hence  1171  Uie.  per  hour,  or  31*1  per  cent,  of  all  the  steam  leaving 
the  boiler,  is  mlhs&g  or  not  indicated  just  after  cut-off. 
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11.  500  lbs.  of  water  per  hour  is  measured  as  coming  from  the 
steam  jacket,  and  it  is  estimated  (no  matter  how  it  is  estimated 
just  now)  that  130  lbs.  of  steam  leaks  away  per  hour  from  joints  in 
pipes,  &c. ;  this  leaves  3140  lbs.  of  water  as  entering  the  cylinder 
every  hour,  and  so  we  have  (3140  —  2599)  -r  3140,  or  17'2  per  cent,  of 
the  steam  is  condensed  either  in  the  cylinder  or  on  its  way  to  the 
cylinder. 

Why  should  the  cylinder  itself  condense  so  much  steam  as  w^e 
find  that  it  condenses  ?  This  is  now  the  moit  important  practical 
question  for  the  engineer. 

12.  We  have  assumed  that  3140  lbs.  of  water  stuflF  enter  the 
cylinder  per  hour,  or  3140  -r-  (60  x  120),  or   436  lb.  in  one  revolu- 


FlO.  82. 


tion.  Assume  that  this  is  equally  divided  between  the  two  sides  of 
the  piston  as  the  average  pressures  are  nearly  equal,  so  that  218  lb. 
of  water  stuff  corresponds  to  the  left-hand  diagram  shown  again  in 
Fig.  82.  The  steam  in  the  clearance  space  before  fresh  admission 
was  0O2  lb.  Assume  that  there  was  no  water  present  in  the  clear- 
ance space.  Then  at  E,  or  Q,  or  F  the  total  amount  of  water  stuff 
present  is  0*238  lb.  Question.  If  it  were  all  steam  what  would  be 
its  volumes  at  the  three  pressures  44*77,  29*62,  and  21*69  ? 

Ariswer.  2,268,  3*268,  and  4*386  cubic  feet. 

Let  the  points  J?',  ^',  and  F"  represent  these  to  the  volume  scale 
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of  the  figure.  We  can  now  complete  the  table  of  Exercise  6.  We 
see  that  E'B  would  be  the  volume  of  the  water  stuff  corresponding 
to  the  point  E  if  it  were  all  steam,  but  only  the  volume  ER  is  steam, 
and  hence  ER\aio  E'B  as  the  amount  of  actual  steam  is  to  the  whole 
water  stuff  present.  Similarly  G  ^  is  to  QfT  as  the  actual  steam  is  to 
the  whole  water  stuff  at  Q,  Similarly  FW  is  to  JT'fTas  the  actual 
steam  to  the  whole  water  stuff  present  at  F. 

I  have  an  easy  rule  for  drawing  such  a  curve  sls  E  Q"  F  (see 
Art.  186)  when  any  point,  say  jE'  in  it  is  given.  I  will  not  give  it 
here,  but  surely  a  thoughtful  student  can  have  no  great  diflSculty 
in  inventing  such  a  rule  when  he  sees  that  one  is  needed.  Hint ;  at 
any  point  §',  the  distance  Q'q  represents  the  volume,  and  Q  W 
represents  the  pressure  of  the  same  weight  of  steam  as  is  shown  in 
the  same  way  at  E,     Hence  (see  (9)  Art.  180) 

ES  X  E'e  ^-^^^^  =.QWy.Qfq  io«*«. 

is  the  law  showing  the  relations  of  these  quantities  to  one  another. 

Does  condensation  or  evaporisation  occur  from  E  to  Fl  An8V}er, 
Evaporation. 

13.  Students  may  be  interested  to  know  that  during  the  above 
four  hours*  test  the  average  power  leaving  the  crank  shaft  was 
measured  as  a  torque  of  5033  pound  feet  at  an  angular  velocity  of 
120  revolutions  per  minute,  or  754  radians  per  minute;  that  is  the 
useful  power  given  out  by  the  crank  shaft  was  5033  X  754,  or 
3,795,000  foot  pounds  per  minute,  or  3,795,000  -5-  33,000,  or  115 
horse-power. 

The  power  given  by  the  steam  to  the  piston  was  142.  The  useful 
power  is  115,  and  hence  the  efficiency  of  the  mechaniBm  of  the 
engine  is  0*81,  or  81  per  cent. 

14.  During  the  above  four  hours  the  average  power  leaving 
the  dynamo  machine  which  was  driven  by  the  steam  engine  was 
measured  as  a  current  of  730  amperes  at  an  electrical  pressure 
or  voltage  of  100  volt«.  This  is  730  X  100,  or  73,000  watts  (called 
by  the  electrical  people  73  units  sometimes),  and  as  we  know  that 
746  watts  are  equivalent  to  1  horse-power,  the  power  electrically 
given  out  was  73,000  -f-  746,  or  98  horse-power.  The  efficiency 
of  the  shafting  and  dynamo  is  98  -s-  115,  or  '852,  or  85)- 
per  cent. 

15.  During  the  test  the  electric  power  was  sent  through  wires 
to  incandescent  lamps  ;  4  J  per  cent,  of  the  power  leaving  the  dynamo 
was  converted  into  heat  in  the  wires,  that  is,  the  drop  in  voltage 
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was  from  100  to  965,  so  that  93*6  horse-power  was  given  out  as 
heat  and  light.  When  electric  motors  instead  of  lamps  received  the 
-electric  power  in  some  similar  tests,  they  gave  out  85  mechanical 
horse-power  to  drive  machinery. 

16.  A  pound  of  the  coal  when  carefully  burnt  was  found  to  give 
out  15,300  (Fahr.)  units  of  heat ;  each  heat  unit  is  equivalent  to 
774  foot-pounds,  and  hence  each  pound  of  coal  means  a  supply  of 
•energy  of  15,300  x  774,  or  say  12  x  10®  foot  pounds.  For  each 
pound  of  coal  there  was  a  supply  of  6 '93  pounds  of  water,  and  each 
pound  of  water  had  received  1083  heat  units,  so  that  the  steam  per 
pound  of  coal  has  7505  heat  units,  or  5,809,000  foot-pounds.  One 
indicated  horse-power  for  one  hour  is  33,000  X  60,  or  1,980,000  foot 
pounds.  This  work  is  done  by  3*8  pounds  of  coal,  and  hence  the 
indicated  work  for  1  pound  of  coal  is  1,980,000  -s-  3-8,  or  521,000  foot 
pounds. 

The  useful  work  transmitted  from  the  crank  shaft  per  pound  of 
<5oal  is  81  per  cent,  of  this,  or  422,000  foot-pounds.  The  electrical 
energy  leaving  the  dynamo  machine  per  pound  of  coal  is  85^  per 
•cent,  of  this,  or  422,000  x  '852,  or  359,500  foot-pounds.  The  heat  and 
light  energy  given  out  by  the  lamps  is  95^  per  cent,  of  this,  or 
343,000  foot  pounds. 

We  may  therefore  make  some  such  statement  as  the  following : — 
The  total  energy  obtainable  from  a  pound  of  coal  is  disposed  of  in 
the  following  way : — 

5,809,000  foot-pounds  to  steam,  6,191,000  foot-pounds  wasted  in  chimney  and  by 
radiation. 

521,000  foot-pounds  to  piston,  5,288,000  foot-pounds  to  condenser  and  by.con- 
duction  and  radiation. 

422,000  foot-pounds  from  crank  shaft,  99,000  foot-pounds  wasted  in  friction  of 
engine. 

^9,500  foot-pounds  to  electric  light  leads,  62,500  foot-pounds  wasted  in  shafting 
and  dynamo. 

343,000  foot-pounds  given  out  as  light  and  heat  by  lamps,  16,500  foot-pounds 
wasted  in  leads. 

53.  In  the  above  table  we  note  the  great  waste  in  converting  the 
steam  energy  into  indicated  work.  Part  of  this  loss  occurs  in  the 
steam  jacket;  most  of  the  waste  will  be  accounted  for  if  we 
measure  the  heat  given  to  the  condensing  water.  Measuring  the 
number  of  pounds  of  condensing  water  used  per  hour,  and  its  rise  of 
temperature,  it  is  easy  to  calculate  the  heat  received  by  it  from  the 
exhaust  steam.     See  Art.  138. 

Students  may  be  interested  in  some"  of  the  results  of  four  other 
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four-hour  tests  made  on  the  same  engine,  without  altering  its  cut-off 
or  speed,  but  with  different  steady  loads. 


Indicated 

Power  tran»- 

mitted  from 

crank  shaft. 

B. 

163 

Electrical 

Water  in  lb. 

Coal  in  lb. 

horae-power. 

horse-power.- 

per  hour. 
W. 

4805 

per  hour. 
C. 

190 

143 

730 

142 

115 

96 

3770 

544 

108 

86 

69 

3080 

387 

65 

43 

29          i 

2155 

218 

19 

0 

1 
1 

1220 

Although  this  was  a  single  cylinder  engine,  and  therefore  not  very 
economical,  the  results  are  well  worthy  of  study,  because  there  are 
relationships  among  the  numbers  which  are  the  same  as  those  we 
find  in  any  engine  which  is  governed,  as  this  one  was,  by  throtUing 
the  steam,  or  in  some  other  way  lowering  the  initial  pressure  of  the 
steam. 

Thus  for  example  let  the  student  plot  the  values  of  W  and  P,  or 
W  and  E,  or  B  and  /  on  squared  paper.  Let  him  also  find  the  coal  or 
water  per  hour  per  indicated  or  transmitted  or  electrical  horse-power, 
and  let  him  meditate  on  his  answers.  He  is  gathering  material 
for  a  very  thorough  practical  comprehension  of  the  steam  engine. 

And  now  I  should  like  to  think  that  the  average  student  has  a 
chance  of  making  all  the  measurements  which  I  have  described.  Even 
if  only  a  small  steam  engine  is  available,  an  earnest  teacher  will  find 
that  he  can  let  students  make  tests  of  great  value  to  his  students. 

53.  At  Finsbury  it  was  a  regular  part  of  the  SesBion's  work 
for  two  students  to  attend  to  the  machinery  every  Wednesday,  from 
the  lighting  of  the  fire  at  7  a.m.  to  9.30  p.m.  Whatever  part  of  the 
stoker's  or  engineer's  work  they  could  be  entrusted  with,  they  did. 
They  regularly  took  all  the  measurements  necessary  for  calculating 
indicated  horse-power,  actual  horse-power  given  out  by  engine,  feed 
water,  coals,  &c.  They  made  elaborate  reports  of  all  that  was  done 
during  the  day.  Few  people  seem  to  know  how  much  roughly  cor- 
rect information  may  be  obtained  easily  from  the  study  of  an  ordinaiy 
working  engine,  for  I  want  it  to  be  understood  that  this  was  no 
specially  arranged  laboratory  steam  engine. 

An  ezercLie  of  considerable  interest  may  here  be  mentioned. 
A  batch  of  twenty  students  (who  had  already  had  the  above  kind  of 
experience)  would  have  a  day's  measurements.  They  knew  exactly 
what  each  of  their  duties  was  beforehand.     Their  watches  agreed. 
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When  any  observation  was  made,  the  time  was  noted,  and  each 
student  stayed  twenty  minutes  at  each  kind  of  observation,  and  then 
went  on  to  another.  When  he  went  to  another  job  he  found  two  or 
more  men  there  to  instruct  him  if  he  needed  instruction.  He  reduced 
all  his  own  observations.  At  any  instant  there  would  be — Two  men 
checking  the  speed  indicator  by  counting,  and  also  taking  tempera- 
ture of  hot  well ;  two  men  measuring  feed  water ;  three  men  taking 
indicator  diagrams ;  two  men  observing  pressure  gauges,  one  on 
boiler,  one  on  exhaust  in  engine  room,  one  on  vaporising  condenser 
on  roof  of  building ;  two  men  weighing  coals,  &c. ;  two  men  observing 
actual  power  given  out  by  engine,  and  transmitted  through  dynamo- 
meter coupling ;  two  men  measuring  electrical  horse-power  given  out 
by  djTiamo  machine,  which  was  the  only  thing  driven  by  the  engine 
through  a  long  shaft.  The  engine  was  run  for  four  hours  at  a  time 
under  a  steady  load. 

AJl  the  observations  were  entered  in  a  great  table  as  soon  as  they 
had  been  reduced.  Students  who  took  diagrams  had  to  make  sepa- 
rate reports  on  the  nature  of  the  expansion  curve,  the  missing  water, 
the  state  of  the  valve  motion,  and  many  other  things.  Such  a  field 
day  as  this  was,  I  found,  worth  many  lectures  in  bringing  home  to 
students  what  actually  occurs  in  machinery.  It  is  to  be  remembered 
that  these  students  had  previously  obtained  the  calorific  power  of  the 
fuel ;  some  years  they  took  samples  of  the  furnace  gases,  and  analysed 
them  in  the  chemical  laboratory ;  every  year  they  tested  the  instru- 
ments used  for  measuring  feed  water,  the  transmission  dynamo- 
meter &c.,  before  the  field  day. 

Imagine  a  student  to  go  through  this  easy  work  and  arrive  at 
the  above  results ;  take  into  account  the  impossibility  of  his  doing 
the  work  without  understanding  it.  Surely  any  one  can  see 
how  very  dififerent  must  be  the  notions  of  a  student  after  this  kind 
of  experimenting  fi-om  those  of  a  man  who  merely  reads  a  book  or 
listens  to  lectures.  I  affirm  that  simple  experimental  work  of 
this  kind  is  absolutely  necessary  for  the  elementary  student  if  he 
is  to  get  sound  notions  not  merely  concerning  steam  engines,  but 
about  energy  questions  in  general. 

54.  More  Exercises. 

17.  Try  if  there  is  a  law  of  ezpanaion  of  the  simple  formj?i^  = 
constant.  At  a  point  like  Q  (Fig.  82),  Q  W  represents  the  pressure, 
and  Q  q  the  actual  volume  of  the  expanding  steam  to  some  scales. 
If  there  is  such  a  law  as  the  above,  it  is  easy  for  the  student  to  prove 
that  the  actual  scales  of  measurement  are  of  no  importance.  I  there- 


106  THE   STEAM   ENGINE  chap. 

fore  measure  the  distance  Q  Win  inches,  and  call  it  p,  and  I  measure 
Qq  in  inches  and  call  it  v.  Measurements  like  the  following  ought 
to  be  made  at  many  points  from  £  to  F.  My  measurements  are 
made,  not  upon  the  diagram  as  engraved,  but  upon  my  own  copy  of 
this  diagram.  When  the  table  has  been  made  out  let  the  student 
take  the  common  logarithms  of  all  the  measurements. 


log.  ;>.  log.  r. 


4*46 

3*34 

•6493 

•5237 

411 

3-73 

•6138 

•5717 

3-78 

412 

•5775 

•6149 

3-44 

4-6 

•5366 

1       -6628 

319 

5  08 

•5038 

j        -7059 

2-96 

5-58 

•4713 

•7466 

2-67. 

6-3 

•4265 

•7993 

He  will  now  plot  6493  and  '5237  as  the  co-ordinates  of  a  point 
on  squared  paper,  and  get  a  point  for  each  pair  of  numbers.  It  is 
evident  that  if  there  is  such  a  law  as 

pv^  =  const.y  or  log,  p  +  h  log.  -y  =  (7 

then  the  plotted  points  must  lie  in  a  straight  line,  and  so  the  test  is 
quite  easy.  In  the  present  case  I  find  that  a  straight  line  seems  to 
lie  evenly  among  the  points.  We  may  reasonably  say  therefore  that 
the  law  is  true.  Assuming  it  to  be  true  I  see  from  my  own  squared 
paper  that  if  log.  p  were  0*65,  log.  v  would  be  "525, 

so  that  -65  +  -525  k=  C    .    .     .    .     (1) 

again  if  log.  p  were  04,  log.  v  would  be  0833, 

or  -40  +  -833  k  ^'c (2) 

Subtracting  (1)  from  (2)  we  find  -  025  +  "308  k  =  0,  or 
k  =  0*81,  and  so  the  law  of  expansion  is  very  satisfactorily  shown 
to  be 

p  v^'^  =  constant 

65.  In  the  next  Exercise  we  are  going  to  study  what  goes  on  in 
the  water  and  steam  in  the  cylinder  during  the  expansion  from  Eto  F 
{Fig.  82).  It  is  assumed  that  at  every  point  such  as  C  we  know 
that  there  is  the  volume  Qq  o{  steam,  and  QQ  represents  the  extra 
volume  that  there  -would  be  of  steam  if  the  water  were  all  steam. 
We  shall  consider  what  would  take  place  if  the  whole  amount  were 
1  lb.  (we  know  that  we  have  only  '209  lb.  -f-  "878,  or  0*238  lb.  present, 
or  0-209  lb.  of  steam  and  0029  lb.  of  water).     We  assume  that  all 
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the  steam  and  water  is  at  the  same  temperature,  and  a  student 
must  decide  for  himself  what  value  he  may  place  upon  results  based 
■on  this  assumption,  which  is  certainly  wrong,  but  which  seems  to  be 
the  only  one  on  which  we  can  base  calculations. 

Assuming  (as  is  usual,  but  in  my  opinion,  wrong)  that  there  is 
no  water  present  at  the  beginning  of  the  admission,  we  see 
that,  during  admission  there  is  0*222  lbs.  of  steam  condensed ;  we 
may  take  it  that  the  latent  heat  of  this  condensed  steam  is  given 
up  to  the  cylinder  during  the  admission,  but  at  what  rate  this  is 
■done  at  every  instant  of  the  admission  we  do  not  know,  although 
we  may  speculate  about  it.  Again,  during  the  release  the  stuff  is 
partly  in  the  cylinder  and  partly  in  the  condenser ;  in  the  condenser, 
heat  is  being  rapidly  given  out  by  the  condensing  steam ;  in  the 
-cylinder  whatever  water  remains  is  probably  boiling  away,  receiving 
heat  from  the  metal  of  the  cylinder.  It  seems  when  we  consider  the 
evaporation  going  on  from  E  to  F  (Fig.  82),  that  there  is  no  great 
likelihood  of  much  water  being  present  during  the  exhaust. 

Use  of  MacFarlane  Grays  Diagi^am. 

Exercise  18.     Let  Fig.  83  be  a  t<l>  diagram  (see  Art.  203). 

Points  on  the  curve  A  B  are  plotted  to  the  figures  headed  <f>^ 
in  the  table,  Art.  180.  Points  on  the  curve  CD  are  plotted  to  the 
figures  headed  ^^  in  the  same  table. 

The  curve  FQF  on  the  ^<^  diagram.  Fig.  83,  corresponds  with  the 
•curve  FQF  on  the  indicator  diagram.  Fig.  82.  It  is  drawn  in  the 
following  way.  To  find  the  point  Q.  Find  the  temperature  corre- 
sponding to  the  pressure  at  Q  and  draw  qQ"  to  correspond ;  divide 
^  Q*  in  Q,  Fig.  83,  in  the  same  proportion  as  that  in  which  Q  divides 
the  distance  q  Q,  Fig.  82.  Find  the  other  points  in  the  curve  EQF 
in  the  same  way. 

The  t^  diagram  tells  us 

1.  If  the  expansion  from  E  had  been  adiabatic  q  Q'  :  ^"C  in  the 
i^  diagram  would  have  been  the  ratio  of  the  amounts  of  steam  and 
water  present  at  §.  Hence,  in  the  indicator  diagram  make  qQfiqOfy 
^asqOf'  \q(^  mt\iQtif>  diagram,  and  so  get  the  curve  E Q'F",  Fig.  82. 
This  is  what  the  real  adiabatic  expansion  indicator  diagram  curve 
from  E  would  be  when  we  deal  with  the  proportion  of  steam  and 
water  which  we  know  to  be  present  at  E, 

2.  The  line  0^,  Fig.  83,  is  really  supposed  to  be  drawn  at 
—  428^  F.,  or  —  274°  C,  so  the  student  must  imagine  the  dotted 
lines  in  the  diagram  to  be  very  much  longer  than  they  are  shown. 
Indeed,  on  the  temperature  scale  the  point  0  marked  —  428**  F. 
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ought  really  to  be  looked  upon  as  a  zero  of  temperature,  and  instead 
of  200°  F.  we  ought  to  read  the  absolute  temperature  661.  On  the 
complete  diagram,  areas  measured  right  down  to  the  line  0  <f>  represent 
heat  received. 

Thus  each  pound  of  water  stuff  from  M  to  Q  reoelveB  heat  flrom 
the  metal  of  the  cylinder  of  an  amount  represented  by  the  area 
ELMQE,  and  the  total  amount  of  heat  received  during  expansion 
from  E  to  F'la  the  area.  E  L  N  F  Q  E.  The  scale  to  which  heat  is  re- 
presented is  always  easy  to  find  because  the  rectangular  area  e  m  nE'e 


xo'F 
safF 
atifF 
aadF 
»tSF 


to6F 


represents  to  scale  the  latent  heat  of  a  pound  of  steam,  which  has 
the  pressure  shown  by  E  on  the  indicator  diagram. 

Suppose  it  happened  that  the  curve  EQE-^\&Ti  constructed  turned 
out  to  be  like  the  dotted  curve  Ed  s,  note  what  it  means.  At  the 
beginning  of  the  expansion  from  E  to  d  heat  is  being  given  to  the 
metal  of  the  cylinder  by  the  water  stuff.  From  rf  to  s  heat  is  being 
received  by  the  water  .stuff  from  the  metal  of  the  cylinder.  Such 
curves  carefully  studied  show  us  how  heat  is  exchanged  between 
metal  of  cylinder  and  the  water  stuff.  Students  must  work  many 
exercises  in  this  way  in  spite  of  the  fact  that  we  cannot  prove  that 
there  is  no  water  present  before  admission. 

SO.  My  students  sometimes  draw  the  complete  ti^  diagram  cor- 
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responding  to  our  indicator  diagram.  The  assumption  throughout 
is  that  a  pound  of  water-steam  is  present  in  a  vessel  of  changing 
volume,  and  the  amount  of  it  in  the  state  of  water  is  exactly  known 
at  each  point.  The  volume  of  the  water  is  neglected.  If  the  in- 
dicator diagram  were  really  correct,  and  if  we  could  be  sure  that  the 
temperature  is  always  the  same  in  any  part  of  the  water  and  steam, 
such  a  diagram  might  be  very  interesting.     I  am  soiTy  to  think  that 


Fig.  84.— Diaoram  op  Force  at  Cross  Head. 

some  philosophers  are  apt  to  forget  that  this  consideration  renders 
most  of  their  speculations  useless.  But  the  much  more  important 
assumption  that  we  do  actually  know  how  much  water  is  present  at 
any  point  is  really  untenable. 

57.  Exercise  19.  In  many  of  the  above  exercises  upon  our  indicator  diagrams 
we  have  gone  on  the  assumption  that  all  the  stuff  inside  the  cylinder  is  at  the 
same  temperature.  This  is,  of  course,  untrue,  like  many  other  assumptions 
which  we  make  in  our  desire  to  calculate  something;  but  reasoning  on  even 
wrong  assumptions  may  give  rise  to  useful  suggestions.  It  is  a  more  absurd 
assumption  still  that  the  material  of  the  cylinder  is  non-conducting,  and  yet 
if  we  imagine  some  water  in  a  non-conducting  cylinder  to  represent  the  metal 
of  a  real  cylinder  which  is  heated  and  cooled,  although  the  assumption  is 
wrong,  it  leads  to  suggestions  that  may  be  of  use. 

Using  the  numbers  given  us  by  the  above  diagram,  and  assuming  that  we 
have  no  knowledge  of  the  actual  amount  of  water  present,  I  have  worked  out 
(Art.  216)  what  must  have  been  the  amount  of  water  present  before  admission, 
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and  also  the  amount  condensed  during  admission.  In  fact,  the  shape  of  a  smalt 
portion  of  the  expansion  curve  tells  us  the  value  of  these  things  if  the  cylinder 
is  non-conducting. 

58.  Exercise  20.  Following  the  method  of  Art.  50,  make  a  diagram 
showing  for  every  point  of  the  stroke  the  forc«  (divided  by  the  piston  area  for 
convenience)  acting  on  the  croas  head  end  of  the  connecting  rod,  if  the 
weight  of  piston,  piston  rod  and  crosshead  is  450  lbs.,  and  if  the  connecting 
rod  is  6J  feet  long. 

First  let  us  find  the  forces  which  the  cross  head  must  exert  to  maintain  the 
motion  of  these  parts,  if  there  was  no  steam  pressure  on  either  side  of  the  piston 
and  if  the  crank  shaft  were  driven  by  an  outside  agent. 

The  crank  pin  velocity  is  «  =  2ir  x  H  x  2  =  15*71  ft.  per  second.  The 
accelerations  at  the  ends  of  the  stroke  are,  numerically — 

•^ (-r *  j)  "^ ^^"^  (lis ^  ria)  =  ^-^ "«^  '^'•»- 

450 
The  moving  mass  is  ^.y  in  engineers'  units,  or  14.     Hence  the  forces  at  the 

ends  of  the  stroke  are  3315  and  2211  lbs.     Reducing  these  to  the  scale  of  pounds 

per  square  inch  on  piston  we  have  13  and  8*7. 

We  see  l^y  Art.'  339  that  when  the  crank  is  at  90°  with  the  line  of  centres.'the 

piston  is  0*125  feet  to  the  right  of  its  mid  stroke,  and  its  acceleration  is  39*5, 

39*5  X  14 
giving  to  the  scale  of  pressure  a  force  of       ^^-     --  or  2*18  lbs.  per  square  inch. 

The  engine  is  horizontal,  so  that  the  mere  weights  of  the  parts  (neglecting 
the  connecting  rod)  do  not  enter  into  the  calculation.  I  have  made  CA  repre- 
sent 13  lbs.  per  square  inch,  H  E^'l,  and  I  found  the  point  B  0*125  feet  to  the 
right  of  the  mid  stroke,  and  made  B  D  represent  2*18  lbs.  per  square  inch.  I 
drew  the  curve  A  D  E  through  the  three  points,  and  take  its  vertical  distance 
anywhere  from  C  H  to  represent  the  force  which  at  the  crosshead  would  give  to 
the  moving  mass  the  acceleration  which  it  possesses.  To  the  same  scale  it  is 
now  evident  that  the  total  force  from  left  to  right  (that  is  towards  the  crank 
shaft)  on  the  crosshead  is  shown  by  distances  of  points  on  the  diagram 
CFFO IJTL  C  above  C H,  To  find  such  a  point  as  P  I  take  the  distance  SR 
(from  8  on  one  diagram  to  the  back  pressure  point  R  on  the  other  diagram), 
subtract  from  it  X  Zj  and  let  X  P  represent  the  answer.  This  is  very  easy  to 
do  with  the  edge  of  a  strip  of  paper  ;  it  is  easier  to  do  than  to  describe.  Again, 
make  ZT  =  QK,  and  we  find  T. 

In  Art.  65  I  have  shown  the  nature  of  this  diagram  for  a  single  acting 
engine. 

59.  Exercise  21.  The  weight  of  the  connecting  rod  of  our  engine  is 
276  lbs. ,  its  centre  of  gravity  is  40  inches  from  the  crosshead  and  35  inches  from 
the  crank  pin  ;  imagine  that  its  mass  is  distributed  in  the  following  way— f  |th  of 
it,  or  128*8  lbs.,  at  the  crosshead  ;  f  fth  of  it,  or  147*2  lbs.,  at  the  crank  pin.  It 
can  be  prove<l  (see  Chap.  XXIX)  that  if  we  replace  the  real  connecting 
rod  by  two  masses  like  these  at  its  ends,  some  exceedingly  tedious  and  difficult 
problems  on  balancing,  &c.,  may  be  solved  quite  quickly,  and  the  error  is  small. 
Note  that  the  centrifugal  force  of  the  part  on  the  crank  pin  never  alters  in 
direction,  and  is  radial,  and  when  we  are  calculating  turning  moment  on  the 
crank  it  may  be  neglected.  In  the  present  case  use  this  method  to  find  the 
turning  moment  on  the  crank  shaft. 

Answer,  The  old  diagram  (Fig.  84)  A  DEHC  of  forces,  due  to  acceleration, 

450  +  128*8 
must  have  its  ordinates  increased   in  the   proportion  of   -      Ar^\       '     '^^^^ 
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combined  with  the  old  steam  force  diagram  gives  a  diagram  not  very  unlike 
CFPOIJTLC,  At  any  instant  let  the  force  (the  diagram  ordinate  multiplied 
by  the  area  of  the  piston)  be  called  F  pounds,  in  the  position  shown  in  Fig.  88, 
A  O  being  the  line  of  centres,  and  OH  a.  line  at  right  angles  toAO,  It  is  easy 
to  show  that  the  turning  moment  on. the  crank  shaft  due  to  Fia  F  x  OH  \i 
we  neglect  the  weight  of  the  rod  and  friction.  It  is  therefore  necessary  for  the 
student  to  draw  such  a  figure  for  many  points  in  the  piston  stroke,  and  to 
multiply  each  value  of  F  in  pounds  by  each  distance,  such  as  0^  in  actual  feet. 
It  is  well  to  make  a  diagram  in  which  the  abscissae  represent  angles  passed 
through  by  the  crank. 

If  the  crank  shaft  gives  out  power  uniformly  during  the  revolution,  the 
height  of  this  diagram  above  its  average  height  represents  the  acceleration  of 
its  velocity  to  scale.  It  is  useless  to  pursue  the  matter  further,  when  the  con- 
nection of  the  shaft  with  driven  machinery  is  by  belting  or  elastic  mechanism. 

60.  Exercise  22.  The  engine  is' on  the  same  shaft  as  the  armature  of  a 
dynamo  machine ;  the  whole  mass  moved  is  like  a  fly-wheel,  weighing  3  tons, 
with  an  average  radius  of  5  feet.     What  is  its  flnctuatlon  of  speed  ? 

ArigiDtr.  The  mass  of  the  wheel  is  3  x  2240  -^  32*2  =  209.  Its  moment 
of  inertia  is  this  multiplied  by  5^,  or  it  is  /  =  5225  in  engineers'  units.  Each 
of  the  excess  moments  in  the  diagram,  divided  by  /,  gives  the  acceleration.  I 
know  that  the  speed  is  very  nearly  uniform,  and  it  will  save  trouble  and  produce 
almost  no  error  to  assume  that  equal  angles  passed  through  by  the  crank  repre- 
sent equal  times.  Hence  the  area  of  the  acceleration  diagram  from  9  =  0 
represents  the  gain  of  velocity.  The  graphical  method  of  proceeding  is  easily 
understood  ;  the  tabular  method  described  in  my  Applied  Mechanics  ought  also 
sometimes  to  be  employed. 


Turning 
moment,  M. 

E,  or  excess  of 

JE'S9. 

0 

Gain  in  turns 

e 

M above 
average  M. 

-6212 

per  minute,     , 
since  0  =  0. 

0 

0 

0 

5 

630 

-5585 

-29500 

-  0.344 

10 

1400 

-4815 

-55500 

-140 

15 

2380 

-3934 

-83700 

-  -215 

20 

3300 

-2911 

-101000 

-•258 

25 

4740 

-1475 

-112000 

-•29^ 

30 

5350 

—862 

-118000 

-•302 

35 

6360 

-H45 

119000 

•310 

40 

7350 

1141 

-116000 

•302 

45 

8210 

1998 

-108000 

•275 

50 

9060 

2846 

-96200 

-•249        ' 

55 

9900 

I          3688 

-79900 

-•206         1 

60 

10580 

4368 

59700 

-155 

It  will  be  seen  that  I  have  not  divided  all  the  values  of  j&  by  J  to  get 
angular  acceleration  ;  again,  instead  of  totting  up  /  acceleration  x  at,  the  gain 

in  radians  per  second,  I  have  totted  up  /  E'd  b,  taking  8  0  in  degrees,  as  it 

saves  unnecessary  labour.     This  represents  the  gain  of  angular  velocity  to  some 
scale ;  I  want  it  in  revolutions  per  minute.     Now  the  gain  in  revolutions  per 

mraute  is  evidently  5-  1  -jdt  if  f  is  m  seconds  =  ^  j  -y.-  d$.      As  9  is  in 
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,  (U       time  of  a  revolution  in  seconds       «.  .      , 

degrees,  ^  -  =  -  ,      ~    -  ,  sufiiciently  nearly  constant  for  our 

0*5         1 
purposes  ;  this  is  «^j^  ®''"90'    ^^  ^^*^'®  therefore  to  multiply  the  numbers  in 

column  (4)  by  „   _    -.   ,  which  is  2*58  x  10~*,  to  get  the  numbers  in  the  fifth 

column. 

Exercise  23.  State  the  maximum  and  minimum  and  average  turning 
moments  on  the  crank  shaft. 

Of  course  as  we  have  neglected  friction,  the  actual  turning  moments  are  less 
than  these.     In  fact,  Exercise  13  tells  us  that  they  are  81  per  cent,  of  these. 

61.  Exercise  24.  For  eight  positions  of  the  crank  show  to  scale  (1)  the 
actual  force  on  the  crankpin,  (2)  that  component  of  it  which  acts  at  right 
angles  to  the  crank,  (3)  that  component  of  it  which  acts  radially. 

(2)  Is  already  drawn  to  scale,  for  it  is  the  turning  moment  on  the  crank 

shaft  in  pound  feet  divided  by  1  '25  feet,  the  length  of  the  crank.     Let  B  S 

drawn  at  right  angles  to  the  crank  O  B,  represent  it,  make  the  connecting  rod 

(produced  as  shown)  direction  BR  be  the  diagonal  of  the  rectangle  BSRQ,  then 

^^  is  the  component  towards  0  of  the  push  of  the  connecting  rod  on  the  pin. 

But  we  have  also  the  centrifugal  force  (only  to  be  calculated  once)  of  147*2  lbs., 

147*2 
this  is  .y,y.,y-r  (4ir)',  or  903  lbs.,  and  Q  W  represents  it  in  amount  and  direction, 

hence  B  W  represents  (3),  and  completing  the  rectangle  B  W  TS,  BT  repre- 
sents (1). 

62.  I  have  now  described  some  of  the  exercises  which  I  usually 
ask  a  student  to  work  for  me.  After  such  a  course  of  study  he  may 
feel  that  he  really  has  thought  a  little  about  the  steam  engine.  I 
know  a  great  deal  about  the  average  student;  he  has  read  books 
and  looked  at  the  figures  in  the  books,  and  he  has  heard  descrip- 
tions of  how  calculations  are  made ;  he  has  that  sort  of  knowledge 
of  his  subject  which  is  possessed  by  a  newspaper  writer. 

How  often  must  we  say  these  things  before  teachei-s  and  students 
get  to  believe  us.  When  I  was  very  young  I  used  to  think  that  the 
views  I  imbibed  from  magazine  articles  were  my  own,  although  they 
changed  with  the  moon.  After  a  popular  lecture  I  thought  I  knew 
a  subject  nearly  as  well  as  the  lecturer.  No  man  learns  to  think  by 
mere  reading  or  listening  to  lectures ;  he  only  learns  priggishness, 
and  his  method  of  study  is  exactly  like  Mark  Twain's  telescopic 
method  of  climbing  Mont  Blanc.  It  is  very  weak  in  me  to  publish 
in  this  book  such  figures  as  Fig.  83.  A  student  ought  not  to  see 
any  such  figure  unless  he  has  drawn  it  himself,  and  then  his  know- 
ledge would  have  the  exquisite  flavour  given  by  discovery. 

63.  There  are  fifty  other  useful  exercises  which  might  be  described.  For 
advanced  students  I  may  suggest  the  following. 

Exercise  25.  The  indicator  diagram  (Fig.  82)  gives  the  pressure  of  the  steam 
for  every  position  of  the  piston.     By  means  of  the  table  (Art.  180)  write  out  the 
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temperatures  of  the  steam.  Find  the  angle  made  by  the  crank  with  its  dead 
point  for  each  of  these  positions,  and  draw  a  curve  showing  temperature  of  the 
steam  on  the  left-hand  side  of  our  piston  for  every  position  of  the  crank. 

This  curve  is  interesting  in  itself.  But  now  let  the  student  take  the  values 
of  twenty-four  or  thirty-six  or  more  equidistant  ordinates,  and  by  any  of  the 
well-known  methods  express  the  temperature  as  a  function  of  the  time  in  Fourier 
series  (see  Art.  316).  They  will  give  greater  interest  to  the  considerations  of 
Art.  229. 

Exercise  26.  In  a  position  AB  (Fig.  85),  if  the  connecting  rod  is  at 
right  angles  to  the  crank,  the  push  in  it  is  great,  and  the  centrifugal  force  upon 


Fig.  86. 

it  is  great,  and  presumably  this  1^  its  position  of  greatest  weakness ;  consider 
now  its  strength. 

It  will  be  noticed  that  in  a  horizontal  engine  the  figure  shows. the  best 
direction  of  motion,  because  the  weight  of  the  rod  opposes  centrifugal  force  when 
the  rod  is  a  strut.  In  an  engine  which  must  work  at  full  power  in  either 
direction  of  rotation,  the  weight  of  the  rod  ought  to  be  considered  as  well  as  the 
centrifugal  force.  In  vertical  engines  the  weight  of  the  rod  may  be  neglected. 
This  exercise  is  one  that  ought  to  be  worked  out  on  the  principle  described  in 
books  on  applied  mechanics. 

Exercise  27.  At  any  instant  what  are  the  stresses  in  every^part  of  the 
frame  of  the  engine  ?   If  the  engine  runs  at  very  high  speed  we  must  take  elastic 


Fig.  86. 


vibratory  effects  into  account ;  but  at  speeds  up  to  400  revolutions  per  minute 
in  such  engines  as  are  in  the  market,  we  maj*  neglect  such  effects. 

The  indicator  diagram  enables  the  forces  on  the  cylinder  to  be  calculated, 
the  above  diagrams  enable  all  the  other  loads  on  the  frame  to  be  calculated.  It 
is  usual  to  consider  these  at  only  one  or  two  positions,  when  their  effects  are 
likely  to  have  the  greatest  stress-producing  effects.  The  calculation  belongs  to 
that  part  of  applied  mechanics  which  is  called  machine  design,  and  no  general 
rules  may  be  given  concerning  it.  The  frames  of  modem  engines  differ  from 
older  engines  greatly  in  the  regard  paid  to  considerations  of  this  nature,  but 
also  greatly  to  ease  of  manufacture  and  fitting. 
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64.  Exercise  28.  At  any  instant  find  the  forces  with  which  the  frame  of 
the  engine  acts  upon  its  supports.  If  we  may  neglect  the  fluctuations  in  flow  of 
steam  from  boiler  and  to  exhaust,  the  forces  are  easily  calculated  by  neglecting  all 
the  steam  pressures,  because  they  balance  one  another,  and  the  general  principle 
is  this — 

If  m  is  any  small  portion  of  the  engine  which  is  moving,  and  it  has  an 
acceleration  in  a  direction  which  I  shall  call  x  of  the  amount  x,  then  mx  is  to 
be  regarded  as  a  force  in  the  direction  x.  If  the  resultant  of  all  such  forces  be 
found,  this  is  the  resultant  of  all  the  forces  acting  on  the  ground  or  other  sup- 
port. The  general  theory  is  given  in  Chap.  XXIX.  A  triple  expansion  engine 
has  often  two  low-pressure  cylinders,  and  in  this  and  in  quadruple  expansion 
engines  there  is  always  a  good  opportunity  of  effecting  a  partial  balance  by 
properly  spacing  the  cranks  and  adding  to  the  masses  of  the  smaller  pistons, 
small  models  being  relied  upon  rather  than  calculation. 

65.  Single- Acting  Engine.  In  Art.  58  we  found  the  diagram  showing  the 
force  acting  towards  the  crank  at  the  crosshead  of  our  double-acting  engine. 


Flo.  87. 


The  most  important  reason  for  using  single-acting  engines  is  that  this  force  may 
be  always  in  one  direction,  so  that  "knocking"  is  not  possible.  This  is  illus- 
trated in  Fig.  87,  where  we  have  JK EL  MFJ,  the  diagram.  In  this  case  A  A 
is  the  atmospheric  line,  and  the  other  side  of  the  piston  is  exposed  to  atmospheric 
pressure  always  ;  hence  the  force  due  to  the  steam  itself  is  E  H  in  the  forward 
and  FH  in  the  back  stroke,  always  in  the  same  direction.  Let  us  suppose  the 
cylinder  vertically  above  the  crank  and  the  steam  as  acting  on  the  upper  side  of 
the  piston.  Let  all  forces  be  reckoned  per  square  inch  of  piston.  Let  A  O 
represent  the  weights  of  piston,  piston  rod  and  crosshead.  In  most  ordinary 
engines  A  0  represents  from  2  to  6  lbs.  per  square  inch  of  piston.  Let  0  BC  DO 
be  the  acceleration  force  diagram,  which  must  be  Huhtrartid  from  the  downward 
forces.  We  thus  sec  that  EG  and  FG  are  the  downward  forces  at  the  cross 
head,  and  they  do  not  change  sign. 
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But  if  the  speeds  were  greater,  so  that  BCD  were  to  cut  J  FM^  we  should 
be  compelled  to  give  more  cushioning.  When  the  speeds  are  much  greater  we 
prolong  the  piston  rod  and  let  the  cushioning  effect  of  air  behind  an  auxiliary 
piston  supplement  the  ordinary  cushioning  effect  of  the  steam.  It  is  well 
M-orth  while  for  a  student  to  work  out  an  example  in  which  OB  is  three  times 
as  great  as  what  is  shown,  noting  exactly  how  much  air  cushioning  effect  is 
necessary  to  prevent  reversal  of  force. 

If  we  desire  also  to  prevent  knocking  at  the  crank  pin,  we  take  care  that  a 
proper  proportion  of  the  mass  of  the  connecting  rod  is  supposed  to  exist  at  the 
crosshead,  thus  increasing  the  ordinates  of  the  BCD  diagram,  calling  the  result 
a  crank  pin  diagram.  All  knoeklnv  may  then  be  ]>reTented  in  a  single-acting 
engine,  but  this  is  impossible  in  double-acting  engines;  which  are  never,  there- 
fore,' run  at  a  high  speed  ;  but  in  double-acting  engines  we  can  often  utilise  the 
inertia  forces  to  alter  the  point  in  the  crank  pin  path  at  which  the  knock  occurs, 
so  that  it  shall  not  produce  such  serious  effects.     It  will  be  noticed  that  in  all 
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cases  the  inertia  effects  tend  to  equalise   the  turning  moments  on  the  crank 
shaft,  but  I  am  not  disposed  to  think  this  a  very  important  matter. 

66.  Double  and  Triple  Expansion  Engines. — It  is  a  good  exercise  for  a 
beginner  to  take  a  particular  case,  say  that  the  cut  off  is  at  two-fifths  of  the 
stroke  in  each  cylinder ;  to  assume  volumes  for  the  spaces  which  receive  the 
steam  exhausting  from  one  and  admitted  to  the  next ;  for  each  position  of  the 
crank,  to  note  what  the  steam  in  each  cylinder  is  doing,  and  to  draw  the  hj-po- 
thetical  indicator  diagrams  on  the  assumption  that  p  v  remains  constant.  I 
need  not  give  examples  of  the  answers  as  they  are  very  easily  arrived  at. 

Such  exercises  as  these  are  easily  worked  out.  In  a  compound  engine,  cutting 
off  at  half  stroke  in  both  cylinders ;  prove  that  by  cutting  off  earlier  in  the 
stroke  in  the  low  pressure  cylinder,  more  work  is  done  in  this  cylinder  and  less 
in  the  high  pressure  cylinder ;  also  it  tends  to  remove  the  **  drop  "  of  pressure 
in  the  high  pressure  cylinder  at  ralease  (absence  of  "  drop"  is  not  desirable). 

I   2 
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The  actual  diagi'ams  from  each  cylinder  may  be  treated  separately,  as  in 
Arts.  51-56,  and  this  is  the  best  way,  because  in  the  expansion  part  which  is 
what  is  most  to  be  studied,  we  really  deal  with  different  quantities  of  steam  in 
the  three  cylinders,  the  steam  in  eadi  clearance  space  being  different  in  each. 
For  some  purposes,  however,  it  is  thought  well  to  show  them  all  on  one  dia- 
gram, to  the  same  scale  of  pressure  and  volume.  Now  the  total  volume  of  water- 
steam  being  known  for  each,  it  is  easy  to  make  them  equal  to  scale. 

Figs.  88  and  89  are  examples  of  diagrams  which  have  been  so  reduced  ;  they 
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Fig.  89. 


are  copied  from  a  paper  by  Prof.  Osborne  Reynolds.  Pig.  88  when  there  was 
no  steam  in  the  jackets  ;  ^  Fig.  89  when  all  the  jackets  had  steam  of  190  lbs.  from 
the  boiler.     The  shaded  parts  represent  condensed  steam. 

As  in  Art.  51  the  saturation  curve  is  drawn  on  the  assumption  that  there 
is  no  water  present  in  the  cylinder  at  the  end  of  the  exhaust.  If  we  once  allow 
that  there  may  be  water  present,  all  our  calculations  are  comparatively  useless. 
I  believe  that  there  is  almost  always  some  water  present,  an  unknown  amount. 


^  Great  care  seems  to  be  taken  in  existing  triple  cylinder  engines  to  keep  the 
jacket  pressure  of  the  I.  and  L.P.  cylinders  low ;  the  steam  entering  by  reducing 
valves  and  there  being  relief  safety  valves.  It  is  interesting  to  see  so  much  trouble 
taken  to  produce  evil  effects. 
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CHAPTER  VI. 


THE  REQIPROCATINO 
MOTION. 


67.  Although 
the  student  is  already 
supposed  to  know  the 
motion  of  a  slider 
driving  or  driven  by 
a  crank  by  means  of 
A  connecting  rod,  we 
shall  here  study  the 
mechanism  a  little. 

In  the  study  of  all 
kinds  of  link  work 
mechanism,  I  think 
that  much  is  to  be 
gained  by  making 
■impl«  models  of 
lattu  fastened  by 
pins.  I  now  suppose 
the  student  to  have 
made  such  a  model. 
Figs.  91  and  101  show 
the  kind  of  model,  a 
somewhat  more  elabo- 
rate model  than  per- 
haps the  studont  may 
make  for  himself.  The 
end  A  of  the  connect- 
ing rod  AB  YA  guided 
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to  move  in  the  straight  line  direction  D  A ;  the  motion  of  A  repre- 
sents the  motion  of  any  point  in  the  erosshead  or  piston  or  piston 
rod.  The  other  end  B  of  the  connecting  rod  moves  in  a  circular 
path,  whose  radius  is  tlie  length  of  the  crank.  The  student  will 
find  that  the  straight  scales  for  A,  and  the  circular  scale  G  F,  enable 
the  relative  positions  of  A  and  DC  to  be  studied.  The  following 
problems  ought  to  be  worked  in  other  ways,  and  the  answers  tested 
by  means  of  the  model. 

The  next  best  method  of  study  is  by  skeleton  drawing. 

Problem. — When  any  position  of  the  crank  is  given  us,  to  find 
the  position  of  the  piston,  or  vice  versd.  Notice  that  any  point  in 
the  piston  or  piston  rod  or  erosshead  has  exactly  the  same  motion, 
the  whole  mass  having  a  motion  of  mere  translation.    Let -4,  Fig.  92, 


Fig.  92. 


be  the  centre  of  the  erosshead,  B  the  centre  of  the  cittnk  pin.  0  Bis 
the  crank,  0  being  the  centre  of  the  crank  shaft.  Let  0  ^  be  drawn 
in  any  position,  that  is,  making  any  angle  such  as  AO  B  with 
the  centre  line  of  the  engine.  Set  off  the  distance  B  A  equal  to  the 
connecting  rod  and  we  have  the  proper  position  o{  A, 

I{  By  and  B^  are  the  dead  points  of  the  crank  pin,  let  B^A^  and 
B^A^he  each  equal  to  the  length  of  the  connecting  rod,  and  these 
are  evidently  the  ends  of  the  stroke  of  A.  The  distance  of  A  from 
the  end  of  its  stroke  is  evidently  the  same  as  the  distance  of  any 
point  on  the  piston  or  piston  rod  from  the  end  of  its  stroke. 

If  we  want  to  find  A's  position  pretty  often  we  need  not  always 
make  the  above  straggling  drawing.  Once  for  all,  cut  a  template 
out  of  zinc  plate  or  thin  sycamore  of  the  shape  shown  in  Fig.  93. 
The  edge  CI)  is  straight.  The  edge  BJD  is  an  arc  of  a  circle  drawn  to 
a  radius  equal  to  the  length  of  the  connecting  rod,  coming  down 
at  -D  at  right  angles  to  OB,  The  edge  C E  is  of  any  shape  we 
please. 
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Now,  if  this  is  used  as  a  set  square  is  uaed,  the  edge  C  D  fitting 

along  the  diameter  or  line  of  centres  A^OA^,  and  if  we  use  it  to 

project  from  any  position  B  of  the  crank  pin  down  to  A,  as  shown  in 

the  figure,  then  A  will  represent 

''  the  position  of  the  piston  in  its 

stroke,  the   ends    of  the   stroke 

"•v.a'  being  represented  by  Ai  and  A^, 

A^  being   the   end   most  remote 

fi-om    the    crank.     The    student 

ought  to  practise  this  method  in 

working  exercises. 

Note. — The   student  will   see 
that    instead    of   using   a   tem- 

■- — ■"'  plate  (I   much   prefer   the   tem- 

fm.  m.  plate     because    it     keeps    iacts 

before  us  well)  we  may  draw 
once  for  all  the  &k  EOF,  Fig.  94,  with  a  radius  equal  to  the  length 
of  the  connecting  rod. 

When  the  crank  is  in  the  position  OB,  draw  B  D  parallel  to  the 
line  of  centres  k^O A^,  and  the  length  oi  B D  is  the  distance  of 
the  piston  from  the  middle  of  the  stroke. 

68.  Exercise,  Either  by  skeleton  drawing  method  or  the  use  of 


the  template  (the  latter  preferred),  the  crank  being  one  foot  long, 
Find  the  distance  of  the  piston  from  A^  and  from  A^ 

1.  When  the  connecting  rod  is  5  feet  long ;  M  A^0  B  =  Z(i° 

2.  „  „  „  5         „  A^OB'  =  30' 
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Aoiswers.  ^i^  =  0158   or  AA^   1*892,  A^A^^OIOS  or  A^A^  = 
1-842. 

Note  that  A^A^  is  less  than  A^A. 

Exercise  2.  For  angles  A^OB=0,  15^  30°,  45^  &c.,  find  the 
distances  A^A  and  A  A^ 

Find  what  these  would  be  if  the  connecting  rod  were  so  long  that 
we  might  regard  the  arc  D  E  oi  the  template  as  a  straight  line ; 
in  fact,  as  if  the  template  were  a  set  square. 

Your  answers  must  be  carefully  checked  by  the  following  table : — 


'  A^A 


0 


AA^ 


•041'  -158'  -343    -575 


1  -959 1  -842  1  -657  1  '425 


105"  1 120"    135'  1  160°  1 1^"  1 180' 

J I I 


•8341100  1-352 1-575  1757  1  •8921 -973  2  000 


1  1660-900    -648    425    243    -108 


V 


•027  0-000  ;^ 

I  ♦ 


I» 

were  infinitely  long : — 


Angle  A  ^OB  ,     15 

A,  ^1«     ... 


30°  I  45"  :  60°     75"     90* 


034     133    -293    '500    741  1^00 


1-966  1-8671  707 


105"  120"  135M50'= 


I  -259 1  500 


1  ^707  1  -867 


165' 


1-966 


1-500 1259  100'  -741  500  293  133  -034 


I 


Examine  and  compare  the  numbers  in  these  Tables.  >^ 

Exercise  3.  Steam  is  cut  off  in  both  in-going  and  out-going 

stroke  when  the  crank  has  travelled  80°  from  the  beginning  of  the   •'^ 

stroke.     Through  what  fraction  of  the  whole  stroke  has  the  piston  t:^ 

travelled  in  each  case  ? 

What  would    these   fractions   be   if  the   connecting  rod   were 

infinitely  long  ? 

5'  Conn.  rod.    ^^^^ 

iH-going 0-37 

Out-going  . 046 


I 


V 


\   0-415 


In  a  very  great  number  of  rough  calculations  it  is  sufficiently 
correct  for  our  purposes  to  drop  a  perpendicular  B  A  from  B,  the 
position  of  the  crank  pin,  upon  the  line  of  centres,  and  to  regard  A 
as  the  position  of  the  piston  in  its  stroke,  the  ends  of  the  stroke 
being  -^^  and  A^  It  is  evident  that  in  this  construction  the 
assumption  is  that  the  connecting  rod  is  infinitely  long. 

I{  OB  is  an  eccentric  crank  (see  Art.  71),  it  will  be  found  that 
this  construction  gives  the  position  of  the  valve  with  very  great 
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accuracy  indeed,  because  the  eccentric  rod  is  very  long  compared 
with  the  eccentricity  of  its  disc. 

The  student  will  notice  that  if  in  Fig.  96  £  is  a  crank  pin  going 
in  a  circle  round  A,  and  if  the  block  B  moves  in  the  straight  slot 
CB  in  the  slide,  the  motion  of  any  point 
in  the  slide  is  like  that  of  a  crosshead 
with  an  infinitely  long  connecting  rod. 
This  mechanism  is  sometimes  used  in 
small  engines. 

Again,  if  the  slot  is  curved  to  the 
arc  of  a  circle,  the  motion  of  the  slide 
is  exactly  the  same  as  that  of  a  cross- 
head  worked  by  a  connecting  rod  whose 
Pio  i^  length  is  the  radius  of  the  slot. 

60.  It  is  easy  to  show  that  when 
the  piston  is  at  A,  Fig.  95,  the  distance  A  B  represents  its  velocity 
to  scale  if  the  coimecting  rod  is  infinitely  long.  The  velocity  at 
the  middle  of  the  path  0  is  equal  to  the  velocity  of  the  crank  pin  in 
its  path,  and  this  gives  us  the  scale,  because  at  the  centre  the 
velocity  is  represented  to  scale  by  the  radius  of  the  circle.  It  is 
easy  to  show  also  that  the  acceleratioii,  when  the  piston  is  at  A, 
is  represented  to  scale  by  the  distance  0  A.  The  acceleration  at 
Aj  or  at  A^  is  0-011  nh-  or  t^/r  if  the  crank  is  r  feet  long,  making 


n  revolutions  per  minute,  or  if  v  is  the  velocity  of  the  crank  pin. 
The  student  must  remember  that  if  the  weight  of  a  body  is 
IF  lb.  at  London,  1*^*322  is  its  mass  in  engineers'  units,  and  mass 
multiplied  by  acceleration  is  force.     It  is  obvious  that  the  accele- 
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rating  force  at  the  ends  of  the  stroke  is  of  the  same  value  as  the 
centrifugal  force  on  the  same  mass  if  it  existed  on  the  crank  pin. 

70.  There  are  many  ways  of  proving  the  above  statements. 
Here  is  the  easiest,  if  I  may  assume  that  the  calculus  will  in  future 
be  taught  to  elementary  students.  The  fundamental  idea  of  the 
calculus  is  that  of  a  rate  such  as  a  velocity  or  an  acceleration, 
and  even  the  beginner  must  have  this  idea. 

If  then  OA,  Fig.  95,  is  called  x,  the  distance  of  the  piston  to  the  left  of 
its  mid  stroke,  r  the  length  of  the  crank,  and  if  the  angle  A^OB  is  called  $,  then 

X  =  r  cos  0 (1) 

If  the  crank  moves  with  the  angular  velocity  q  radians  per  second 
(2vfi/60  =  q,  if  n  is  in  revolutions  per  minute,  or  2ir/  =z  q,  \f  /  is  what  scientific 
people  call  the  frequency,  or  the  number  of  complete  oscillations  per  second,  or 
2«-/r  =  9  if  T  is  the  periodic  time  in  seconds),  then  9  =  qt  ii  we  count  time  t 
in  seconds  from  the  position  where  (^  =  0. 

Hence  x  ^  r  C08  qt  ^  r  coa  0 (2) 

dx 
Velocity  v  ^  -v-  =s  -  rq  sin  qt  =  -  rq  sin  0    .  .  (3) 

cPx 
Acceleration  a  =  -j-^  =  -  rq^  cos  qt  =  -  rq-  cos  0  =  -  qhs .      (4) 

Evidently  the  velocity  is  greatest  at  mid  stroke,  and  is  v,  the  same  as 
the  linear  velocity  of  the  crank  pin.  The  acceleration  is  greatest  at  the  ends  of 
the  stroke,  and  is  then  equal  to  the  centripetal  acceleration  of  the  crank  pin, 
rq^  or  in-fh-  or  4T*nV/3600  or  v^/r. 

Notice  that  the  acceleration  is  numerically  equal  to  q^  times  the  displace- 
ment X.  This  is  the  characteristic  of  simple  harmonic  motion*(called  S.  H.  M.), 
that  the  acceleration  is  proportional  to  the  displacement.  The  subject,  like 
that  of  periodic  functions  in  general,  is  very  fascinating,  and  its  study  is  one  of 
the  most  important  for  all  engineers. 
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HOW  THE   VALVE   ACTS. 


71.  Fig.  97  shows  an  eccentric.  I  want  a  student  to  under- 
stand at  once  that  an  eccentric  disc  and  rod  are  simply  a  crank 
pin  and  connecting  rod.  0  is  a  shaft  to  which  the  eccentric  disc  or 
sheave  is  keyed  so  that  it  rotates  with  the  shaft.  The  eccentric 
strap  SJS  in  Fig.  97  consists  of  the  two  parts  SS  and  BE  bolted 
together  so  that  they  embrace  the  disc  D  D  with  no  fear  of  their 
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slipping  off  sideways.  In  fact  S  S  and  E  E  and  the  eccentric  rod 
E  A  are  all  like  one  rigid  piece  working  the  pin  A, 

Now,  it  is  evident  that  B,  the  centre  of  the  eccentric  disc,  must 
move  in  a  circular  path  round  0,  the  centre  of  the  shaft  which  is 
fixed,  consequently  B  is  exactly  like  the  centre  of  a  pin,  a  very  large 
pin  D  D,  and  the  eccentric  straps  and  rod  are  simply  a  connecting  rod. 
It  is  the  great  size  of  the  pin  D  D  which  disguises  this  fact  from  a 
beginner. 

Thus,  if  the  points  AB  0  oi  Fig.  98  are  in  the  same  positions  as 
ABO  oi  Fig.  97,  or  of  J. -BO  of  Fig.  99,  it  is  evident  that  their 
motions  are  the  same.  Or  another  way  of  putting  it: — We  are 
asked  to  work  a  pump  or  slider  of  any  kind  from  the  shaft  Ft\ 
Fig.  100,  by  means  of  a  crank ;  how  shall  we  do  it  ? 
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1.  We  can  cut  the  shaft  as  in  /,  inserting  a  crank-pin  DD. 
But  notice  that  as  we  have  cut  the  shaft,  we  cannot  transmit'much 
power  through  it  for  other  purposes. 

2.  Do  as  in  /.but  make  the  pin  larger  as  in  / /,  larger  aa  in  ///, 


larger  still  as  in  /  F'.  But  if  this  is  made  the  pin  at  the  end  of  a 
connecting  rod  we  call  the  arrangement  an  eccentric  disc  and 
eccentric  rod. 

Hence  we  take  Fig.  97  to  be  represented  by  Fig.  99.     \Vc  call 


0  B  the  eccentric  crank,  A  B  being  the  eccentric  rod  which  is  really 
a  connecting  rod.  If  we  drop  the  perpendicular  B  A'  from  B  upon 
0  A,  the  direction  of  motion  of  the  pin  A,  we  may  say  that  A  is  at 
the  dis&nce  OA'  to  the  left  of  its  mid  stroke.     In  fact,  the  position 
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of  A'  between  A^  and  A^  represents  the  position  of  A  between  the 
ends  of  its  stroke. 

72.  Exercise  1.  An  eccentric  crank  is  2  inches  long,  when  the 
angle  A  0  B  is  130°,  where  is  A  ?  That  is,  say  how  far  A  is  to  the 
right  of  its  mid  position. 

Ansiver.  1-286"  to  the  right  of  its  mid  stroke. 

2.  In  the  last  case,  when  A^OB  is  0",  45^  90°,  150°,  220°,  295°, 
where  is  Al     The  answers  are  given  in  this  table. 

Answers — 


Angle  .    .    .  I   e*        45'  90"  160'  220"     '     295° 


A^A^   .    .    .      «•       .586"       2,01)"       3w32"     3-.532"      1155" 


73.  If  a  teacher  wishes  to  give  a  thorough  understanding  of 
the  simplest  valve  motion  to  his  students,  he  will  have  a  model 
made  something  like  what  is  shown  in  Fig.  101.  Let  no  one 
think  that  he  can  easily  arrange  a  better  model.  This  is  the  out- 
come of  many  years'  experience  in  the  teaching  of  students.  It  is 
meant  to  enable  students  to  understand  clearly  how  lap  and  advance 
affect  the  distribution  of  steam.  I  have  found  that  if  a  man  gets 
a  wrong  notion  about  lap  and  advance  at  the  very  beginning  of 
his  studies,  it  is  exceedingly  difficult  for  him  to  get  rid  of  it, 
and,  although  it  seems  absurd  that  a  man  should  pick  up  a  wrong 
notion  about  this  simple  matter,  it  will  be  found  not  only  possible, 
but  probable. 

Let  then  the  student  have  a  large  model  to  work  with,  like  what 
is  shown  in  Fig.  101.  He  ought  to  be  able  to  walk  all  round  it  and 
to  make  the  following  measurements : — 

1.  There  is  a  graduated  circle  which  enables  us  to  nii^sure 
accurately  the  angle  EK H  which  the  crank  K H  makes  witnHhe 
line  of  centres  of  the  engine.  I  always  call  this  angle  6,  the  angle 
pas/ed  through  from  the  near  dead  point. 

.'   El  There  is  a  graduated  scale  which  enables  us  to  measure  the 
disftmce  of  the  piston  C  from  the  outer  end  of  its  stroke. 

3.  There  is  a  graduated  scale  which  enables  us  to  measure  the 
distance  of  the  valve  WW  from  the  middle  of  its  stroke.  I  alwavs 
call  the  distance  of  the  valve  to  the  right  of  the  middle  of  its 
stroke,  x. 

4.  There  is  a  graduated  circle  L  which  enables  us  to  measure  ac- 
curately the  angle  which  the  eccentric  crank  is  ahead  of  the  main 
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crank.  For  I  am  enabled  by  my  model  to  vary  this  angle,  as  if  I 
could  unkey  my  eccentric  disc  and  key  it  again  in  a  new  position. 
I  do  not  use  keys,  however,  but  fasten  it  in  any  position  I  please 
by  means  of  a  bolt  iV  and  slot  S  in  (3).  When  I  do. change  the 
position  of  the  eccentric  disc,  I  like  to  know  how  much  ahead  of  the 
main  crank  it  is. 

Ahead,  what  do   I    mean  by  ahead  ^      I   mean   ahead   if   the 
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arrow,  Fig.  102,  shows  the  direction  of  motion.  In  the  position 
of  things  in  Fig.  102,  0  J5  is  the  main  crank,  0  C  is  the  eccentric 
crank,  and  the  angle  B  0  C  is  what  I  like  to  measure,  ^^e^angle 
BOCIb  always. ^eater  than  90 ^  andJihe-aDOount,  by^wMch  it 
exceed^  90** is  called  The  AdTancer~7rhis  is  HOC, 

In  my  model  it  would  be  difficiiTt  to  take  off  one  eccentric  disc 
and  put  on  another ;  I  should  like  to  do  something  like  this  because  it 
is  important  to  change  the  eccentricity  of  the  eccentric,  that  is,  the 
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length  of  the  eccentric  crank.  Now,  on  my  model  J  do  what  comes 
very  nearly  to  the  same  thing.  I  do  not  let  -4,  of  Fig.  103,  work  the 
valve  directly.  ^  is  a  pin  on  the  lever  GE,  the  pin  G  being  fixed,  or 
the  fulcrum,  and  I  am  able  to  change  the  position  djlill^is  fulcrum,  to 
raise  it  or  lower  it,  without  altering  the  positions  of  A  or  E,     Now, 
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by  changing  G  we  cause  the  motion  of  i'  to  be  greater  or  less  in 
amount,  but  it  is  always  a  magnification  of  A'a  motion.  In  fact,  by 
•  changing  G,  we  alter  the  half  travel  of  the  valve  just  in  the  same 
way  as  if  we  altered  the  eccentricity  of  the  eccentric.  Therefore 
on  my  model  I  have  the  power  of  altering  the  half  travel  and  the 
advance. 

It  might  be  said  that  since  the  eccentric  is  really  a  crank,  we 
ought  to  use  a  crank  for  it  on  the  model,  and  then  it  would  be  easy 
to  alter  its  length  and  so  get  a  diflferent  travel  of  valve  without 
using  a  lever.  But  in  the  first  place,  a  student  would  prefer  to  see 
on  the  model  an  actual  eccentric ;  secondly,  the  lever  is  a  very  good 
way  of  altering  travel ;  thirdly,  using  the  lever  enables  us  to  put  the 
valve  above  the  cylinder  and  the  motions  of  the  parts  are  all  visible 
to  a  class  of  students. 

Xow  when  the  model  is  being  used  let  the  student  imagine  that 


the  half  travel  of  the  valve  is  really  equal  to  the  eccentricity  of  ad 
eccentric  working  the  valve  directly  without  a  lever  as  the  valve  is 
worked  in  Fig.  15. 

I  am  in  the  habit  of  showing  the  valve  motion  above  the 
piston  motion,  as  in  Fig.  106,  and  the  student  must  get  to  imagine 
the  main  crank  0  and  the  eccentric  crank  .ff*  to  be  revolving  at 
the  same  rate.  He  ought  to  make  use  of  such  a  diagram  as 
Fig.  107,  where  the  eccentric  crank  OC  is  shown  in  its  proper 
angular  position  ahead  oi  0  B  the  main  crank. 

Let  the  valve  be  drawn  in  its  middle  position  as  in  Fig.  104. 
The  distance  ^  5  or  ff  ^  is  called  the  outside  lap ;  the  distance  C 1) 
or  E  F  is  called  the  inside  lap.  The  outside  lap  is  often  called  the  lap. 
In  my  model  I  can  at  once  alter  the  amount  of  the  outside  by  means 
of  the  screw  marked  0,  or  of  the  inside  lap  by  the  screw  /,  or  reduce 
them  to  nothing. 

The  most  important  thing  for  a  beginner  to  undei^tand  is  that 
when  we  alter  the  advance  and  the  lap  and  the  half  travel, 
we  alter  the  distribution  of  steam  In  an  engine  cylinder. 
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I  have  heard  of  very  few  real  engines  in  which  an  attempt  has 
been  made  to  vary  the  lap  when  the  engine  is  running.  Here  we 
only  indicate  auch  a  variation  so  that  students  may  observe  the 
effect  of  more  or  less  lap  on  a  mere  model. 

Exercises  loiih  the  Model. — (1)  Let  a  student  adjust  so  as  to  have 
no  outside  or  inside  lap.  Let  the  eccentric  crank  be  at  right  angles 
to  the  main  crank.  This  is  what  we  call  the  normal  valve  with  no 
advance.  On  working  the  model  it  will  be  found  that  steam  is 
admitted  and  cut  off  at  the  ends  of  the  stroke  so  that  there  is  no 
expansion. 

(2)  It  is  now  worth  white  to  see  what  is  the  effect  of  trying  some 
lap  and  no  advance,  or  no  lap  but  some  advance,  and  I  leave  this  to 
the  student  himself  He  ought  to  draw  the  possible  indicator 
diagrams,  and  this  is  an  excellent  exercise  even  for  the  most 
advanced  students  who  know  the  effects  of  speed. 

(3)  Give  lap  to  the  valve.  Advance  the  eccentric  beyond  the  nor- 
mal position ;  this  additional  angle,  which  is  the  excess  beyond  90'  by 


which  the  eccentric  is  ahead  of  the  main  crank,  is  called  the  advance. 
It  will  now  be  found  that  we  effect  our  purpose  of  cutting  off  before 
the  end  of  the  stroke.  After  a  student  has  watched  the  effect  he 
has  no  difficulty  in  discovering  the  reason. 

74.  In  Fig.  104  the  full  lines  show  the  valve  in  its  mid  position. 
I  shall  speak  only  of  what  occurs  to  the  left-hand  port  B  C.  The 
dotted  lines  show  the  valve  displaced  to  the  nght  of  its  mid  position 
by  a  distance  which  I  call  x.  That  is,  A  A^  is  x.  Now  the  opening 
of  the  port  to  steam  is  B  A',  or 

Opening  to  steam  =  x  —  outside  lap.     ,     .     . 

If,  therefore,  for  any  position  of  the  piston  or  crank  wc  want  to 
know  what  is  the  opening  of  the  port  to  steam,  our  only  difficulty  is 
in  finding  x. 

Again,  look  at  Fig.  105,  where  the  dotted  lines  show  the  valve 
displaced  to  the  left  of  its  mid  position.  I  often  call  this  displace- 
ment D  i*"  by  the  name  y,  although  it  is  merely  a  negative  x.     The 
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opening  of  the  port  to  exhaust  is  G iy\  and  CD  being  the  inside 
lap,  we  see  that 

Opening  to  exhaust  =  jy  —  inside  lap     ....    (2). 

The  problem  to  be  solved  is  : — For  a  given  position  of  the  piston, 
what  is  the  opening  of  the  port  to  steam  or  exhaust  ? 

If  we  are  told  the  position  of  the  piston,  it  is  easy  to  find  the 
position  of  the  main  crank  (that  is,  the  angle  ^,  which  it  makes  with 
the  dead  point),  and  hence  our  problem  really  is,  "  When  we  know 
where  the  main  crank  is,  where  is  the  valve  ? " 

That  is,  if  6  is  given,  what  is  a;  ?  We  have  a  very  easy  way  of 
answering  this  question,  and  it  must  be  very  clearly  understood  that 
this  one  simple  answer  is  really  the  key  to  all  the  problems  which 
come  before  us.  If  we  know  the  distance  of  the  valve  to  the 
right  of  its  mid  stroke,  we  need  only  subtract  the  lap  and  we  at 
once  know  how  much  opening  there  is  to  steam ;  or  if  we  know  the 
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distance  of  the  valve  to  the  left  of  mid  stroke,  we  subtract  the  inside 
lap  and  we  see  the  opening  to  exhaust. 

Think  of  the  valve  V  being  worked  directly  as  in  Fig.  106  by  the 
eccentric  crank  -^  on  a  shaft  on  the  same  level  as  the  valve,  this 
shaft  revolving  exactly  at  the  same  rate  as  the  main  crank  shaft  so 
that  C  and  E^  are  at  the  same  angle  with  one  another  always ;  for 
any  position  of  C  the  position  of  W-  may  be  drawn,  and  the  displace- 
ment of  the  valve  is  easily  found. 

Notice  that  OB  (Fig.  107),  the  main  crank  position,  being  given, 
we  draw  0  C  (to  represent  by  its  length  the  half  travel  of  the  valve 
or  the  eccentricity  of  the  eccentric),  and  we  take  care  that  0  C  shall 
be  ahead  of  OB  by  an  angle  equal  to  90*"  -J-  advance.  The  student 
can  have  no  difficulty  in  seeing  that  the  valve  is  the  distance  0  C 
to  the  right  of  its  mid  stroke,  and  this  is  x  which  we  want  to  know. 
Here  then  is  a  rule.  We  may  carry  it  out  as  in  Fig.  107.  0  B 
is  given,  that  is,  the  angle  A  0  B  is  given ;  make  B  0  D  =  90°,  make 
DOG  the  advance,  let  OG  he  the  half  travel,  drop  the  per})endicular, 
and  0  C^  is  the  answer. 
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76.  But  the  rule  is  thought  to  be  a  little  too  clumsy,  at  all 
events  there  is  a  much  simpler  rule  invented  by  Zeuner.  Draw 
AOG  (Fig.  108)  horizontally  to  represent  the  dead  point  position 

or  centre   line  of  the 
U  /  engine.  Draw  F  0 1  at 

right  angles  to  AOG. 
Make  the  angle  FOE 
equal  to  the  advance, 
and  produce  EO  to  H. 
Set  oS  0E=  Off  = 
the  half  travel.  On 
OE  and  0  ff  b,s  dia- 
meters describe  circles. 
We  now  have  a  dia- 
gram which  gives  us 
what  we  want  with  much  less  trouble  than  before.  It  will  be  found 
that  if  we  draw  the  direction  OB  of  the  main  crank  from  0,  the 
distance  OB^,  is  the  very  answer  wanted  by  us ;  the  distance  0  B^  is 
the  distance  of  the  valve  to  the  right  of  the  middle  of  its  stroke 
when  the  main  crank  is  in  the  position  OB,  Thus  in  Fig.  110 
I  have  shown   the  main  crank   in   a   number   of    positions.      The 
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distances  0  B  represent  in  every  case  the  distance  of  the  valve  to 
the  right  of  its  middle  position.  The  distances  0  B^  are  distances 
to  the  left  of  mid  position. 
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Even  if  students  see  how  the  rule  is  arrived  at  they  ought  to 
work  exercises  by  the  method  of  Fig.  107,  and  also  by  this  method, 


Fig.  109. 


and  in  each  case  they  ought  to  test  the  accuracy  of  their  answer 
by  the  model. 

Thus  if  Fig.  Ill  is  a  Zeuner  diagram,  the  angle  FOE  being  the 
advance,  the  distances  0  E  and  0  H  being  each  the  half  travel,  0  M 
being  the  dead  point 
position.  With  radius 
0  Pj  equal  to  the  out- 
side lap,  describe  the  arc 
AQPK,  With  radius 
0  T  equal  to  the  inside 
lap,  describe  the  arc 
RTC.  Now  note  that 
each  of  these  arcs  will 
do  your  subtraction  (of 
lap  from  x,  of  inside  lap 
from  y)  without  giving 
you  any  trouble.  Thus 
if  0  S  B  is  any  position 
of  the  main  crank  ;  0  B 
is  Xy  and  as  0  jS  is  the 
lap,  SB  shows  at  a 
glance  the  opening  of 
the  port  to  steam.  Again,  if  0  B^  is  the  position  of  the  main 
crank,  0  B^  is  y,  the  distance  of  the  valve  to  the  left  of  its  new 
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position ;  and  as  0  I^  is  the  inside  lap,  the  distance  V  B^  shows  at  a 
glance  the  opening  of  the  port  to  exhaust. 

76.  Example  1.  Find  the  positions  of  the  main  crank  when  the 
valve  is  just  opening  the  port  to  steam  (we  call  this  the  admission)  ; 
when  just  closing  to  steam  (we  call  this  the  cut  off);  when  just 
opening  to  exhaust  (we  call  this  release);  when  just  closing  to 
exhaust  (or  when  compression  is  beginning). 

Answers,  Produce  0  A^OK.OR^  and  0  C,  and  these  are  the  posi- 
tions required. 

Example  2.  Where  is  the  main  crank  when  the  port  is  most  open 
to  steam  ?     Answer,  In  the  position  0  E. 


Fig.  Ill 


Example  3.  Where  is  the  main  crank  when  the  port  is  most 
open  to  exhaust  ?    An^swer.  In  the  position  0  H, 

Example  4.  At  the  beginning  of  the  stroke  what  is  the  opening 
of  the  steam  port  ?  Anstver,  Bq  Q,  Observe  that  B^  Q  is  called  the 
lead  of  the  valve. 

77.  Proof  of  our  araphical  Rule.  If  the  student  has  drawn 
Fig.  107  and  Fig.  108  for  the  same  half  travel,  advance  and  0,  he  will 
find  that  the  triangle  GOC^  (Fig.  107)  is  exactly  the  same  as  the 
triangle  E  0  B^  of  Fig.  108,  and  of  course,  if  this  is  so,  the  rule  needs 
no  further  proof. 

E  0  is  the  diameter  of  a  circle,  and  as  the  angle  in  a  semicircle  is 
always  a  right  angle,  the  angle  E  B^O  i^  s,  right  angle.  Also  we  made 
0  E  the  same  as  0  C,  or  the  half  travel.     Xow,  in  Fig.  107 

^  +  90°  +  a  +  COC  =  180° 
and  in  Fig.  108,  6  -^  a  +  E  0  B^  =  d(f 
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It  is  therefore  obvious  that  EO  B^  =  OOC^.  Hence  we  have  two 
right-angled  triangles,  whose  hypotenuses  are  equal,  and  one  other 
angle  in  each,  therefore  the  triangles  are  the  same,  and  0  0^  =  0  B^ 
It  is  easy  in  the  same  way  to  see 
that  the  intercepts  on  the  lower 
Zeuner  circle  represent  displace- 
ments of  the  valve  to  the  left  of 
its  mid  position. 

All  that  I  have  stated  here 
might  have  been  given  in  a  few 
words,  and  indeed  the  whole  thing 
is  exceedingly  simple,  but  I  sfdvise 
a  student  to  work  exercises  like 
the  above,  and  make  very  sure 
that  he  understands  the  rule  and 
its  proof. 

78.  Having  the  positions  of 
the  main  crank  of  the  engine  when 
the  four  events  take  place,  to 
draw  the  hypothetical  indica- 
tor diagram.  Neglecting  the 
angularity  of  the  connecting  rod, 

it  is  obvious  that  this  is  the  answer ; — With  0  as  centre  describe  any 
convenient  circle,  E  C BE^  KA,  Fig.  112, and  project  from  the  points. 
Ay  E,  G,  &c.,  in  a  direction  at  right  angles  toEO  E^,  the  line  of  centres. 
Evidently  uii,  Cj,  B^,  K^  show  where  the  piston  is  relatively  to  the  ends 
of  the  stroke  E  and  E^  when  the  four  events  take  place.  Draw  KE^ 
and  E  C  parallel  to  EE^  to  represent  the  admission  and  back  pressures 

to  any  convenient  scale  of  mea- 
surement.    It  is  not  necessary  to 
indicate  the  zero  line  of  pressure. 
Draw  the   expansion  curve  C  B, 
the    compression    or  cushioning 
curve    K Ay    the    release    curve 
B  E'  and  the  admission  A  E.    It 
is  only  necessary   to  draw  these 
reasonably  like  what  such  curves 
usually  are,  but  it  is  convenient 
to  have  sharp  comers  to  remind 
us  that  we  are  studying  the  times  of  occurrence  of  four  important 
events.     When  a  student  has  inked-in  such  a  diagram  as  the  above, 
in  red,  he  may,  if  he  thinks  it  worth  while,  round  the  corners,  to 
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show  that  the  events  will  really  occur  gradually,  with  a  certain 
amount  of  wire  drawing,  as  shown  in  Fig.  113  in  the  dotted  lines. 
I  advise  the  student  not  to  draw  these  dotted  lines,  however.  It 
is  well  to  know  that  the  inside  lap  is  sometimes  a  negative  quantity 
in  quick-moving  engines,  and  the  points  Cand  jB,  Fig.  41,  now  find 
themselves  on  the  0  B  E  circle. 


If  a  student  neglects  the  angularity  of  the  connecting  rod,  and  if  there  is 
the  same  lap  for  both  ends  of  the  cylinder,  having  drawn  the  diagram  for  one 
end,  he  has  the  diagram  for  both  ends  ;  but  if  he  wishes  to  take  account  of  the 
angularity  of  the  connecting  rod,  let  him  project  the  points  in  the  figure  to  the 
diameter,  not  by  a  set  scjuare,  but  by  the  template  of  Fig.  93.     Thus  he  will 
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obtoin  the  positions  of  the  piston,  ^j,  C„  i?,  and  A',  (Fig.  114),  when  the 
four  events  occur.  If  he  projects  from  these  points  by  lines  at  right  angles 
XoEOE^,  and  proceeds  as  before,  he  will  get  the  more  probable  indicator  diagram. 
For  the  other  side  of  the  cylinder,  instead  of  taking  a  short  cut  to  the  answer, 
which  ought  at  once  to  suggest  itself  to  the  student,  let  him  draw  the  actual 
positions  of  the  crank  M'hen  the  four  events  take  place ;  that  is,  let  him  set 
0  ^1,  OC^.OR  and  0  K  of  Fig.  114  forward  180°.  Thus  he  will  have  Fig.  115  ; 
projecting  on  the  line  of  centres  EOE^  with  a  template  as  before,  and  then 
projecting  with  straight  lines  at  right  angles  to  EOE^,  we  may  draw  the 
diagram  E^  C R  E  K  of  Fig.  1 15.  The  student  who  carries  this  out  must  meditate 
on  the  fact  that  in  the  in  stroke  there  is  a  longer  admission  than  in  the  out 
stroke.  If  we  want  to  remedy  this,  we  can  do  so  by  diminishing  the  lap  on  the 
out  stroke  side,  and  this  is  often  <lone  in  marine  engines  where  the  weight  of  the 
piston  and  other  parts  must  l)e  lifted  in  the  out  or  up  stroke. 
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Instead  of  drawing  two  figure^j  like  114  and  115,  let  the  student  who  has 
drawn  Fig.  114  merely  produce  the  lines  O  A^  OC^^  &c. ,  and  draw  Fig.  115  on  the 
top  of  Fig.  114.  This  will  probably  bring  home  to  him  better  the  effect  of 
angularity  of  the  connecting  rod  in  altering  the  diagram.  He  will  have  both 
his  diagrams  on  one  sheet  of  paper  just  in  the  positions  in  which  we  usually  find 
them  when  taking  diagrams  as  shown  in  Fig.  78. 

79.  Exercise.  In  each  of  the  following  cases  find  the  positions 
of  the  main  crank  at  admission,  cut  oflf,  release,  and  compression. 
Find  also  the  lead.  The  outside  lap  is  052  inches,  inside  lap  0*15 
inches. 


Half 

travel  in 

AdTADCO 

In 
degrees. 

Antwert  in  deffrees. 
Positions  or  Crank. 

Lead, 
in  inches. 

inches. 

Admission. 

Cut  off. 

Release. 

Compression. 

29r 
44  r 
57  r 

73-7' 

Before 
beginning 
of  stroke. 

'        210 
1-68 
1-42 
1-28 

25 
39 
51 
67 

1 

lO^" 

21-0' 

;      29 -5" 

43 -(T 

'     Before 
beginning 
of  stroke. 

39-3*' 
57-0' 
72-5° 
91-0'* 

Before 

end  of 

.    stroke. 

20-9' 
33-9° 
44-9' 

Before 
end  of 
stroke. 

0-37 
0-54 
0-58 
0-66 

For  each  of  the  above  cases  let  the  hypothetical  indicator  diagram 
be  drawn  by  beginners.  Advanced  students  will  draw  diagrams  for 
the  two  sides  of  the  piston  on  the  assumption  that  the  connecting 
rod  is  five  times  the  length  of  the  crank. 

80^  Three  Important  Exercises  foi'  Beginners, 

In  each  of  the  following  cases  find  the  positions  of  the  main 
crank  at  admission,  cut  oiF,  release,  and  compression.  Draw  the 
hypothetical  indicator  diagrams.  Each  of  them  shows  the  sort  of 
change  that  occurs  when  we  shift  one  of  the  usual  gears  employed 
to  work  slide  valves.  In  each  case  the  lap  may  be  taken  to  be  OS" 
and  the  inside  lap  0*3". 

I.  A  Stephenson  or  Allan  link  motion,  open  rods. 

II.  A  Stephenson  or  Allan  link  motion  with  crossed  rods. 

III.  The  Gooch  or  Stewart  Finck  motion  or  any  of  the  numerous 
forms  of  radial  valve  gear. 

I. 


Half  travel  in  inches 


Advance  in  degrees 


2-50 
30 


210 


40 


1-70 
50-9 


1-52 
69-2 
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II. 

Half  travel  in  inches  .    .    . 

2-50 
30 

2-00 

1 

1-65 
46-0 

1-20 

Advance  in  degrees     .    .    . 

36-3 

03-2 

m. 

2-50 
30 

1 

Half  travel  in  inches  .       .  ; 

1 

'     2-05 

1-65 
49-3 

1-36 

Advance  in  degrees     .    .    . 

38 

66  6 

The  advanced  student  will  draw  these  indicator  diagrams  for 
both  sides  of  the  piston,  assuming  a  connecting  rod  five  times  the 
length  of  the  crank.  The  lesson  to  be  learnt  by  the  elementary 
student  is,  however,  the  more  interesting.  This  is  one  of  the 
cases  in  which  actual  drawing  by  a  student  himself  is  of  the 
greatest  importance.  If  he  uses  four  dififerent  colours  of  ink  for 
each  set,  and  meditates  on  his  results,  he  will  get  exact  notions  of 
what  occurs  when  we  shift  from  full  gear,  giving  more  and  more 
expansion  in  each  of  the  above  cases.'  He  will  note  that  in  I.  the 
lead  increases  with  more  expansion ;  in  II.  it  diminishes,  whereas 
in  all  such  gears  as  III.  the  lead  is  constant  at  all  grades  of  ex- 
pansion. It  would  be  easy  for  me  to  give  these  interesting  diagrams, 
but  a  student  can  draw  them  all  in  much  less  than  an  hour. 

I  shall  now  proceed  to  show  how  by  means  of  the  various  gears 
we  can  produce  the  above-mentioned  changes  in  the  distribution 
of  steam. 

A  more  advanced  treatment  of  the  subject  will  be  found  in 
Chap.  XXVIII. 

81-  It  is  worth  while  to  mention  that  many  small  steam  engines 
which  we  wish  easily  to  reverse  (such  as  steam  starting  engines,  &c.) 
have  no  lap  and  only  one  eccentric,  with  no  advance.  A  simple  slide 
valve  converts  the  steam  space  into  an  exhaust  space,  and  vice  versd. 
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83.  We  now  know  that  if  0  C(Fig.  116)  represents  the  main  crank 
of  the  engine,  and  ii  0  A  is  the  eccentric  crank ;  knowing  the  outside 
and  inside  lap  of  the  valve,  if  we  also  know  the  angle  DO  A  (the 
advance)  and  OA  (the  half  travel),  we  know  the  probable  indicator 
diagram.  Now  imagine  that  we  have  a  means  of  suddenly  increasing 
the  advance  of  the  eccen- 
tric to  i>  0^1  and  of  ^  \  A 
making  the  half  travel 
less;  let  0 A}  represent 
it ;  it  is  evident  that  we 
shall  alter  the  nature  of 

the  distribution  of  steam.     

Imagine  that  we  have  a  ^ 

method  of  suddenly  alter- 
ing the  position  of  the 
eccentric  0  A\^  the  posi 
tion  OB,  k.  student  must 
see  that,  by  doing  this  we 
have   completely  altered 

the  motion  of  the  valve  and  made  it  suit  a  reversed  direction  of 
motion  of  the  engine.  But  there  is  no  great  satisfaction  in  mere 
book  study  of  this ;  we  must  have  before  us  an  actual  model  of  an 
engine,  such  as  my  own,  in  which  I  am  able  suddenly  to  slacken  the 
fastening  of  the  eccentric  disc  to  the  shaft  and  let  it  change  from 
the  0-4  to  the  OB  position,  and  it  at  once  becomes  evident  that  we 
have  reversed  the  engine.  There  is  no  great  satisfaction  in  putting 
this  subject  before  the  student  without  some  kind  of  model.  A 
bright  lad  takes  in  some  sort  of  idea  of  what  occurs,  and,  mainly  by 
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faith  in  his  books,  believes  he  sees  the  whole  thing  clearly.  But 
what  a  pity  it  is  that  there  should  not  be  a  model  to  show  one's 
class  exactly  how  it  i!i  that  if  the  valve  was  going  successively  through 
the  i>ositions  6,  7,  8,  9,  &c.,  Fig.  20  ;  the  shifting  of  the  eccentric  alters 
it  so  that  it  is  going  through  the  positions  6,  5,  4,  3,  &c. 

Now  this  slackening  and  refastening  of  the  eccentric  is  a  plan 
that  has  often  been  carried  out,  but  we  effect  exactly  the  same 
object  in  the  following  waj'. 

83.  There  arc  six  kinds  of  link  motion  and  perhaps  ten  good 
kinds  of  radial  valve  goar.  They  are  employed  in  working  the 
common  slide  valve,  and  they  enable  us  to  alter  the  advance  and 
half  travel  of  the  valve,  letting  the  engine  go  in  either  direction. 

There  are  two  eccentrics  A  and  S.  one  in  the  position  OA  of  Fig. 
116  (see  also  Figs.  284,  &c.),  the  other  in  the  position  OB,  being 
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sy  in  metrically  placed  relatively  to  the  main  crank.  Their  rods  end 
in  pins  on  a  slotted  link,  which  is  hung  from  the  reversing  link  G. 
When  G  is  lowefed  to  the  jrosition  known  as  full  forward  gear  the 
eccentric  A  alone  works  the  valve  because  a  block  on  the  end  of  the 
valve  rod  VE  keeps  in  the  slot.  When  G  is  raised  high,  the 
eccentric  B  alone  works  the  valve.  Fig.  117  shows  the  link  in  what 
is  called  mid  gear,  and  it  is  evident  that  by  lifting  and  lowering 
the  link  we  have  many  conditions  of  working  that  are  intermediate 
between  full  forward  and  full  back  gear.  It  is  quite  easy  to  show, 
but  it  is  a  little  beyond  the  scope  of  this  very  elementary  treat- 
ment of  the  subject,  that  intennediate  positions  of  the  gear  mean 
a  less  travel  and  a  greater  advance  than  the  two  extreme  positions. 

It  IB  onlj  when  the  main  crauk  in  in  its  outermost  position,  most  remote 
from  the  uyliniler,  that  we  look  at  the  crossing  or  nun  crossing  of  the  rods  when 
we  want  a  name  for  tlie  valve  motion,  liecaiise  any  one  can  eaiiil]'  see  that  whnt 
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we  call  open   eccentric   rods   will  appear  oroBseil   in  certain  poaitions  of  the 

Sooeli'B  Iilnk,  shown  in  Fig.  119,  is  not  lifted  or  lowered,  it  nierely 
swings  nearly  horizontally  hanging  from  B,  A  block  E  is  lifted  or  lowered  in 
the  slot  of  the  link,  and  this  block  ii  at  the  end  of  a  radius  bar  D  which  gives 


Fii;.  lis.— Allas  ABiUMaED  ran  Lotomotive  :  Link  SutFiK,  Block  Shiitb,  Lihk  StstTiiiiT 
Balimcsd  weigh  ihart  O  »u»>  Unk  to  rise  And  block  to  fHll  or  tm  mkl. 

the  valve  its  motion.     In  the  AUu  Link  motion,  Fig.  IIS,  the  straight  link  £  is 
lowered,  and  the  radiuK  bar  block  is  lifted,  or  the  link  is  lifted  and  the  radius 
bar  block  is  lowered.     We  may  put  it  in  this  way — 
To  change  the  gear — 

Stephenson,  link  lowered  or  raised,  hloek  not. 
Gooch,  block  raised  or  lowered,  link  not. 

Allan,  link  towered  when  block  raised,or  link  raised  when  block  lowered. 
In  any  of  these  we  may  have  either  open  or  crossed  eccentric  rods,  so  that 
there  are  really  six  varieties  of  link  motion.     The  Stephenson  motion  with  open 
rods  is  much  more  generally  in  use  than  any  of  the  others. 

Links  are  either  of  the  "slotted"  or  "solid  bar"  or  "double  bar"  forms. 
In  the  second  and  third  forms  the  ends  of  the  eccentric  rods  may  be  in  thearc  of 


I-lu.  110.— Gooch  arr*bokd  roH  Locouotive:  Blolk  Siiirt3,  Lisk  Sot,  Link  Comvu  to  Bhaft. 
Balnnced  weigh  iha/l  ¥  caiwca  D  E  to  ri»o  or  taH. 

motion  of  the  centre  of  the  block.  Only  in  the  double-bar  form,  now  most 
general  in  large  marine  engines,  can  the  end  of  either  eccentric  rod  really  coin- 
cide with  the  block.     But  there  is  no  advantage  in  such  coincidence. 

84.  To  Shift  the  Gear.— In  locomotives  it  is  very  usual  to  have  a 
lever  like  that  of  Fig.  63  on  the  footplate  of  the  engine.  By  means  of 
this  both  engines  are  shifted  in  gear  at  the  same  time.     Sec  Fig.  02. 
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Note  that  as  there  are  two  cylinders  on  a  locomotive,  and  there- 
fore two  link  motions  and  therefore  four  eccentrics,  the  whole  gear 

looks  very  much  more  diffi- 
cult to  understand  than  it 
really  is. 

In  a  stationary  engine 
with  link  motion,  if  the 
engine  is  small,  a  reversing 
lever  like  that  of  Fig.  63  is 
used.  But  if  the  engine  is 
larger,  so  that  the  gear  is 
more  massive,  even  if  its 
weight  is  balanced,  it  is 
usual  to  employ  a  capstan 
wheel  and  worm  gearing  if 
the  gear  is  to  be  shifted  by 
hand,  and  in  the  largest 
marine  engines  a  special 
engine  is  employed  to  give 
power  to  shift  the  valve 
gear  quickly.  This  is  one  of  the  things  which  make  a  marine  engine 
complicated  looking.     Imagine  20,000  horse-power  to  be  given  out 


FiQ.  120.— Arminoton  and  Sims  Eccentric. 

The  Armlngton  and  Sims  eccentric  disc  is  really  in 
two  parts,  A  and  B.  The  Grovemor  causes  a  relative 
motion  between  them,  so  that  sometimes  there  is  a 
large  throw  and  about  30°  advance,  and  som3times  a 
smaller  throw  and  a  greater  advance. 


Pio.  121. 

Illustrating  how  we  shift  the  links  in  small  engines.    Wliere  the  weigh  shaft  A  turns  it  moves 

all  the  links. 

by  two  triple  cylinder  engines  which    have  six  link  motions   with 
their  twelve  eccentrics — all  to  be  shifted  simultaneously. 

Fig.  121  shows  the  capstan- wheel  W,  turning  a  screw  on  which 
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a  nut  moves  so  that  the  weigh  shaft  A  turns  on  its  axis  through  an 
angle,  which  enables  arms  A  B  and  B  G  to  shift  each  link  of  two  or 
three  cylinder  engines  at  the  same  time.  This  is  a  common  reversing 
motion  for  small  compound  engines. 

For  engines  of  about  2,000  horse-power  and  upwards,  we  some- 
times have  a  hand  wheel  or  lever  which  moves  a  slide  valve  on  a 
small  steam  cylinder ;  this  admits  steam  to  one  side  or  the  other  of  a 
piston,  whose   motion  like  that   of 
the  above  nut  W,  causes  thte  weigh 
shaft  to  turn. 

In  Brown  s  gear  there  is 
"  cataract  "  piston  on  the  auxiliary 
steam  piston  rod  to  prevent  too 
rapid  motion.  The  motion  causes  the 
auxiliary  engine  valve  to  come  back 
to  its  shut  position.  There  is  always 
an  independent  hand  gear  attached 
to  the  steam  gear  for  use  in  case  of 
accident.  Brown  uses  also  a  simple 
governor  arrangement  which  brings 
all  the  links  to  mid  gear  if  the  en- 
gine exceeds  a  certain  critical  speed. 

In  some  modern  locomotives  the 
pressure  of  steam  or  the  pressure 
of  air  (in  case  the  Westinghouse 
brake  is  used  on  the  train)  is  used 

.       .        i«/».«         J.1  Fio.  122.— Independent  Linking  UP  Geak. 

to  assist  in  shifting  the  gear.  ^ ^^ ^^^ ^^^^^  ^^    ^^^  ^^^  ^^^„. 

85.  Hackworth  Gear.  This  is    SliitL'^t^hW/stl^n^^^^ 
the  parent  of  all  the  radial  gears.    Xl^^^^Z'^r^^'^^^^^^^  ^' 
It  is  shown  in  Fig.  123,  as  applied 

to  a  vertical  engine.  The  eccentric  disc  is  placed  180°  away  from 
the  main  crank.  The  block  B  at  the  end  of  the  eccentric  rod  can 
slide  in  a  slot,  which  is  often  straight,  but  may  be  curved.  The 
pin  D  in  the  eccentric  rod  works  the  valve. 

To  alter  this  gear  we  merely  alter  the  angle  of  inclination  of  the 
slot  to  the  horizontal.  In  forward  gear,  it  inclines  upwards  as  shown. 
If  we  wish  to  reverse  the  engine,  we  must  turn  it  round  so  that 
it  slopes  downwards.  The  hand  wheel  C,  and  worm  E,  working  on 
the  worm  sector  jP,  are  used  for  reversal  or  alteration  of  the  gear. 

Instead  of  a  slot  to  guide  B^  we  may  have  a  swinging  link  {NJB)  of  Fig.  124. 
It  is  evident  that  B  will  move  in  the  arc  of  a  circle  with  N  as  centre.  To  reverse 
this  form  of  the  gear  (called  the  Marshall  ffear)  we  have  merely  to  move  X 
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round  the  dotted  path.  For  convenience  in  doing  thU,  .V  la  Uiu&lly  a  pin  at 
the  enil  of  an  arm  {XL),  and  by  moving  this  arm  about  X  as  a  centre,  the  gear 
is  shifted.  The  Angstrom  gear  abo  is  simply  the  Hackworth,  in  which  the 
guidance  of  d  in  a  nearly  straight  path  ia  effected  by  using  a  parallel  motion. 

86.  JoyOear.  Fig.  126  shows  the  Joy  gear.  <7  is  thecrosshead, 
CS  being  the  direction  of  its  motion,  the  centre  line  of  the  engine. 
iT  is  the  crank  pin.  ^is  a  pin  on  the  connecting  rod,  one  end  of  the 
link  JL,  the  other  end  i  swinging  in  the  arc  of  a  circle,  of  which  the 
fixed  pin  M  is  the  centre. 

Notice  that  the  point  J  moves  nearly  in  an  ellipse,  shown  dotted 
as  JN.    The  pin  A  in  the  link  JL  moves  in  a  curve  A  P  which  is 


lopsided  in  shape.  Now  the  link  A  BD  is  important.  We  know  the 
path  of  A.  The  pin  .5  is  in  a  sliding  block  which  moves  in  tho 
curved  dovetailed  groove  or  slot  Q  B.  The  pin  D  works  the  valve. 
Fig.  126  shows  the  position  of  the  groove  for  full  forward  gcai-. 
Changes  in  its  inclination  cause  changes  in  the  gear. 

mi.  Notice  that  the  Hackworth,  Joy,  and  many  other  gears  satisfy  thi* 
definition,  "  There  is  a  piece,  one  point  of  which  (A )  moves  in  a  curve  more  or 
lesH  nearly  circular  (in  the  Hackworth  it  is  truly  circular,  because  A  i%  the 
centre  of  an  eccentric  sheave);  another  point  (B)  has  a  reciprocating  motion 
nearly  in  a  straight  line  ;  another  point  [/>)  worka  the  valve." 

But  in  studying  any  of  the  twenty  forms  of  nulial  valve  gear,  the  student 
will  lind  the  following  definition  much  more  helpful- 
There  is  a  piece  (.1  I!)  whose  average  direction  is  at  right  angles  to  the  volvc 
rod  :  a  pin  (Z>)  in  the  piece  {.4  B)  works  the  valve.     Ij  pea  king  only  of  motions  in 
the  direction  of  the  valve  motion  or  piston  motion  ;  A  moves  either  synchron- 
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ously  with  the  pietOD  or  half  a  period  ah«ad  of  it,  in  any  ease  reaching  the  enils 

of  its  strobe  as  the  piston  reaches  the  ends  of  its  stroke  ;  fi  is  a  quarter  period 

behind  or  in  front  of  A,  being  always  at  the  middle  of  its  stroke  when  A  is  at 

the  end  of  its  stroke.     .^  is  a  lialf  period  ahead  of  or  behiniL  the  crank  in  the 

Hack  worth  gear.and 

consequently  i>  is  bt- 

lireen  A   and  B.    A 

is  BjTichronoiiH  witii 

the     crank     in    the 

Joy  gear,  and  conse- 

i|uently  D  is  in  A  B 

produced. 

When  a  student 
takes  up  the  theory 
of  these  gears,  he  will 
find  that  the  above 
definition  makes  one 
theory  do  for  all  tlie 
gears.  (See Art.  312.) 

88.  If  we  try, 
using  a  single  eccen- 
tric or  any  form  of 
link  motion  or  radial 
valve  gear,  to  cut  off 
earlier  than  at  one- 
third  of  the  stroke, 
we  get  a  poor  result ; 
there  is  too  much 
wire  drawing  at  the 
cut  off  and  the  re- 
lease is  earlier  than 
we  desire  to  have  it. 
Some  of  the  gears 
are  better  than 
othersinthisrespect, 
in  intermediate  posi- 
tions givingaquieker 

cut  off  than  a  single  wm.  i».— hiiuiiall. 

eccentric  would  do. 

It  will  be  found  that  in  the  very  largest  marine  engines  we  seldom 
desire  to  cut  off  at  even  so  little  as  one-third  of  the  stroke,  and  so 
the  common  slide  valve  and  the  above  kinds  of  valve  motion  are  to 
be  found  in  these  large  engines.  Cutting  off  at  one  third  of  the 
stroke  in  each  cylinder  of  a  triple  cylinder  engine  is  like  cutting  off 
at  ^th  of  the  stroke  in  a  single  cylinder. 
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89.  When  we  look  at  a  large  triple  cylinder  engine  for  the  first 
time,  we  are  confused  at  the  apparent   complexity  of  iti  con- 


Fio.  1211.— Hak 


■traction.     When,  however,  we  consider  it  carefully,  we  see  that 
it  ia  simple  enough.     Thus,  for  example,  look  at  the  great  valve   V, 
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Fig.  129,  of  the  low  pressure  cylinder ;  it  is  very  heavy,  and  to  take 
its  weight  off  the  valve  rod,  the  rod  is  extended  above,  so  that  the 
balance  pi«ton  P  may,  because  of  the  steam  pressure  upon  it, 
support  the  weight  not  only  of  the  valve  and  rod,  but  some  of  the 
link  motion. 

Again,  the  valve   F"  is  so  large  that  the  steam  pressure  on  its 
back  would  press  its  face  so  tightly  against  the  seat  on  which  it 


h-= 


ouble.poii«d  valve. 


slides,  that  there  would  be  excessive  friction,  consequently  the  relief 
n*aine  R  is  applied,  which  prevents  pressure  steam  from  getting  on 
a  large  part  of  the  back  of  the  valve.  Fig.  130  will  show  more  clearly 
how  the  ring  B  of  the  relief  frame  slides  steam  tight  on  the  back  of 
the  valve.  The  space  at  the  back  communicates  with  the  exhaust, 
and  a  pressure  gauge  is  often  provided  for  testing  the  packing  of 
the  ring. 

But  again,  the  large  valve  V  is  apparently  complicated  in 
another  way.  In  truth  it  is  only  complicated  by  its  parts  being 
doubled.  The  space  marked  E  is  exhaust,  that  marked  S  is  steam. 
In  Fig.  131  the  valve  is  at  its  mid  position.     Let  us  think  of  one 

L  2 
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end  of  the  cylinder  only  and  the  left-hand  side  of  the  valve. 
Nott;  that  the  passage  P  has  two  openings  into  it  instead  of 
merely  one,  and  that  whatever  is  occurring  at  one  of  them  is 
occurring  in  exactly  the  same  way  at  the  other.  If  a  student 
will    make   a  model  like  Fig.    131   of  paper,  and  move   it   on  its 

valve  scat,  he  will 

see    at   once   that 

this   is    the    ordi- 

]  narj'       locomotive 

'  slide    valve  who.ie 

parts      we      have 

doubled.     He   can 

easily    imagine    n 

I     treble-ported  valve. 

It  is  quite  evi- 

o  dent    that     there 

is  less  travel  with 

these  valves,  giving 

large   openings  to 

p'o.  ISO.  steam      and      ex- 

Two-portedvalio  with  rallrffnuno      !.„.„,  .      tL„      f  ;„ 

R,  Biid  brfance  pf«ton  P.  haust  ;    the    Iric- 

tional  work  saved 

in  this  way  is  of  some  importance,  because. 

o    in  spite  of  relief  frames   we   always   must 

have    much    loss  by  friction.     The   trick 

▼olve  of  Fig.  132  serves  the  same  purpose. 

The  student  will  notice  that  when  the  edge 

'     uncovers  the  port,  there  is  steam  entering 

the  same    port    through    the    hollow    part 

from  the  steam   space   on   the   other  side. 

This   valve   must    have   a   raised   seat.     It 

would  be  interesting   to   know   what   per- 

f  centage  of  my  readers   will    make  working 

FiQ.  i».  models  in  paper  of  Figs,  131  and  132. 

Fig.  134  shows  a  piston  TolTe  used 
when  there  are  highest  pressures.  This  is  merely  an  ordinary  slide 
valve,  only  that,  instead  of  having  a  flat  face  we  have  a  cylindrical 
tace,  and  pressures  are  very  well  balanced.  The  pistons  S  and  B 
are  packed  with  rings  as  ordinary  pistons  are  packed  to  make  them 
steam  tight.  The  port  openings  extend  all  round  the  pistons  except 
that  there  are  bars  acres-;  to  prevent  the  packing  rings  springing 
out.     Another  in  shown  in  the  Willans  engine  (Fig  233, \ 
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Sometimes  the  ateam  space  is  at  the  two  ends,  the  exhaust  being 
between  the  pistons,  surrounding  the  connecting  tube ;  sometimes 
the  reverse  arrangement   is   adopted,   as   in   Fig.   134.     A    slight 


FlO,  ISl.— DOCBH-POIITID  ViLVK   IS  MlD  PosiTiaN. 

AB  =  .i'B'  =  ouMde  Up;  CD=  r  C'  =  iiiiilde  lap.  The  put  A' S  C  Ef  tg  ui  auct  copy  of 
A  SCO.  Tha  apacs  S  ia  really  outalda  the  valve.  luid  la  filled  vith  itaam.  The  apace  S  ia  all 
erhauat.    Whatsvar  wcun  at  Uic  pnrt  P[  occun  at  the  ttxas  tUue  at  [he  port  P,. 

difference  in  size  of  the  two  pistons  allows  ua  to  dispense  with  a 
balance  piston. 

•e.  Soraetimea  momaDtnm  crliDdar*,  or  cushions,  are  fitted  iu  quick- 
ranning  engines  to  supply  the  forces  due  to  mere  inertia  of  the  valve  gear.  In 
Soj't  ABBlatant  OyU&dar,  instead  of  the  ordinary  balance  piston  we  have  a 
piston  which  ia  forced  by  steam  in  the  direction  in  which  the  valve  is  moving, 


Kl«.  IS2,— Tbi.-h  Valve. 

■o  that  the  eccentric  rods  are  greatly  relieved  ;  there  is  alao  the  neceasary 
cushioning  action  at  the  end  of  its  stroke.  In  existing  marine  engines  these  Joy 
Assislanta  may  exercise  as  much  as  20  borse-power, 

A  practical  man  who  understands  his  engine  will  not  need  any  hints  as  to 
the  ■•tUuK  or»alTeB.  Indeeii  this  merely  means  that  when  each  crank  is  at 
its  dead  points  its  valve  shall  just  have  the  proper  amount  of  lead  ;  not  quite 
the  same  perhaps  tor  both  ends  ;  and  this  ia  effected  by  the  nuts  on  the  valve 
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rods.  If  the  leads  at  bolh  ends  luve  Ui  be  iocreaaed  or  diuiiniahed,  the  admnct 
of  Uie  eccentric  loiist  be  altered.  The  position  of  the  valve  at  tnid  travel  IB 
exactly  midwa)'  between  ita  position  at  the  dead  points  (see  1  and  8,  Fig.  SO), 


yio.  IM.— The  Fish  Slide  Vaive  Otm. 

ThlxtsIhgHlmuleBtutTilveEeAn.  Tho  vilir:  In  worli«l  IrcDi  IbD  block  Dbytlic 
radiiM  rod  F.  Dm.j  be  lUlod  or  lowered  tn  Ibo  link  >lut  to  revere*  or  to  give 
dlflorent  gndat  of  eipanslnn.  The  link  Is  rigidly  part  of  the  eccenlrie  rtrajw,  the 
eeutre  of  wbo«c  dlec  I)  i>  HKf  from  the  main  muik.  The  point  C  of  the  link  or 
ccconlrtc  utiKpe  1h  guided  to  move  nearly  borlEontells  In  the  bk  of  *  cirtle. 

Tho  mult  Ismuoh  themune  <u  leabtAlood  by  the  imoolsUHKh  link  or  b;  lUdlfil 

111  thuHguniBpln  n1  K  works  another  alldcrlbrouBJi  the  rod  O.  WhcDtblegcar 
la  used  for  rsver«*],  C  i»  a  point  In  the  lino  Jotn'ng  *.  ""d  the  centre  ol  the  alot. 

and  this  ought  to  be  symmetrical  over  the  exhaust  port.  It  is  to  be  renieinbereit 
however  that,  especially  in  marine  engines,  there  is  more  lead  and  more  inside 
lap  at  the  lower  port.  There  is  another  reason  for  greater  lead  at  the  lower 
port :  it  enables  the  wear  of  the  eccentric  straps  to  be  laken  up. 
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CHAPTER    IX. 

THE   EXHAUST   AND   FEED. 

91.  When  steam  escapes  from  a  cylinder,  it  may  escape  to  the 
atmosphere,  and  the  engine  is  said  to  be  non-condensing.  Some- 
times the  steam  escapes  through  a  pipe  in  the  chimney,  so  that 
it  may  create  a  draught  through  the  flues  of  the  boiler.  This  is  the 
case  in  locomotive  engines  which  are  always  non-condensing.  Some- 
times the  pipes  through  which  the  escaping  steam  passes  are  sur- 
rounded by  the  feed-watev,  which  thus  gets  heated  before  it  enters 
the  boiler.  Sometimes  the  feed-water  supply  enters  a  box  in  spray, 
being  pumped  off"  from  the  lower  part  of  the  box.  The  exhaust  steam 
passes  through  this  box  also  on  its  way  to  the  atmosphere.  The 
main  objection  to  this  plan  is  that  the  feed-water  is  heated  before 
passing  through  the  pump,  and  this  gives  trouble.  Also  the  water 
takes  up  objectionable  oil  from  the  steam.  Weir  heats  the  feed- 
water  by  mixing  with  steam  from  the  lowest  pressure  receiver  of  a 
triple  expansion  engine.  Boiler  steam  is  sometimes  used  to  heat  the 
feed-water,  and  the  increased  efficiency  discovered,  is  really  due  to  the 
fact  that  the  method  used  greatly  increases  the  water  circulation. 
(See  Chap.  XXXIII.)  There  can  be  no  doubt  of  the  great 
benefit  derived  from  heating  feed-water  in  feed-water  heaters  by  the 
heat  in  the  flues  before  it  enters  the  boiler,  partly  because  rushes  of 
cold  water  produce  great  local  strains  in  the  shell  and  flues,  and  this 
is  thought  to  be  very  important ;  but  as  a  matter  of  fact  there  is 
usually  found  to  be  a  saving  of  something  like  10  per  cent,  in  fuel, 
on  the  whole.  Again,  the  heated  feed-water  tends  to  deposit  its 
sediment  in  the  heater  rather  than  in  the  boiler  itself,  and  besides, 
its  air  gets  greatly  driven  out  of  it.  The  air  is,  however,  only 
objectionable  in  condensing  engines. 

The  name  Feed-Water  Ecmiomiser  is  more  usually  given  to  a 
number  of  tubes  surrounded  by  the  waste  gases  which  are  about  to 
escape  up  the  chimney.     They  have  to  be  constantly  kept  cleaned 
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from  soot  by  means  of  scrapers.  One  seldom  sees  a  group  of  four  or 
five  Lancashire  boilers  without  a  feed-water  heater,  and  it  is  com- 
monly said  that  the  feed- water  heater  is  practically  equivalent  to  an 
extra  boiler  in  steam  produced,  without  extra  fuel  being  needed, 
(see  Fig.  196). 

92.  In  a  condensing  engine  the  exhaust  steam  passes  into  a 
cold  chamber  called  a  condenser.  This  chamber,  which  may  be  of 
any  shape,  is  kept  cold  sometimes  by  cold  water  circulating  round  it, 
and  is  then  called  a  surfoce  condenser ;  sometimes  by  jets  of  cold 
water  spraying  from  a  rose-head,  inside  the  condenser  on  the  end  of 
a  pipe,  the  other  end  of  which  dips  into  a  neighbouring  pond  or 
tank ;  then  it  is  called  a  Jet  condenser.  It  is  to  be  remembered 
that  the  weight  of  cold  water  needed  for  condensation  is  usually 
taken  to  be  about  thirty  times  the  weight  of  steam  to  be  condensed. 
Less  will  do ;  but  in  any  case  the  amount  of  water  needed  is  so 
great  that  we  never  dream  of  using  a  condensing  engine  if  the  water 
must  be  supplied  by  a  water  company  and  has  to  be  paid  for. 

Exercise.  1  lb.  of  steam  at  362  lbs.  per  square  inch  or  65°  C. 
is  condensed  by  water  at  15°  C,  the  mixture  being  40°  C,  what  weight 
of  water  is  used  ? 

In  the  table  of  Art.  180  we  see  that  the  latent  heat  of  the  steam 
is  561,  and  the  steam  not  only  condenses,  but  falls  25°,  so  that 
altogether  the  pound  of  steam  loses  561-1-  25,  or  586  units  of  heat. 
The  water  is  raised  25°,  and  hence  its  weight  is  586  -t-  25,  or  23  lbs. 

It  is  of  importance  that  a  student  should  be  able  to  calculate : 
1.  How  much  heat  must  be  given  to  feed- water  in  the  boiler  to 
produce  steam.  2.  How  much  heat  goes  away  from  the  cylinder  in 
the  steam,  whether  the  engine  is  condensing  or  non-condensing. 

To  raise  1  lb.  •  of  water  to  any  temperature  requires  (with 
enough  accuracy  for  our  calculations)  1  unit  of  heat  for  every 
degree.  Thus  to  raise  a  pound  of  water  from  0°  C.  to  d°  C.  needs 
0  units  of  heat.  To  convert  the  water  into  steam  at  5°  C,  without 
any  further  increase  of  temperature,  needs  I  =  606*5  —  0'695^  units 
of  heat.  This  last  is  called  the  latent  heat  of  the  steam ;  it  was 
measured  by  Regnault,  and  he  found  this  formula  to  represent  his 
results  pretty  accurately.  A  table  of  values  of  I  is  given  in  Art.  180. 
Let  a  student  consider  steam  at  1019  lbs.  per  square  inch.  Its 
temperature  is  165°  C.  Suppose  that  a  pound  of  feed-water  was  at 
40°  C,  it  took  125  units  of  heat  in  rising  to  165°  C.,and  it  then  took 
606*5  —  0*695  x  165  or  492  units  of  heat  to  convert.it  into  steam. 
Altogether  it  was  given  125  +  492,  or  617  units  of  heat  in  the 
boiler.  Let  us  suppose  that  a  pound  of  steam  escapes  from  the 
cylinder  at  17*53  lbs.  per  square  inch,  or  (according  to  the  tabk\ 
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page  320)  at  105°  C,  its  latent  heat  is  534  units,  and  if  we  imagine 
it  cooled  to  the  temperature  of  the  feed- water,  this  means  105  —  40, 
or  66  more  units.  It  therefore  would  carry  off  with  it  599  units  of 
heat.  In  a  condensing  engine  if  we  imagine  1  lb.  of  steam  at  say 
66''  C.  converted  into  water  at  the  temperature  of  the  feed-water 
(40**  C),  we  find  that  it  must  have  581  units  of  heat  taken  from  it. 
Now,  I  do  not  say  that  for  every  pound  of  steam  produced,  we  have 
a  pound  of  steam  in  the  exhaust,  because  some  of  the  exhaust  stuff 
is  water — ^but  the  above  figures  will  teach  an  important  lesson,  im- 
portant in  all  heat  engine  work,  namely,  that  we  take  away  and 
waste  in  the  exhaust  nearly  as  much  heat  as  we  give  to  the  stuff,  so- 
that  only  a  small  portion  is  utilised  and  converted  into  useful 
work. 

Having  to  take  away  by  means  of  cooling  water  this  great  amount 
of  heat  from  the  exhaust  steam  is  a  great  trouble.  It  is  so  great  a 
trouble  that  we  would  fain  use  non-condensing  engines  on  board 
ship.  Why  do  we  not,  then  ?  Because,  if  we  let  all  our  steam  go 
off  uncondensed  to  the  atmosphere,  where  shall  we  get  feed- water  for 
our  boilers  ?  From  the  sea ;  sea  water,  which  deposits  salt  inside 
the  boiler,  even  if  we  are  continually  trying  to  avoid  it  by  blowing 
off.  It  is,  however,  the  very  hard,  tight-sticking  deposit  from 
sulphate  of  lime  which  we  fear  most.  This  is  so  insoluble  in 
hot  water  that  it  is  impossible  to  use  sea  water  in  boilers  with 
pressures  higher  than  about  55  lbs.  per  square  inch  (absolute).  And 
this  also  is  the  reason  why  we  must  use  surface  condensers.  But  on 
land  when  we  can  get  a  sufficient  supply  of  fresh  water  for  the  feed, 
if  there  is  a  steady  load  on  the  engine,  and  we  use  high  pressures, 
there  is  often  found  to  be  no  great  advantage  in  having  a  condensing 
rather  than  a  non-condensing  engine.  If,  however,  the  load  varies 
greatly,  there  is  considerable  saving  in  using  a  condensing  engine  if 
we  do  not  have  to  pay  for  the  condensing  water. 

Calculations  .like  the  above  have  to  be  made  continually  in 
practical  work,  and  the  student  ought  not  only  to  work  numerical 
exercises,  but  he  ought  to  make  measurements  for  himself  in  a  heat 
laborator}'.  Even  one  actual  measurement  of  the  latent  heat  in  a 
quantity  of  steam  will  give  ideas  which  no  practical  man  ought  to  be 
without.  It  is  quite  absurd  to  think  that  a  man  who  has  only  this 
kind  of  knowledge  by  hearsay,  really  comprehends  what  he  talks 
about.  What  we  continually  need  to  remember  is  Regnault's  total 
heat  H,  the  heat  given  to  a  pound  of  water  at  0°  C.  to  convert  it  into 
steam  at  ff"  C,  and  its  amount  is  -H"  =  606*5  -f-  0*305^.  6  units 
of  this  is  spent  in  merely  heating  it  as  water,  and  H  —  6  or 
606*5  —  0*695  0  is  the  latent  heat.     Notice  that  there  is  less  latent 
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heat  in  high  pressure  steam  than  in  low  pressure,  although  there  is 
more  total  heat. 

If  students  do  exercises,  they  ought  to  take  cases  such  as  that  of 
say  one-quarter  of  a  pound  of  water,  and  three-quarters  of  a  pound 
of  steam — how  much  heat  has  produced  it  ?  how  much  heat  will 
it  give  out  in  the  condenser  ? 

The  following  method  of  calculation  is  very  much  more  suggestive  and  ac- 
curate than  the  last,  and  the  student  ought  to  work  at  least  one  exercise  very 
carefuUy. 

Exercise.  An  engine  uses  17  lbs.  of  dry  saturated  steam  at  101*9  lbs.  per 
square  inch  (absolute)  per  hour  per  indicated  horse-power.  How  much  heat 
enters  the  condenser  with  the  exhaust  steam  per  hour  per  horse-power  ?  Assume 
no  radiated  heat,  no  leakage  of  steam,  no  steam  jacket. 

The  total  heat  in  17  lbs.  of  such  steam  may  be  calculated,  or  from  the  table 
Art.  180  we  see  that  the  heat  supplied  is  17  x  656*8,  or  11,166  Centigrade  units. 
Now  1  horse-power  hour  is  1,980,000  foot-pounds,  or  (dividing  by  1393,  Joule's 
equivalent)  1422  Centigrade  units.  Hence  11,166  -  1422  or  9744  units  reach 
the  condenser  per  indicated  horse-power  hour. 

93.  An  injection  condenser  may  be  of  any  shape  ;  the  injection 
water  rushes  in  as  spray,  and  with  the  condensed  steam  and  air  it  is 
drawn  out  through  a  foot  valve  FT  in.  Fig.  136,  which  shows  an 
air  pump.  Fig.  47  shows  how  it  is  worked  in  marine  engines.  In 
the  down  stroke  of  the  bucket  the  water  passes  through  the  bucket 
valves  B  V:  in  its  up  stroke  this  water  is  lifted  and  passes  through 
the  delivery  valve  I)  V  to  the  hot  well.  Notice  that  many  light 
valves  are  often  used  in  air  pumps  instead  of  one  large  one  ;  this  is 
for  quickness,  and  also  that  they  may  lift  under  very  small  pressures. 
Valves  are  often  made  of  thin  sheet  brass  or  phosphor  bronze 
instead  of  india-rubber.  The  barrel  and  bucket  are  castings,  usual!}- 
in  gun  metal.  The  force  pump.  Fig.  140,  feeds  the  boiler ;  when 
the  plunger  A  is  lifted,  water  is  sucked  from  the  hot  well  through 
the  valves  GFE  to  the  barrel  of  the  pump;  when  the  plunger  is 
pushed  down,  the  water  in  the  barrel  is  forced  through  other  valves 
to  the  boiler.  The  feed  pump  is  usually  so  large  that  it  would 
supply  more  feed-water  than  the  boiler  needs. 

Intermittent  feeding  is  bad  for  many  reasons;  the  feed-water 
ought  to  be  supplied  regularly.  A  good  engine-driver  will  leave 
the  water  at  a  high  level  in  his  boiler  when  he  stops  his  engine  for 
a  time.  Sometimes,  however,  when  he  wants  to  start,  the  water 
may  be  too  low,  and  it  is  important  to  be  able  to  feed  the  boiler 
without  starting  the  main  engine.  This  gives  us  also  a  reason  why 
a  high  tank  of  water  is  so  useful,  as  we  may  easily  fill  the  boiler 
from  it.  It  is  usual  to  have  means  of  independent  feeding  in  all 
large  engines,  so  that  it  may  go  on  when  the  engine  is  stopped.  If 
injectors  (Art.  95)  only  are  used,  they  ought  to  be  in  duplicate.     If 
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-an  independent  steam  pump  or  other  separate  boiler  feeder  be 
employed,  it  is  usual  to  order  it  large  enough  to  supply  much  more, 
say  twice  or  three  times  the  actual  feed-water ;  this  is  done  with 
the  object  of  letting  it  work  slowly  so  that  it  may  wear  well  and  need 
little  attention.  The  Worthington  steam  pump  (Fig.  21a)  is 
usually  employed  because  it  gives  no  trouble  and  is  of  easy  regula- 
tion. In  ships  there  is  one  main  pump  in  each  engine  room  capable 
of  supplying  all  the  boilers,  and  there  is  one  auxiliaiy  pump  in 
each  boiler  room  delivering  only  to  specified  boilers,  and  with  suction 
from  either  the  feed  tanks  or  the  reserve  tank  or  the  sea. 

If  the  injection  water  is  dirty  we  must  be  careful  to  strain  it,  and 
if  we  have  a  purer  fresh  supply  it  is  usual  to  use  it  in  preference  to 
the  condensed  steam  as  feed-water.  We  often  use  a  fresh  supply 
when  we  have  a  surface  condenser,  as  condensed  steam  is  sure  to 
have  oil  in  it,  and  the  oil  does  harm  to  the  boiler.  Oil  sometimes 
seems  to  get  on  the  tubes  or  flues  of  the  boiler  in  places,  prevent- 
ing the  water  touching  the  metal  which  may  get  extremely  hot 
at  such  places.  I  have  sometimes  seen  places  in  the  crown  or  just 
beyond  the  crown  of  the  furnace  which  seemed  red  hot,  and  I  have 
usually  attributed  them  to  patches  of  oil.  Oil  filters  are  used  in 
marine  engines  to  free  the  feed -water  of  oil,  and  almost  no  oil  is 
now  being  admitted  to  valve  chests  or  cylinders  for  lubrication. 

A  surface  condenser  (see  Fig.  138)  is  usually  formed  of  a  great 
number  of  f  or  |-inch  drawn  brass  tubes,  ^V  i'^ch  thick,  about  1  inch 
apart,  of  zig-zagged  arrangement  in  a  brass  casing  C  C,  and  through 
them  cold  water  is  kept  circulating  as  shown  by  the  arrows  CWT  to 
(7  TTT  through  (7  FT  (in  amount  about  70  times  that  of  the  feed-water), 
by  means  of  what  is  called  the  circulating  pump,  which  is  usually  a 
centrifugal  pump.  In  a  marine  engine  it  is  the  sea  water  which  is 
kept  so  circulating,  and  there  is  usually  an  arrangement  by  which 
this  circulating  pump  may  draw  water  from  the  bilge  instead  of  the 
sea.  Driven  by  the  main  engines  there  are  also  usually  bilge  pumps ; 
there  are  then  often  four  pumps  forming  part  of  the  main  engine — 
air,  feed,  circulating,  and  bilge.  Fig.  139  shows  an  independent 
circulating  pump. 

The  tubes  are  always  kept  cold,  and  the  exhaust  steam  being 
admitted  at  A  into  a  closed  space  outside  and  all  round  these 
tubes,  is  condensed  and  is  drawn  away  through  B  by  the  air- 
pump.  The  condensed  water  is  the  feed-water^  and  needs  only 
an  occasional  small  addition  of  (fresh,  not  salt)  water,  because  of 
leakage  and  blowing  off.  Thus  the  same  water  is  used  over  and 
over  again,  and  an  engineer  need  not  have  more  variation  of  level 
than  an  inch  in  his  boiler.     Just  at  the  beginning  it  is  thought  well 
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to  use  salt  water  for  a,  short  time,  as  this  produces  a  thin  scale  all 
over  the  inside  of  the  boiler  which  is  thought  to  protect  the  plates 
against  pitting. 

Exercise.  In  recent  practice  one  square  foot  of  tube  condenses 
about  12  lbs.  of  steam  per  hour  (sometimes  a.  higher  figure  is 
taken).  Find  the  total  length  of  |-inch  tube  required  for  an  engine 
whose  maximum  indicated  power  is  1,000  horse,  using  16  lbs.  of  steam 
per  hour  per  indicated  horse-power. 

The  total  area  is  16,000  s-  12  or  1,333  square  feet.  One  foot  of 
f-inch  tube  has  a  surface  tt  x  |  X  12  square  inches  orTT  X  J  ■?- 12  or 
0196  square  feet.  Hence  1,333-7-0196  or  6,800  feet  length  of  piping  is 
required.     If  each  length  of  tube  is  8  feet,  we  need  850  lengths. 

It  is  usually  thought  well  to  employ  as  large  an  air  pump  with  a  sur- 
face condenser  as  with  an  injection  condenser,  although  there  is  much 
less  water  to  remove.  This  is  on  account  of  the  air  which  is  always 
present  in  water  to  some  extent,  and  from  which  the  condenser  must  be 
kept  free.  Not  only  does  such  air  spoil  the  vacuum,  but  the  merest 
trace  of  air  very  materially  retards  the  condensation  of  the  steam. 

94.  When  water  is  expensive,  as  in  a  town,  that  kind  of  surface 
condenser  which  is  called  an  e'yaporatl'ye  condenser,  may  be  used. 
It  consists  of  a  number  of  tubes  for  the  exhaust  steam,  their  outside 
surfaces  being  exposed  to  the  atmosphere  ;  a  small  circulating  pump 
being  employed  to  keep  them  wet  on  the  outside.  It  is  not  often 
used  for  engines  indicating  more  than  100  horse-power,  because  the 
outsides  of  the  pipes  give  off  white  clouds  of  condensed  vapour  which 
may  be  thought  to  be  a  nuisance. 

In  electric  lighting  stations  and  other  places  where  large  power 
is  needed,  and  therefore  the  increased  economy  due  to  condensation 
is  important,  and  in  places  where  a  large  supply  of  condensing  water 
cannot  be  cheaply  obtained,  this  kind  of  condenser  becomes  import- 
ant. Ordinary  surface  condensers  need  70  lbs.  of  water  per  pound 
of  steam.  Where  there  is  large  space  for  cooling,  the  water  for 
an  ordinary  surface  condenser  may  be  used  over  and  over  again,  but 
such  space  is  expensive  in  cities.  Now,  evaporative  condensers 
giving  24"  to  26"  of  vacuum  need  water  supply  in  amount  only  about 
\  of  the  weight  of  steam  condensed.  The  surface  must  obviously 
be  larger  than  in  an  ordinary  surface  condenser.  Care  must  be  taken 
that  the  condensing  water  trickles  from  the  hotter  to  the  colder 
parts.  Leakage  must  be  carefully  prevented,  and  so  joints  must  be 
good  and  accessible,  and  for  another  reason  they  must  be  accessible 
because  the  trickling  water  deposits  from  10  to  40  oz.  of  solid 
matter  per  square  foot  per  annum  and  the  pipes  must  be  cleaned. 
Horizontal  tubes  are  found  to  be  more  effective  than  vertical,  but 
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they  take  up  more  space.     Various  contrivances  have  been  invented 
to  cause  a  fairly  even  supply  of  trickling  water  everywhere.   Artificial 


fan  ventilation  is  found  to  greatly  (50  percent,  or  more)  iuuiciioc  unc 
cooling  effects.  Sometimes  the  fan  is  only  used  when  the  heavy 
loads  are  on. 
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A  jet  condenser  is  like  an  injector.  A  central  jet  of  injection 
water  is  surrounded  by  a  nozzle  for  exhaust  steam,  and  the  receiving 
pipe  gradually  expands  towards  the  hot  well.  The  steam  condenses 
and  passes  with  the  injection  water  to  the  hot  well,  no  air  pump 
being  needed. 

95.  The  Injector. — Steam  from  a  boiler  enters  the  injector  at 
S,  Fig.  138  a  ,  and  as  it  enters  a  place  of  low  pressure  at  the  end  of 
the  nozzle,  it  acquires  a  velocity  which  may  be  greater  than  1,300 
feet  per  second.  There  is  a  partial  vacuum  at  2>,  and  water  flows 
towards  it  from  a  tank  through  W.  Imagine  the  space  JD  filled  with 
water ;  the  steam  mingles  with  this  water,  condensing  and  heating 
the  water,  and  the  mingled  stream  passes  across  the  place  of  low 
pressure  G  into  A  with  a  sufficiently  great  momentum  to  overcome 
the  pressure  of  the  boiler,  which  it  enters  past  a  check  valve  V  and 
an  ordinary  controlled  valve  as  well. 

The  tank  may  be  below,  or  on  the  level  of,  or  above  the  injector. 

As  the  steam  handle  is  gradually  turned  first  a  small  quantity  of 
steam  enters  from  A'  driving  air  before  it,  creating  a  partial  vacuum 
at  D,  filling  the  spaces  with  water,  and  the  condensed  steam  water 
and  air  escape  by  the  overflow  to  0  F.  The  valve  admitting  water 
through  IV  is  now  opened.  As  the  steam  valve  is  more  opened 
a  greater  rush  of  steam  takes  place,  and  the  water  has  enough 
momentum  to  open  the  valve  and  enter  the  boiler;  there  is  now 
a  partial  vacuum  in  the  chamber  G,  and  hence  it  is  thought  good 
to  have  a  valve  in  the  overflow  pipe  to  prevent  air  entering  with 
water  into  the  boiler;  water  can  always  escape  through  OF.  If 
the  engine  is  non-condensing  I  approve  of  allowing  air  to  enter  the 
boiler,  as  it  prevents  condensation  in  the  engine  cylinder,  but  it 
produces  very  bad  effects  in  the  condenser  of  a  condensing  engine. 
It  is  evident  from  the  figure  that  we  can  control  the  flow  of  steam 
and  water;  when  we  diminish  the  water  supply  it  is  fed  into  the 
boiler  at  a  higher  temperature,  and  if  this  is  too  high  the  water  may 
boil  near  Jf  and  the  action  be  spoilt.  As  the  lift  from  the  tank  is 
greater,  there  is  more  chance  of  trouble,  and  it  is  seldom  that  the 
lift  is  more  than  20  feet.  There  are  various  arrangements  in  use 
for  automatically  adjusting  the  proportion  of  the  water  and  steam 
areas  at  the  nozzles  to  suit  changing  boiler  pressures. 

We  shall  see  in  Art.  381  that,  as  the  velocity  with  which  the 
water  reaches  M  is  greater,  the  efficiency  is  greatly  increased.  Now, 
coming  from  a  tank  on  the  level  of  or  below  the  injector,  it  is 
not  possible  for  the  water  to  have  a  great  velocity.  Hence  there 
are  injectors  of  double  action.  The  water  is  first  forced  into  a 
chamber,  when  its  pressure  is  about  20  lbs.  per  square  inch  above 
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that  of  the  atmosphere,  and  by  a  second  jet  of  steam  it  is  then  forced 
into  the  boiler.  In  the  injector  of  the  future  this  principle  will 
probably  be  greatly  amplified,  for  it  is  quite  easy  to  have  a  central 
telescopic  system  of  steam  nozzles  from  which  the  steam  emerges 
gradually,  at  first  with  the  slowly  moving  and  later  with  the  more 
quickly  moving  water. 


Fig.  139.— Marine  Engine  CiRcuLATiNa  Phmp  and  Condenser,  &c. 

This  shows  the  gun  metal  circulating  pump  C.P.  (usually  there  are  two)  driven  by  an  independent 
engine,  drawing  sea-water  through  the  inlet  suction  valve  I.S.,  driving  it  through  the  tubes  of  C  the 
condenser,  and  by  the  discliai^ge  pipe  B,  through  the  main  delivery  valve  M.D.  into  the  sea  again.  Both 
I.S.  ondM.D.  are  8crew*down  stop  valves  worked  by  hand.  In  case  of  need  C.P.  will  draw  water  from 
the  bilge  Instead  of  the  sea,  and  aischaige  directly  through  D  instead  of  the  condenser.  In  this  case 
there  is  acttial  lift  and  it  is  found  that  twice  the  speed  is  needed  to  deliver  about  half  as]  much  water. 
Nevertheless  the  possible  discharge  is  enormous ;  in  some  ships  1,000  to  1,500  tons  of  water  per  hour. 
The  independent  engine  driving  the  pumps  is  placed  well  above  the  bilge,  and  takes  steam  either  from 
the  main  boilers  or  auxiliary  boilers,  and  exhausts  either  to  main  or  auxiliary  condensers,  or  is  non- 
condensing. 
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CHAPTER  X. 

FLY-WHEEL  AND  GOVERNOR. 

96-  It  is  really  on  the  fly-wheel  that  we  depend  for  the  preven- 
tion of  sudden  changes  in  speed.     The  governor  is  too  leisurely. 

The  mass  of  a  fly-wheel  is  mainly  in  its  rim,  and  it  is  usual 
to  neglect  the  mass  of  the  arms  and  boss  in  calculations.  The  weight  . 
of  the  fly-wheel  in  pounds  divided  by  32*2  gives  the  mass  in  engineers' 
units.  Half  the  mass  multiplied  by  the  square  of  what  we  may  call  the 
average  velocity  of  the  rim  in  feet  per  second  is  the  kinetic  energy 
stored  up  in  the  wheel.  If  W  is  the  weight  of  a  fly-wheel  in  pounds, 
if  It  is  the  average  radius  of  the  rim  in  feet,  when  the  wheel  makes 
n  revolutions  per  minute,  it  is  easy  to  show  that  the  energy  stored 
up  in  it  is  WIPn^/5S74i  foot-pounds. 

The  following  exercises  will  bring  home  to  students  the  value  of 
the  fly-wheel : — 

1.  The  rim  of  a  cast  iron  fly-wheel  has  a  rectangular  section 
12"  X  10^  Its  average  radius  is  5  feet,  what  is  its  weight  ?  Its 
volume  is  12"xlO'^x27rx60  or  45,200  cubic  inches;  its  weight 
about  11,760  lbs.  and 

»^^5874  =  501. 

If  this  wheel  makes  100  revolutions  per  minute  its  kinetic  energy 
is  501,000  foot-pounds.  If  it  makes  n  revolutions  per  minute  its 
kinetic  energy  is  501  x  n\ 

Hence,  in  changing  from  any  speed  to  another,  we  can  calculate 
the  energy  that  it  will  store  or  unstore. 

2.  An  engine  with  the  above  fly-wheel  gives  out  on  the  average 
120  horse-power  at  100  revolutions  per  minute.  Therefore  the 
energy  given  out  in  one  revolution  is  120x33,000 -J- 100  or  39,600 
foot-pounds.  Now  let  us  suppose  that  the  fly-wheel  is  called  upon 
to  store  the  whole  of  the  energy  which  would  be  supplied  in  half  a 
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ri»volution,  because  perhaps  the  governor  is  too  sluggish,  what  is 
the  highest  speed  ? 

The  wheel  had  SOlxlOO^  or  501,000  foot-pounds  already;  we 
give  to  it  39,600  x  0*5  or  19,800  foot-pounds.  So  that  its  higher 
store  is  520,800,  and  this  is  50*1  times  the  square  of  the  new 
sptH?d.  Divide  therefore  by  501  and  extract  the  square  root,  and 
we  find  104  revolutions  per  minute  as  the  highest  speed. 

A  lai^  fly-wheel  is  usually  built  up  of  many  pieces  carefully 
fitted,  keyed  and  bolted  together ;  an  example  is  given  in  Fig.  144, 
iti?  rim  arranged  with  grooves  for  rope-driving.  It  only  differs  in  its 
rim  fit)m  a  common  form,  which  is  a  spur-wheel  which  would  drive  a 
mortise  wheel.  In  America,  engineers  often  use  a  wrought  iron  fly- 
wheel which  may  be  run  at  much  higher  speeds  than  a  cast  iron 
wheel.  Sometimes  the  power  is  taken  from  'the  fly-wheel  by  a  belt ; 
but  in  England  this  is  never  done  on  large  engines.  The  Americans 
are  beginning  to  imitate  the  much  superior  English  method  of  direct 

driving. 

When  an  engine  has  to  drive  a  single  machine,  such  as  a  djTiamo 
machine,  it  is  now  quite  usual  to  couple  the  crank  shaft  directly  unto 
the  shaft  of  the  dynamo ;  indeed  engine  and  dynamo  are  placed  on 
one  bed,  and  the  four  sets  of  brasses  are  bored  out  at  one  time 
so  that  they  may  be  exactly  in  line.  When  this  can  be  done  there  is 
a  very  distinct  saving  in  power. 

97.  Fig.  142  shows  the  modern  foi-m  of  the  Watt  Governor, 
loaded  as  it  now  usually  is.  AB  is  kept  rotating,  being  geared 
from  the  crank  shaft.  When  the  speed  is  steady,  the  centrifugal 
forces  of  the  balls  just  balance  their  own  weights  and  the  great 
additional  weight  W,  and  the  weights  of  any  other  parts  of  the  gear. 
Should  the  speed  increase,  there  is  increased  centrifugal  force,  the 
balls  separate  more  and  lift  W.  Fitting  the  neck  at  B  there  is  a 
ring  or  pair  of  blocks  on  the  fork  of  the  lever  C  D,  so  that  C  is  lifted 
and  by  means  of  the  lever  G  B  and  rods  going  to  the  throttle  valve, 
the  admission  of  steam  to  the  engine  is  lessened.  If  the  speed  is 
lessened  the  balls  come  nearer,  W  falls  and  the  admission  of  steam 
is  increased.  This  governing  of  the  engine  by  throttling  the  steam 
alters  the  diagram  by  altering  the  pressure  of  the  steam  entering 
the  cylinder. 

Sometimes  instead  of  lifting  a  weight  W^  we  compress  a  steel 
spiral  spring  placed  between  B  and  A.  In  this  case  we  have  a  means 
of  adjustment  of  the  forces. 

The  Hartnell  Oovemor  is  shown  in  Fig.  143.  ^  ir'i^  is  a  brass 
p   with    two  arms  EF  carrying  pins  at  F  F,     The  spindle  is 
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fastened  to  the  cap  at  A  and  makes  it  rotate.  The  balls  W  are  at 
the  ends  of  the  bell  crank  levers  W  FH.  When  the  speed  increases, 
the  centrifugal  force  of  the  balls  causes  them  to  lift  the  sleeve 
against  the  downward  push  of  the  spiral  spring  S\  the  lifting  of  the 
sleeve  throttles  the  steam  or  in  some  other  way  diminishes  the  work 
done  by  the  steam  in  the  cylinder.  There  is  usually  an  adjustment 
of  the  force  in  the  spring  which  is  easily  made  if  the  top  of  the  cap 
is  removed.     By  means  of  this  adjustment  we  can  make  the  governor 


Pio.  U2.— Loicen  W«rr  Oovehsob.  Fin.  143.-Hartwell  Uoveksob,  Rkochtibo 

THE  Cur  Ore. 

very  much  more  sensitive  than  that  of  Fig.  142.  That  is,  suppose 
the  normal  speed  of  the  engine  to  be  100  revolutions  per  minute  ;  if 
the  speed  increases  to  lOOJ,  or  diminishes  to  99J,  we  may  find  that 
the  balls  fly  out  very  far  or  come  in  near  one  another  very  much. 

When  we  try  to  make  a  governor  too  sensitive  and  quick  we  may 
cause  the  engine  to  hunt.  That  is,  the  balls  may  fly  out  so  much  for 
a  very  small  increase  in  speed  that  steam  is  shut  off  too  much  ;  the 
speed  decreases,  the  balls  fly  too  near  together  and  too  much  steam 
is  admitted,  and  so  the  speed  is  continually  fluctuating.  This 
hunting  action  cannot  be  thoroughly  understood    unless    one    has 
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studied  vibratory  motion  generally.     Solid  friction  aonaetimes  makes 
it  worse  ;  fluid  friction  as  of  a  dash  pot  greatly  destroys  it. 

The  governor  can  only  produce  effects  during  the  admission  of 


"T- 


steam  to  the  cylinder;  consequently  for  the   prevention   of  rapid 

changes  of  speed  we  must  depend  upon  the  inertia  of  the  fly-wheel. 

.  08.  To  study  any  centrini^al  governor,  Figs.  142  or  143 
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for  example,  what  we  have  to  do  is  to  find  the  equal  forces  F,  Fig.  140, 
which  (if  the  balls  were  not  rotating)  would  just  keep  the  balls  in 
that  particular  position.  We  can  calculate  this  (except  what  is  due 
to  firiction)  if  we  know  the  weights  and  shape  of  all  the  parts.  It  is 
an  excellent  exercise  for  students  to  find  this  force  experimentally. 


-^ 


O^ 


Thus  in  a  particular  governor  the  weight  of  each  of  whose  halls 
was  6  lbs.,  the  distance  which  I  call  r.  Fig.  146,  was  carefiilly 
measured  at  the  same  time  that  the  two  equal  forces  /"were  exerted 
horizontally  out  from  the  axis  by  means  of  two  spring  balances.  The 
first  set  of  readings  was  taken  when  the  balls  were  being  overcome 
and  were  pulled  out  from  the  axis  farther  and  farther ;  the  second 
set  when  the  balls  were  moving  inwards  and  overcoming  the  spring 
balances. 


V... 

,..,^ 

Viluei.  0 
«p«rim 

ntAlly  (oiind. 

Spoodfttwhichtbe 
centrifugal  toKX  la 

wu 

54 

297 

pulled 

73 

29» 

■5   . 

96 

SOS 

balU 

■5  . 

92 

300 

■*.... 

70 

293 

[3  .    .    .    . 

It  is  essential  that  even  a  beginner  should  understand  clearly  that 
centrifugal  forces  must  be  just  equal  to  the  values  of  F  when  the 
balls  are  just  going  out  or  in  for  their  various  positions.  The  numbers 
in  the  third  column  are  the  speeds  at  which  these  centrifugal  forces 
would  be  produced,  and  they  are  easily  calculated.' 

'  It  is  eaaj  t«  show  that  a  body  of  tr  lb.  making  n  revolutione  per  uiiDUte  if  its 
centre  revolves  in  a  circle  of  radius  r  feet,  has  a  centrifugal  force  in  pounds,  of  tlie 
amount  tcm'  -:-  2937.  Let  the  student  take  this  up  as  an  easy  eierciae.  Hence  if 
the  centrifugal  force  ia  equal  io  F,n  =  -1 2936  Fjior.     In  our  case  w  =  Q  lbs.,  and  it 
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Observe  the  calculated  speeds.     We  see  that  it  the  speed  is  291 

the  balls  will  still  tend  to  fall  nearer  even  when  r  is  so  little  as  3 ; 

if  the  speed  is  306  centrifugal  force  will  just  be  able  to  cause  the 

balls  to  move  out  beyond  r='5.     In  fact,  for  all  conditions  of  things 

for  this  range  of  motion, 
whether  centrifugal  force  is 
being  overcome  or  is  over- 
coming, the  limits  of  speed 
are  291  and  306. 

The  experimental  num- 
bers are,  however,  a  little 
misleading,  because  the  fric- 
tion of  the  mechanism  is 
always  very  much  less  when 
the  engine  is  running  than 
what  it  is  in  such  an  experi- 
ment. 

99.  I  have  said  that  we 
can  calculate  such  a  set  of 
numbers  as  are  given  in 
column  2,  and  therefore  the 
speeds  of  column  3.  Thus, 
for  example,  in  the  pendu- 
.  lum  governor  of  Fig.   142, 

or  let  us  take  it  as  it  often  is,  the  two  balls,  Fig.  147,  hung  from  pins 

at  Jfc^  and  ^and  two  arms  JB  and  KB  lifting  the 

sleeve  B.    Now  it  is  easy  to  show  that  in  any 

case  of  this    kind,  if  we    neglect   friction,   the 

speed  n  at  which  everything  is  just  in  balance 

is  inversely  proportional  to   the   square   root  of 

Aff. 

The  point  A  is  found  by  producing  the  arms 

WFsLud   WE  to  meet  the  axis,  and  If  is  on  the. 

same  level  as  the  centres  of  the  balls.     But  if  the 

balls  fly  out  a  little,  A  falls  and   H  rises,  and 

hence   for  a   double   reason    the   distance   A  If 

diminishes.     Hence  for  quite  a  small   range   of 


Fia.  147. 


Via.  148.-  Go\TiRNOR 
WITH  Croshed  Rods. 


is  easy  to  see  that  n  =  22*1  \^P/r.  This  is  the  formula  from  which  the  speeds  in 
column  3  have  been  calculated.  It  is  to  be  noticed  that  if  F  and  r  are  plotted  on 
squared  paper,  any  straight  line  drawn  through  the  origin  as  it  passes  through  points 
where  F/r  is  constant  will  represent  a  particular  speed.  If  the  slope  of  the  /'.r 
curve  is  greater  than  that  of  a  radial  line  there,  it  means  stability. 
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motion  there  is  considerable  change  of  speed.     It  is  much  better 

to  let  E  and  F  be  close  to  the  axis,  or  even  to  be  in  the  axis  as 

shown  in   Fig.    142.     When  a  more  sensitive  governor  is  desired 

the    arms     are    sometimes 

crossed  as  shown    in   Fig. 

148.      In    this   case   when 

the  balls  go  out,  H  rises 

but  A  rises  also,  and  there 

may  be  as  little  change  as 

we  please  in  the  speed,  for 

quite  diflFerent  positions  of 

the    balls.     Indeed,    it    is 

evident   that    we    may  go 

beyond  the  limit  and  have 

a    governor    the     balls    in 

which  go  further  out  as  the 

speed  is  lessened. 

In  the  Watt  or  Pendu- 
lum Governor  of  Figs.  142 
or  147,  if  there  were  no 
friction,  there  would  be  no 
virtue  in  the  load  W.  W 
is  useful  because  it  is 
necessary  with  it  to  have 
the  centrifugal  and  resist- 
ing forces  ever  so  much 
greater,  and  therefore  the 
forces  of  friction  in  the 
gear  which  must  be  moved, 

become  quite  inconsiderable  in  comparison.     The  weight  therefore 
gives  what  we  call  power  to  the  govetmor. 

It  is  easy  to  show,  as  in  the  following  exercises,  that  by  adjusting 
the  initial  push  in  the  spring  of  the  Hartnell  Governor,  we  can  make 
it  more  or  less  nearly  isochronoiu  (all  the  speeds  of  the  last  column 
of  the  table,  page  169,  the  same)  or  even  unstable,  and  by  increasing 
the  stiffness  of  the  spring  we  make  it  more  powerAil. 

lOO.  Loaded  Watt  Qovtrnor.  Exercise.  In  Fig.  142  the  pins  above  and 
below  being  supposed  to  be  in  the  axis  and  the  arms  each  of  length  1,  the 
distance  of  each  w  from  the  axis  being  r ;  W±,f  being  the  axial  load,  including 
much  besides  friction  ;  it  is  easy  to  see  that 


Fio.  140.— Governor  with  Crossed  Rods. 


t' =  (W  +  w ±f)  ;j^=^ 
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A  student  will  find  it  very  interesting  to  take  numerical  examples,  plotting  F 
and  r  and  dealing  with  the  curve  or  with  the  numbers  as  described  above. 

Exercise.  Take  w?  =  3  lb8.,/=  1  lb.,  /  =  1  foot,  find  the  limiting  speeds,  if 
the  limiting  positions  of  the  balls  are  r  =:  0*45,  r  =  0'55  feet.  Let  this  be  done 
when  the  loads  W  are  0,  10,  50  and  100  lbs.  The  answers  are  given  in  the  table. 
I  also  give  the  fluctuation  of  speed  which  is  the  range  of  speed  divided  by  the 
average  speed. 


Values  of  W. 


10 


Highest  speed  ...  68 '45 

Lowest  speed    ...  46 '82 
Fractional  fluctuation 

of  speed     ....  0'3753 


128-1 
114'8 

01095 


50 


251  7 
238-7 


0-0530 


100 


349 '2 
334-4 


Unloaded 

frictionlees 

governor. 


59-30 
57-35 


00433       0-0334 


As  we  see 


that  »  =  .£  Vf  \/^^„— 


where  h  stands  for  v/*  -  r*  we  had 


better  calculate  the  first  part 


once  ;  this  gives  evidently  the  limiting 


speeds  for  an  unloaded  frictionless  governor,  or  59*30  and  57*35  revolutions  per 
minute ;  these  multiplied  by  a/  —    —  and    w J_  give  the  limiting  speeds 

of  the  loaded  governor  with  friction. 

Exercise.  Prove  that  the  constant  load  W  on  the  Watt  Governor  is  better 
than  the  load  produced  by  a  spring. 

To  do  this  it  is  only  necessary  to  remember  that  with  a  spring,  W  will 
become  greater  as  r  increases  ;  hence  in  calculating  the  numbers  of  such  a  table 
as  the  above,  take  W  a  certain  amount  too  much  for  each  of  the  higher  speeds, 
this  will  evidently  produce  a  greater  fluctuation. 

When  the  balls  are  connected  with  the  weight  in  a  mort  complicafed  fashion 
it  is  easy  to  arrange  that  the  action  is  as  if  W  diminished  when  r  increases,  and 
in  this  case  it  is  easy  to  approach  isochronism  or  even  instability.  There  are 
several  governors  on  this  principle. 

lOl.  Exercise.  Assuming  for  ease  of  calculation  that  in  the  Hartndl 
OovemoTf  w  (the  whole  mass  may  be  supposed  to  be  at  u?)  moves  out  not  in  the 
arc  of  a  circle,  but  horizontally,  show  that  we  can  get  any  amount  of  power 
and  sensitiveness,  stability  or  instability. 

It  is  evident  that  F  =  a  +  br  ±,  /where  the  constant  a  depends  upon  the 
amount  of  tightening  up  of  the  spring  and  the  weight  of  the  gear ;  h  is  pro* 
portional  to  the  stiflness  of  the  spring,  and  /represents  friction.     Hence 


./29.36/a±/        \ 


Take  tr  =  3,  /=  1,  and  find  the  greatest  and  least  speeds  if  the  greatest  and 
least  values  of  r  are  0*45  and  0'55. 

I  take  two  cases,  a  stiff"  spring,  6  =  200,  and  a  weak  spring,  6  =  10;  I  take 
also  various  amounts  of  tightening  up.  Increasing  a  means  increasing  the 
initial  compression  of  the  spring.     It  will  be  noticed  that  if  a  is  0,  it  means 
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that  the  push  on  the  stiff  spring  when  in  the  innermost  position  of  the  balls,  or 
r  =  0*45  is  90  lbs.,  and  in  the  case  of  the  weak  spring  4*5  lbs. 
Algebraically,  neglecting  friction,  it  is  evident  that 

dn       _  1468  a- 
dr  wn  r* 

so  that  for  isochronism  a  must  be  0,  and  for  stability  a  must  be  negative.  But 
when  there  is  friction,  such  tables  of  numbers  as  these,  easily  worked  out  even 
by  elementary  students,  ought  to  be  studied — 


For  stiff  Spring,  b  =  200. 


Values  of  a   .    .    .     20 


-1 


-2 


-10 


-20 


-80 


Highest  speed  .    .  4829       |44d'o 


Lowest  speed   .    .   487  0 


Fractional  fluctu- 
ation of  speed  .    -0*008 

;  beyond 
'  stability 


442-5       440-4       4240       402-5       12350 


442-5       437-5       435  0 


414-6 


387-4      1139-9 


•0090 


-0116:        0123 


-0231 


0-382      -507 


For  weak  Spring,  h  =  10. 


Values  of  o 


Highest  speed  .    . 


Lowest  speed 


Fractional  fluctu- 
ation of  speed  . 


3 

2 

1 

130-0 
118-9 

1230 

115-5 

109-4 

98-9 

-1 


-2 


-0892 


-1170 


1584' 


98-9      !    89-5 


73-8 


57-1 


-3 


79-0 


330 


•290 


■443 


-821 


lOfl.  The  static  theory  of  governors  which  I  have  given  must  sufGlce  for 
my  readers  for  the  present.  A  satisfactory  general  dynamic  theory  does  not  yet 
exist,  although  there  are  elaborate  French  and  German  treatises  on  the  subject, 
and  yet  it  seems  to  me  that  if  a  scientific  engineer  were  to  study  the  matter  he 
would  not  find  it  difficult  to  create  a  satisfactory  theory.  It  would  deal  with 
the  solution  of  two  differential  equations. 

1.  The  statement  that  (keeping  to  the  letters  of  Art.  100)  if  t  is  time,  and 
if  2w'/g  is  the  whole  effective  inertia  of  balls  and  gear  when  the  balls  move  out 


df 
radially,  and  if  2c  -^  is  a  fluid  frictional  resistance. 

w      o       TT       *<^  d^         dr 
.7  g  dt^         dt 


(1) 
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2.  At  the  angular  velocity  a  suppose  that  there  would  just  be  equilibrium, 
if  each  ball  were  at  the  axial  distance  r  -  x,  the  actual  distance  being  r.  Let 
the  method  of  regulation  be  such  that  there  is  a  torque  acting  upon  the  engine, 
which  is,  say,  2/3if'(x).  As  a  simple  case  we  might  take  this  as  proportional  to 
x,  say  20X.  Let  the  whole  momentum  of  the  engine  be  imagined  gathered  in  a 
fly-wheel  on  the  spindle  of  the  governor,  of  moment  of  inertia  21.    Then 

^{(/- J  »••)«} +  /»<«xK=0 (2) 

The  solutions  of  these  equations  are  easy  enough  for  the  governors  of  Figs. 
142  and  143.  I  have  sometimes  given  them  to  students,  but  in  truth  the 
practical  problem  has  too  little  in  common  with  this.  In  the  first  place  part 
of  this  suits  only  a  steam  turbine,  to  which  one  time  for  regulation  is  the  same  as 
another.  Secondly,  it  is  only  in  electromotors  that  we  have  the  right  to  assume 
that  when  a  regulating  device  is  moved  the  regulation  begins  almost  immediately. 
In  truth  we  want  2fi\^{x)  to  be  a  function  in  which  there  is  a  time  lag.  Thus 
X  is  some  function  of  the  time ;  let  tffix)  be  called  0  (^),  then  an  approximate 
solution  would  be  obtained  by  taking  the  quickening  torque  to  be,  not  2$^  {t), 
but  2$^{t  -  m)  where  m  is  a  constant,  the  amount  of  time  by  which  the  actual 
regulation  lags  behind  the  motion  of  the  governor  balls. 

I  made  an  attempt  myself  some  time  ago  to  form  a  theory  on  these  lines, 
but  I  had  not  leisure  to  finish  it,  nor  can  I  now  recall  any  useful  part  of  it  to 
my  memory. 

103.  The  balls  of  even  the  most  powerful  governor  must  alter  in 
position  if  the  gear  is  to  be  altered,  and  it  is  evident  that  it  cannot 
maintain  an  absolutely  constant  speed.  For  very  perfect  governing 
we  let  a  governor  with  the  very  smallest  motion  of  its  parts  command 
some  other  agency  to  shift  the  gear.  Such  a  relay  governor  may 
command  the  movement  of  great  sluice  valves  of  water  wheels ;  it 
acts  as  if  by  pulling  the  trigger  of  a  gun,  or  like  Von  Moltke  of  the 
German  Army.  A  common  plan  is  to  let  it  shift  the  valve  which 
admits  steam  to  an  auxiliary  steam  engine  which  really  does  the 
work. 

104.  If  the  governor,  instead  of  throttling  the  steam,  were  to 
lift  and  lower  a  link  of  the  Stephenson  link  motion,  it  would 
govern  the  engine  in  quite  a  different  way.  This  method  is  very 
seldom  employed. 

But  what  is  very  often  done  is  to  let  the  governor  affect  in 
some  way  the  point  of  cut  off.  To  explain  how  this  may  be  done  I 
will  first  describe  a  slide  valve  which  has  an  independent  cut  off 
valve  on  the  back  of  it.  In  Fig.  150yffLI)is  an  ordinary  slide  worked 
in  the  ordinary  way  by  a  single  eccentric  or  by  a  link  motion.  It 
is  the  part  from  JD  to  H  which  is  exactly  like  a  simple  slide,  but  the 
valve  is  made  larger  so  that  instead  of  terminating  at  D  and  H,  D 
and  H  are  merely  two  openings  in  a  larger  casting.  Notice, 
however,  that   D  jET  has  outside  lap  and  inside  lap  as  before,  and  so 
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long  as  steam  is  allowed  to  exist  at  D  and  H  and  exhaust  at  L, 
this  is  an  ordinary  slide  valve.  The  eccentric  to  move  it  is 
usually  arranged  to  cut  off  at  about  J  of  the  stroke.  When  a  link 
motion  drives  it,  the  motion  is  never  used  in  intermediate  gear,  it  is 
always  either  in  full  forward  or  full  back  gear. 

As  a  matter  of  fact,  we  rely  upon  SL  D  only  for  admission,  release, 
and  compression.  The  edges -T  and  F  may  cut  off  in  a  sense,  but  it  is 
shutting  the  stable  door  after  the  steed  is  stolen  ;  they  only  out  off 
the  port  Aot  C  from  the  steam  spaces  D  or  H,  but  in  truth  D  or 


H  has  had  its  own  steam  cut  off  previously  by  the  block  ME  or 
the  block  j\'' G.  The  blocks  M E  &nA  NGare  worked  by  a  second 
spindle,  B  R,  driven  by  an  eccentric  of  its  own. 

If  only  one  main  eccentric  works  P  Q,  the  main  valve,  the  cut  off 
eccentric  is  about  90'  ahead  of  the  main  eccentric.  This  is  the  best 
angle.  But  if  /*  Q  is  worked  by  a  reversible  link  motion,  the  cut  ofl 
eccentric  is  symmetrically  placed  relatively  to  the  fore  and  back 
main  eccentrics. 

I  do  not  think  that  this  motion  can  be  understood  by  beginners 
unless  there  is  a  model. 

With  a  model  one  interesting  exercise  is  to  show  how  the  cut  off 
alters  when  we  alter  the  distance  from  E  to  G.  The  rod  B  has  right 
and  left-handed  screw  threads,  so  that  if  it  is  turned,  as  it  may  be 
by  the  engine  driver  or  by  the  action  of  a  governor,  the  cut  off  is 
altered. 

Another  exercise,  more  important,  is  to  show  how  the  cut  off 
alter:  when  we  alter  the  travel  of  the  cut  off  valve.  This  is  the  usual 
way  in  which  the  governor  varies  the  cut  off,  and  in  Fig.  143  I  show 
how  a  Hartnell  Governor  lifts  the  rod  JL  and  so  lifts  the  valve  rod 
K  L,  the  block  K  sliding  in  the  slot  of  a  link  MN.  M  is  the  fixe<l 
point  of  the  link  and  P  is  the  cut  off  eccentric  rod,  and  hence 
when  K  is  lifted  the  travel  of  the  cut  off  valve  ii 
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105.  There  are  many  forms  of  Tappet  motion  and  Trip  gear 

for  engines  which  cut  off  very  sharply  without  wire-drawing,  the 
cut  off  being  regulated  by  the  governor.  A  student  ought  to  study 
very  carefully  some  one  form  of  each  kind. 

Of  the  Trip  gear  the  Corliss  is  the  most  important. 

It  is  easy  to  arrange  a  governor  for  a  marine  engine,  but  in 
truth  an  ordinary  governor  is  not  wanted.  What  is  very  much  wanted 
indeed  is  something  to  do  what  a  fly-wheel  does  in  factory  engines, 
When  a  vessel  pitches,  and  especially  if  she  has  little  cargo,  her 
screw  gets  greatly  uncovered  by  water,  there  is  much  less  resistance 
to  its  motion  than  usual,  and  the  engine  races.  No  governor  yet 
invented  is  quick  enough  in  its  action  to  prevent  racing.  A  steady 
speed  could  certainly  be  maintained  by  braking  the  engine  and  wasting 
energy  when  she  went  too  fast,  but  nobody  has  cared  to  adopt  this 
extravagant  method.  I  cannot  imagine  anything  so  good  as  a  fly- 
wheel ;  but  a  fly-wheel  for  the  main  engines  on  board  ship  has  not 
yet  been  tried.  Possibly  a  geared  fly-wheel  may  yet  be  tried  run- 
ning at  a  very  high  speed,  although  one  foresees  considerable 
difficulties  at  its  bearings  on  account  of  gyrostatic  action.  Anybody 
who  holds  in  his  hands  the  frame  of  a  spinning  gyrostat  will  under- 
stand what  I  mean.  In  the  case  of  the  Parsons*  steam  turbine, 
which  runs  at  very  high  speed,  there  ought  to  be  no  great  difficulty 
in  applying  a  fly-wheel  to  prevent  racing.  Brown  s  Governor  merely 
brings  all  the  links  of  the  various  cylinders  to  mid-gear  when  the 
speed  exceeds  a  certain  limit.  Pneumatic  and  electrical  methods 
are  in  use  for  governing  by  the  changing  water  pressure  at  the 
stern.  The  "  Dunlop  "  and  other  Governors  govern  by  the  change  of 
pressure  at  the  stern  of  the  vessel  affecting  the  steam  supply  ;  gene- 
rally by  relay  apparatus  acting  through  steam  pressure  or  the  con- 
denser vacuum.  Some  govern  by  the  changing  torque  in  the  propeller 
shaft,  and  others  by  the  thrust  in  it.  In  all  cases  it  has  been  found 
necessary  to  control  more  than  the  supply  to  the  high  pressure 
cylinder.  See  papers  by  Mr.  Blaine  in  the  Mechanical  Woidd,  1894-6. 


CHAPTER  XL 

THE  BOILER. 

lOe.  The  Lancashire,  multitubular,  French  and  other  large 
and  heavy  forms  of  stationary  boilers  require  less  attention  and  cost 
less  than  the  smaller  and  lighter  marine  and  locomotive  and  water- 
tube  boilers ;  but  each  suits  better  than  another  the  conditions 
under  which  it  is  used ;  a  well-designed  boiler  of  any  of  these  types 
is  just  about  as  economical  in  evaporation  of  steam  per  pound  of  coal 
as  any  of  the  other  types.     (See  tables,  Art.  261.) 

Modem  boilers  are  expected  to  stand  high  pressures  with  no 
leakage,  giving  quietly  and  steadily  a  large  supply  of  dry  steam 
economically.  Safety,  simplicity  of  construction,  ease  of  access  for 
examination  cleaning  and  repairing,  parts  easily  renewed,  durability 
against  wear  and  tear,  these  are  the  important  properties  expected  in 
all  cases.  As  large  differences  of  temperature  occur,  especially  under 
forced  draught  in  marine  boilers,  great  care  must  be  taken  con- 
cerning unequal  expansions  due  to  heat.  Hydraulic  tests  are  relied 
upon  for  tightness  of  joints  and  permanent  alterations  of  form,  the 
usual  test  pressure  in  the  Navy  being  about  90  lbs,  per  square  inch 
above  the  working  pressure ;  but  twice  the  working  pressure  is  the 
common  test  pressure  in  the  mercantile  marine. 

107.  While  other  boilers  have  greatly  altered  during  the  last 
30  years  there  has  been  but  little  change  in  factory  boilers.  The 
laancashire  (the  name  given  to  the  Cornish  boiler  when  it  has  two 
flues)  boiler  of  Figs.  151-3,  and  also  of  Figs.  172-3,  is  usually 
6  or  7  feet  in  diameter,  and  25  to  30  feet  long.  If  there  were 
only  one  flue  its  diameter  would  be  about  ^ths  of  that  of  the 
shell :  when  there  are  two  flues,  each  is  about  f  ths  of  that  of  the 
shell.  The  space  between  them  must  not  be  less  than  5",  and  be- 
tween each  of  them  and  the  shell  4".     Such  a  boiler  will  evaporate 
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from  two  to  three  tons  of 
water  per  hour.  All  parts 
of  it  are  easily  accessible. 

The  shell  is  formed  of 
plates  of  iron  or  steel,  with 
single  or  double  riveted 
joints ;  a  single  plate  about 
20  feet  long,  ^  feet  wide, 
forms  one  of  the  rings 
shown  in  Fig.  151.  As  a 
cylindric  vessel  is  twice  as 
likely  to  bun^t  side  wise  as 
endwise  (even  neglecting 
the  extra  endlong  strength 
due  to  flues  and  stays),  the 
straight  side  seams  (they 
break  joint  along  the  boiler) 
are  much  more  strongly  . 
made  than  the  circular 
seams.  Thus  if  the  side 
seams  are  double  riveted 
butt-joints,  with  two  cover- 
ing plates  (see  Fig.  165). 
the  circular  seams  are  single 
or  double  riveted  lap  joints 
like  Figs.  156  or  157.  No 
side  seam  is  exposed  to  the 
flue  gases. 

The  holes  for  the  flues 
are  bored  out  of  the  flat  end 
plates  (which  are  also 
turned  up  on  their  edges), 
and  the  flues  are  fastenetl 
either  by  stiff"  angle  irons  as 
shown  in  Fig.  151,  or  by 
flanged  ends.  The  flue  i» 
formed  of  lengths  of  tube, 
welded  up  so  that  there  is 
no  visible  straight  seam : 
notice  that  even  the  Oal- 
loway  water  tubei,  G  T, 
are  welded  into  the  flue 
rings  without  visible  seam. 
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This  ia  a  great  advantage,  not  merely  because  there  is  less  fear  of 
leakage,  but  also  because  riveted  joints  in  any  flue  are  apt  to  get 
too  hot.     Over  the  grate  we  are  particularly  anxious  to  avoid  seame 


Flo.  iw.  Fio.  isa. 

OoH  BWttoiu  of  LoDcuhln  bollor  sbowhig  BuswtB  0  P,  Joknliig  of  flu<u  ta  flndfl,  two  etAya  and 

in  all  furnaces.  The  ends  of  the  rings  are  flanged  and  riveted 
together  with  a  ring  of  plate  between  which  is  good  for  caulking 
(see  Fig.  158).  These  flanged  joints  stiffen  the  flue  against  a  crumpling 
or  buckling  kind  of  collapse,  and 
they  are  very  much  better  than  the 
rings  of  Figs.  159,  1({0,  and  161, 
In  all  cases  it  is  well  that  the 
flanges  or  rings  in  the  two  flues 
should  not  be  close  together,  as  the 


space  is  already  small.  Sometimes  the  lengths  of  flue  are  corrugated, 
aa  in  Fig.  162. 

'  108.  natpartsofboilersneedcarefulstaying.  Notice  the  gusset 
pieces  G  P,  Figs.  151  and  152,  fastening  the  ends  to  the  shell,  and  also 
the  two  long  stay  bolts  from  end  to  end.  In  the  figures  the  guseet 
pieces  come  down  too  closely  on  the  stays,  giving  too  much  stiShese. 
The  ends  are  usually  gths  thick  for  a  working  pressure  of  100  lbs.  per 
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square  inch.  The  ends  ought  not  to  be  thicker  than  is  actually 
necessary  for  strength,  because  it  is  good  that  they  should  yield 
easily.     The  ends  of  the  shell  are  in  two  halves  welded  together. 


Via.  150.— StsciLR  Bi 


turned  up  on  the  edge,  bored  out  for  the  flues.  Figs.  1.53  and  163 
show  bow  these  bolts  are  fastened  with  large  washers.  They  are 
iairly  close  together,  and  14  inches  above  the  flue.  All  so  necessai^- 
iis  these  long  bolts  may  be,  some  engineers  think  that  they  ought  not 
to  be  used,  as  they  unduly  prevent  bulging  of  the  ends 

Probably  the  most  important  thing  to  consider  in  boilers  is  the 
eflfect  of  unequal  temperatures  in  the  various  parts    Soon  after  the 


fires  in  a  Lancashire  boiler  are  lighted,  the  front  end  will  be  found 
to  bulge  or  breathe,  as  it  is  called,  as  much  as  Jth  of  an  inch,  also 
the  flues  are  found  to  Itvff  or  risi'  in  the  middle  as  much  as  05  inch. 
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Exercise.  In  a  30-foot  boiler  the  flues  are  at  200°  C,  the  shell  in 
at  100°  C.  What  is  the  difference  in  the  amounts  of  expansion  from 
0   C.  if  both  are  free  to  expand  ? 

Answer.     -86"  -  '43'  =  -^i". 

It  is  therefore  very  important  in  designing  any  boiler,  to  arrange 
that  any  part  may  become  larger  or  smaller  without  unduly  stressing 


itself  or  the  other  parts.  It  is  for  this  reason  that  many  makers  say 
that  30  feet  ia  the  maximum  length  for  a  Lancashire  boiler.  Note 
that  to  have  an  external  angle  iron  at  the  front  allows  more  spring. 
We  cannot  have  one  at  the  back,  as  furnace  gases  would  hurt  it. 
Modern  boilers  arc  distinguished  by  possessing  this  thermal  tpringl- 
neia ;  corrugated  iiues,  Hanging  of  plates  in  general,  and  in  par- 
ticular the  flanging  of  the  flue  rings  of  Fig,  151.  The  bent  tubes  of 
the  Thomycroft  boiler  (Fig,  209)  conduce  to  springiness.  Of  course 
we  prevent  unequal  heating  as  much  as  possible.  For  example,  note 
how  the  cool  feed-water  enters  by  the  long 
pipe  FW  {Fig,  151),  as  it  does  also  in  the 
marine  boiler,  so  that  it  cannot  produce  local 
rapid  cooling  of  any  part  of  the  boiler.  The 
thermal  straining  of  the  marine  boiler  of 
Fig.  205  shows  itself  most  by  the  leakage  of 
the  tubes  in  the  combustion  chamber  under 
forced  draught.' 

The  theory  of  strength  of  a   shell  really       "'"■ '^^^^r's",-^'"'" 
depends  upon  the  pulling  force  being  uniformly 

distributed  round  any  plane  section  that  may  be  imagined.  When 
we  make  a  hole,  and  especially  when  we  make  a  large  hole  (this 
is  why  we  like  all  fittings  to  have  separate  mouth-pieces),  care 
must  be  taken  to  so  strengthen  the  plate  round  the  hole,  that  it 
may  be  able  to  resist  the  quite  different  sort  of  forces  introduced 
because  we  have  a  mouth-piece  for  some  kind  of  fitting,  instead  of 

'  When  the  tightnens  at  an  iron  joint  depencU  on  Bqiieeiing,  a  red  heat  produce 
an  annealing  action,  and  the  elastic  preaaure  ia  apt  to  disappear  ;  hence  tiibea  leak. 


For  example,  note 
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a  contiDUOiis  piece  of  boiler  plate.  Fig.  165  will  show  the  sort  of 
precautions  taken.  A  single  row  of  rivets  may  suffice  when  an 
opening  is  small,  but  a  double  row  is  necessary  when  the  opening 
is  largo. 

109.  The  dome,  sometimes  wrongly  used  on  Lancashire  boilers 
(because  it  is  expensive,  weakens  the  shell,  tends  to  leakage,  and  is 


r  unhandy  when  the  boiler  is  carried  or  is  being  turned 
round  on  its  seat  to  be  mended),  as  well  as  on  locomotive  boilers, 
needs  special  care.  Some  makers  do  not  make  a  large  hole,  but 
merely  perforate  the  plate  underneath  the  dome  with  many  holes. 


To  attach  any  fitting  we  must  have  suitable  fitting  or  leatlng 
block*  like  Fig.  165,  permanently  riveted  to  the  shell,  and  bolt  the 
safety  valves,  stop  valve,  man-hole  door,  Sic,  to  them  on  truly  planed 
faces.  Such  seating  blocks  are  never  now  of  cast  iron,  nor  indeed  of 
malleable  cast  iron,  for  although  this  lends  itself  to  the  riveting  pro- 
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cess,  and  is  sufficiently  malleable  for  the  purpose,  we  can  now  obtain 
forgings  or  steel  castings,  which  are  much  stronger.  Also  we  find  there 
is  less  tendency  to  leakage,  and  leakage  leads  to  corrosion.  A  man- 
hole fitting  of  the  most  approved  design  is  shown  in  Fig.  166.  The 
boiler.  Fig.  151,  has  no 
dome.  /"  is  a  horizontal 
pipe  well  perforated  along 
its  upper  surface,  and  drj" 

steam    may    be     drawn  _., 

away  through  the  stop-  ^^^mm^^j^tiu 

▼alve    attached     to    C  Wi.  iwi— man-hole  dook. 

The  water  is  in   ebulli- 
tion, the  bteam  space  has  much  spray  in  it,  and  domes  or  other  con- 
trivances are  adopted  so  that  steam  may  be  drawn  off  at  some  place 
where  there  is  almost  no  spray  without  priming.     Priming  means 
the  carrying  off  of  water  with  the  steam.     The  steam  pipes,  however 
well  covered,  will  allow  some  more  steam  to  condense,  and  hence  a 
separator  like  Fig,  3  is  interposed  before  the  steam  gets  to  the 
cylinder,     A  pound   of  high  pressure  steam  is  produced   with    less 
ebullition  than  one   of  low  pressure  steam,  because   it   occupies  a 
smaller  volume.     Priming  is  not 
only  excessively  wasteful  of  en- 
ergj',  but  it   may  cause  fracture 
in  the  cylinder.  In  boilers  power- 
ful for  their   size,  priming  leads 
to  unexpected  shortness  of  water. 
It  is  produced  when  there  is  high 
water   in    even    a    well -arranged 
boiler  if  there  is   too   sudden   a 
demand    for    steam    with    rapid 
combustion,  and  especially  if  there 
is  much  scum  on  the  surface  of 
the  water.     The  only  immediate 
remedy  is  to  check   the  demand 
FiQ.  n;:,— EatiiiiBRicu  OR  DoL'BLE  iiK^T        ^'^'^  stoam,   check   the  fires,   and 
oH''BEiinLi'nm("\^LVE."'  "*  "  '*™''        blow  oif  scum  if  nccessaty.  When 
priming  is  less  serious  and  as  it 
is  verj-  troublesome  to  measure  the   amoimt  of  it,  it  is  usual  to 
blame  the  cylinder.     What  is  called  superheating  is  in  many  cases 
merely  the  removal  by  heat  of  the  wetness  of  the  steam. 

1  lO.  The  main  steam  pipe  like  the  feed  pipe,  common  to  a 
number  of  boilers,  and  connecting  them  with  the  engine,  ought  not 
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to  be  straight,  so  that  there  may  be  elastic  yielding  to  expansion  and 
contraction.  This  is  better  than  having  an  expansion  joint  or 
expansion  diaphragms.  The  stop  valve  of  each  boiler  admits  steam 
to  the  main  pipe  through  a  junction  piece,  which  ought  to  drain 
down  to  the  main  pipe,  else  it  may  become  filled  with  condensed 
water  when  its  boiler  is  not  working.  Condensed  water  produces 
water  hammer  effects  which  may  cause  fractures  in  pipes. 

Figs.  168  to  171  show  forms  of  stop  valve  which  may  be  used 
on  the  fitting  C  in  taking  steam  from  the  pipe  F,  Fig.  151.  The 
valve  is  adjusted  in  posi- 
tion by  the  handwheel,  the 
screw,  and  nut.  Notice  that 
the  nut,  which  is  often  out 
of  sight,  is  much  better  in 
sight  on  a  sort  of  bridge. 
The  stop  valve.  Fig.  168h, 
used  in  marine  boilers,  and 
the  regulator.  Fig.  64,  used  in 
locomotives,  ought  also  to  be 
studied.  The  double  beat 
or  equilibrium  stop  valve  of 
Figs.  170  or  171  requires  no 
explanation.  There  is  very 
little  force  required  to  open 
it  or  to  close  it. 

MM,  Fig.  151,  is  the  man- 
hole, to  allow  a  man  to  get 
inside  the  boiler  to  clean  it. 
The  mouth  is  one  forging 
and  is  riveted  to  the  shell 
with  a  double  row  of  rivets 
Fin,  i«s.  as  in  Fig.  166.     The  boiler  is 

given  a  "  hang  "  of  an  inch 
or  two  to  the  front  end  to  ensure  complete  drainage,  and  M  is  the 
mudhole  (also  with  a  strong  mouth-piece,  external  or  internal)  placetl 
at  the  front  so  that  the  boiler  may  be  completely  emptied. 

Fittings  that  are  frequently  in  use  are  attached  to  the  front  of 
the  boiler.  The  feed  is  admitted  at  F  W,  Fig.  172,  at  4  inches 
above  the  level  of  the  furnace  crowns,  so  that  should  the  feed  valve 
leak,  the  boiler  water  cannot  be  syphoned  away  :  the  feed  drops  from 
the  dispersing  pipe  F  W,  Figs.  151  or  173, 12  feet  long,  perforated  for 
the  last  4  feet,  in  such  a  way  that  there  is  not  much  local  cooling. 
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The  scum  tap  SP,  Fig.  172,  discharges  from  the  sediment  catcher. 
Two  glau  gauge*,  GG,  Figs.  172,  174.  175,  ahow  the  height  of  tht- 


P  is  tho  liorliiODUl  itwin  plpo  lanlAe  boiler,  uaiuUly  in  twn  bruichoi  o-lth  many 
hiil»  In  it!  upper  inrftice.  taking  «teain  wttboiit  priming.    Ths  huiclla  H  Is  mra-ely 

this  boiler  from  tho  othen.  When  on  Hbuwn,  tbe  vnlro  IcsetH  apqn  only  bo  lonx  ah 
the  bolLor  prtuuTQ  exnodi  thnt  In  tbe  pIpcH ;  It  will  «hut  (f  thir  bailer  la  rmlving 
MaiBifrom  the  pip™.  Note  tho  «tu(aug-boi.  Thoro  ero  "top  lalrei  of  Cbls  rniaii 
kind  ou  the  lupply  to  auiillary  anginefl. 

water.     There  are  many  forms  in  the  market.     When  open  abovi! 
and  below,  the  water  level  is  visible  in  the  glass  tube.     The  tubt; 
ought  to  be  easily  replaceable  when  broken.   The  plugs  A,  B  allow 
of  a  wire  entering  to  clean  the  passages.     The  stand-pipe  P  is  of 
gun  metal,  sometimes  it  is  not  used. 
The  lowest  tap,  C,  allows  of  blowing 
off.     In  modem  boilers  all  cocks  are 
packed     inside     with     asbestos.      In 
marine  boilers    the   three   cocks  may 
be  opened  from   the    stokehold   floor. 
Usually    three     common     taps    (tert 
cockt)  are  also  provided  (sometimes 
on     the    standpipe,  'usually    on    the 
boiler  shell),   one    above,   one    below, 
and  another  just  about  at  the  usual 
water  level.     Much  judgment  is  neces- 
sary as  to  the  water  level  in  a  marine 
boiler  when  a  vessel  has  a  list  to  one 
side  and   also  on   a   locomotive  on  a 
steep   incline.     PG,    Fig.    172,    is    a  Fia.ii». 

Bourdon  preasure  gauge  shown  also 

in  Fig.  176.  Sometimes  two  are  used  on  each  boiler.  By  turning 
the  handle  the  steam  pressure  is  applied  to  the  tube  B DC,  whose 
section  is  shown  at  A.      Such  a   tube   tends    to  straighten  itself 
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because  this  allows  it  to  become    larger  in  volume,  and   in   doing 
so  its  closed  free  end  E  pulls  a  link,  and  by  the  spur  sector  and 
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pinion  turns  the  pointer,   whose  angular  motion  is  nearly  propor- 
tional to  the  pressure   (above   atmospheric).      Such  gauges  ought 
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not  to  be  applied  in  accurate  testing,  as  the  metal  of  the  tube  i« 
not  truly  elastic,  and  the  readings  are  not  exactly  the  same  always 
for  the  same  pressure ;  in  a  quick  rise,  for  example,  as  compared  with 
a  quick  fall. 

A  Tocuum  Talve  opening  inwards  ought  to  be  fitted  on  the  boiler 


so  that  the  boiler  may  neither  till  with  water  through  some  accidental 
cause,  nor  be  subjected  to  the  collapsing  pressure  of  the  atmosphere. 
Aftuibleplngcon&idtsof  a  bronze  ca^e,  Fig.  177,  filled  with  fusible 
metal  screwed  into  another  bronze  case,  which  in  its  turn  is  screwed 
into  a  socket  screwed  into  the  crown  of  the  furnace,  the  plug  itself 
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being  in  the  water.     They  are  of  many  shapes  and  are  sometimes 

to  be  relied  upon.     Alloys  of  tin  and  lead  melt  at  temperatures 

varying    from    360°    F.    to 

600°  F.      The    plug,    Fig. 

178,  a  bronze  case  contain- 
ing lead,  is  screwed  into  the 

crown  of  a  locomotive  fire- 
box ;    the  lead  is  supposed 

to    melt    when   the    crown 

gets   uncovered    by  water ; 

but  if  this  is  to  take  place 

at   the     right    time    it    is 

necessary   to    examine    the 

plugs    often     as    the    lead 

wastes   away. 

The  feed  back  pressure 

valve,  Fig.   179,  is  usually 

made    large   enough   to  do 

with  a  very  small   lift  be- 
cause   of    wear    and    tear. 

The  nut  is  best  outside  the 

case  (inside  is  very  usual), 

because    the     threads    are 

visible  and  in  case  they  get  pio.  i7o.-BoimBON'8  PBEsai'iu  a*iraE. 

worn    this     is     important. 

The  valve   ought  to  be  low   with   respect   to  B,   because   there  is 

inequalit)'  of  flow  round  the  opening  and  more  wear  on  one  side. 

We  find  two  on  a  marine  boiler,  one  from  the  main  feed  pumps, 

the   other  from   the   auxiliary   feed   pumps.      Fig.    180   is   a   form 

(usually  called  a  clack  box)  used  more  especially  on  locomotives. 

_  111.  On  A',  Fig.  151,  is  fixed  a 

deadweight  lafetr  valve,  shown 
in  Fig.  181,  Being  spherical,  V,  the 
valve,  cannot  easily  stick  in  its  seat, 
and  there  is  great  stability  because 
the  centre  of  gravity  of  the  weight  i.^ 
I  low.     Each   annular   weight  of    W 

represents  five  pounds  to  the  square 
^'"'"fimble  PLuoa^'" ''  inch.      The   valve    is   4'   diameter 

and   the  load  great,  and  therefoiv 

accidental  increments  to  the  load,  such  as  the  weight  of  a  few  bricks, 

produce  small  effects. 
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Note  that  with  all  these  fittings  at  the  front  of  the  boiler  the 
stoker,  without  climbing  any  ladder,  sees  the  height  of  the  water,  and 
the  pressure  of  steam ;  his  blow-out  tap  is  handy,  behind  him  is  his 
coal  and  his  damper  balance.  If  hf 
has  bet'D  properly  encouraged,  he  is 
really  a  skilled  workman  and  he  keeps 
the  boiler-room  perfectly  tidy-looking, 
the  floor  clean,  no  evidence  of  leaking 
water,  the  brass  and  other  beading  on 
the  furnace  mounting  parts  bright. 

The  flooring  plates  ought  not  to 
butt  up  against  the  boiler;  they  ought 
to  be  easily  lifted  so  that  the  hearth- 
pit  may  be  open  all  along  a  range  of 
boilers.  In  it  is  the  main  feed  pipe 
and  the  discharge  pipe  for  blowing 
out  scum.  The  pit  may  be  3  feet 
wide,  2i  deep.  The  flue  doors  open 
P,„  jjj  into   it.     The  brickwork  is  shown  in 

Fig.  173,  set  back  Q"  in  front  to  be 
clear  of  the  angle  iron.  The  fnmt  wall  is  recessed  round  the 
blow-out  elbow  pipe,  leaving  it  free  in  case  of  settlement. 

113.  The  bert  covering  for  a  stationary  boiler  is  an  arch  of 
brickwork  with  a  2-inch  clearance  from  the  shell.     This  space  may 
be   filled   with   cork    shavings   or   other   non-conducting    material. 
The  openings  in  this  brick  arch,  about  the  fittings  exposing  the 
ring  of  rivets,  ought  to  be  nicely  rounded 
at  the    edges.       Fine  hair   felt   and   air 
give  the  best  kind  of  covering  for  other 
boilers.    Waste  products  from  paper  manu- 
facture,   also    sawdust    and  'starch,    also 
sawdust    and    cement,    also    fossil    meal, 
also  slag  wool  wrapped  in  felt  or  wood, 
have   all   been   used    in    coverings   3   to 
6  inches  thick.     Where   the  covering  is 
applied  in  the  form  of  a  paste  in  marine 

work,  wire  netting  is  used,  embedded  in  ^^^  isa-ci-ACK  boh 

the  stuflf  to  bind  it  together  and  prevent 

cracking  and  tailing  off.  The  results  of  experiments  as  to  the  effects 
of  these  various  coverings,  which  are  usually  quoted  in  books,  seem  to 
me  quite  unreliable.  Whatever  method  of  covering  is  adopted,  all  the 
rings  of  rivets  round  the  fitting  blocks  ought  to  be  exposed  to  view. 
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The  low  water  MiAtr  Talve  needs  frequent  testing  find  an 
examination  every  time  the  boiler  is  cleaned.      It  is  fitted  to  1), 
Fig.  151.     The  valve  24"  diameter,  is  loaded  directly  by  a  spindle 
with  a  weight;  also  by  another  weight  and  negatively  by  a  float 
through  a  lever.     When  the  water  is  too  low  the  weight  of  the  float 
is  greater  and  causes  less  pull  on  the  valve  spindle,  and  the  valve 
lifts  and  gives  an  alarm.      The  valve  V  if  it  lifts,  lifts  another  valve 
V  of  5"  diameter,   but    V  may  lift  independently  of   V,  being  a 
lever  loaded  safety  valve.     It  is 
important    that    even    a   skilled 
workman  may  not  have  it  in  his 
power    to    tamper    with    safety 
valves. 

Fig.  182  shows  a  lever  laftty 
▼aire,  well  known  to  everybody. 
Note  that  the  seat  is  fiat  and 
very  narrow. 

Exercise.  The  valve  has  an 
area  of  about  5  square  inches. 
The  horizontal  distances  arc  GB 
=  3',  7)  e  =  10'  {G  is  above  the 
centre  of  gravity  of  the  lever 
and  the  lever  weighs  6  lbs.) ;  E 
is  above  the  centre  of  gravity 
of  the  weight,  which  is  60  lbs. 
The  valve,  &c.,  weigh  7  lbs.  Find 
the  distance  DE  i{  the  valve  is 
to  lift  at  120  lbs.  per  square  inch 
above  atmosphere.  Repeat  the 
calculation  for  the  pressures  110, 
100,  90,  &c. 

Answer.   2865,   2615,   23-65,  r,o.  i8i.-d.*b»e.oht  8.r»n  VA,i.yK 

2115,    &c.      Hence    the    marks 

showing  the  positions  of  E  on  such  a  lever  if  it  is  graduated  are 
2i  inches  apart  for  every  10  lbs.  difference  in  pressure. 

Weights,  whether  direct  or  through  levers,  are  replaced  by 
springs  when  for  locomotive  and  marine  safety  valves.  Now  when 
a  eafiBty  valve  openi  and  steam  is  escaping,  the  total  force  exerted 
by  the  steam  may  be  greater  or  may  be  less  than  when  the  valve 
was  closed,  depending  upon  the  shape  of  it.  It  does  not  seem  to  hv 
V  sufficiently  known  tluit  by  properly  shaping  the  under  surface  of  a 

valve,  and  especially  by  extending  it  beyond  its  seat,  it  is  easy  to  get 

f 
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greater  lifting  force  when  the  valve  is  open.  Some  engineers  have 
for  long  been  applying  this  principle.  Generally  the  lifting  force  is 
less  if  the  valve  is  open.  For  example,  even  in  weighted  safety 
valves  it  has  been  found  that  when  set  to  lift  at  60  lbs.  per  square 
inch,  even  twice  the  lifting  pressure  was  needed  to  keep  the  valve 
sufficiently  open  for  the  escape  of  steam.  This  was  probably  too 
small  a  valve  for  the  size  of  boiler.  Il  is  evident  that  a  number  of 
small  valves  must  be  better  than  one  large  one  because  there  is 
more  opening  for  the  same  lift.*  In  well-proportioned  dead  weight 
safety  valves  it  is  usually  expected  that  if  a  pressure  of  60  lbs.  per 
square  inch  opens  the  valve,  a  pressure  of  70  lbs.  will  keep  it  suffi- 
ciently open  for  the  escape  of  all  the  steam  produced.  It  would  be 
better  if  the  load  diminished  as  tiie  valve  opened  more  and  more. 


Unfortunately,  when  a  spring  is  used,  the  more  the  valve  opens  the 
greater  in  the  force  exeittn]  by  the  spring,  so  that  the  evil  is 
intensified. 

Much  ingenuity  has  been  displayed  in  remedying  this  defect,  but 

na  ne  boilers  reliance  is  usually  placed  upon  largeness  of  valves, 
d  g  two  or  three  on  one  valve  box   so  as  to  get  sufficient 

y\cn  n^  vith  small  lift ;  also  upon  the  use  of  so  long  a  spring  that  a 

11  n  ount  (about  Jth  of  an  inch  at  most)  of  extra  compression 
I    xi      s  but  little  extra  force  in  the  valve  lift. 

Thus  the  springs  are  usually  compressed  axially  by  an  amount 
equal  to  the  diameter  of  a  valve  when  it  is  closed ;  the  extra  force  is 
of  coui-se  proportional  to  the  extra  compression.  Notice  in  Fig.  183 
how  the  cap  is  held  compressing  the  springs,  and  how  the  com- 
pi-cssion    may  be  adjusted    by  the   uuts.     Steam  escapes  into   the 

'  A  viih-e  of  rlimneter  (/))  niiil  lift  (/),  the;  edge  area  in  rOI.  If  we  liave  two  of 
llic  KHiim  total  urea,  each  has  a  liiamvter  '707  /',  anil  llie  sum  of  their  e<1ge  areas  is 
•2  X  w  >i  -707  Dl,  or  1-414  times  the  first. 
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waste  steam  pipe  which  goes  up  alongside  the  fumiel.  Also  notice 
that  the  valves  may  be  lifted  by  the  lever  L  independently,  either 
from  the  deck  of  a  vessel  or  the  stokehold. 

It  has  been  found  that  a  IJ-inch  pipe  will  discharge  steam  from 
the  most  powerful  locomotive  boiler  as  fast  as  it  can  be  generated. 


The  kinds  of  safety  valve  used  on  locomotives  are  the  spring  lever 
and  the  Eamsbottoin,  In  the  first  we  have  an  ordinarj'  lever  safety 
valve  loaded  by  a  spring  instead  of  a  weight. 

The  Kamibottom  arrangement  is  shown  in  Fig.  184.  The  two 
valves  at  A  and  B  tend  to  lift  equally  against  the  force  of  the 
spring.  For  if  A  lifts  before  B  the  load  on  B  slightly  diminishes 
and  the  load  on  A  increases,  because  the  point  C^  is  at  a  level  below 
the  point  A.  The  piece  A  B  in  lengthened  to  enable  the  driver  to 
try  the  valves.     He  is  able  to  diminish  the  load  on  either  valve,  but 
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not  to  increase  it.     In  this  arrangement  there  is  no  compensation  for 
the  increased  pull  of  the  spring  as  the  valves  open. 

The  "  Naylor "  contrivance  for  altering  the  leverage  when  the 
valve  opens  was  one  of  the  fii-st  methods  adopted,  and  the  principle 
on  which  it  acts  is   that  of  subsequent  forms  of  which   there  are 


many.  A  spring  kept  the  valve  pressed  down  upon  its  seat  through 
a  bent  lever,  and  when  the  valve  opened  the  leverage  of  the  spring 
diminished  on  account  of  the  shape  of  the  lever,  and  therefore  the 
tendency  of  the  spring  to  keep  the  valve  closed  did  not  get  grc'ater 
although  the  pull  in  the  spring  itself  might  he  greater ;  indeed,  the 
tendency  to  keep  the  valve  closed  might  be  lessened  as  the  valve 
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opened,  depending  on  the  exact  lengths  and  shapes  of  the  two  parts 
of  the  lever. 

This  same  principle  of  compensation  is  used  in  many  other 
applications  of  springs — when  it  is  thought  necessary  to  diminish 
the  influence  of  a  spring,  as  it  is  more  strained.  I  have  myself  used 
the  idea  in  the  construction  of  measuring  instruments. 

In  practice  it  is  found  that  with  ordinary  care  regularly 
inspected  factory  boilers  almost  never  burst.  Ordinary  care  in- 
volves :  1.  Attention  to  water  gauges  (never  let  water  level  sink  out 
of  sight,  and  often  try  the  cocks),  and  blow  off  cocks  (sediment  in  elbow 
pipe&  before  starting  engine,  and  scum  before  stopping  to  be  cleared 
off) ;  never  empty  boiler  when  steam  is  up.  2.  Never  raise  steam 
hurriedly :  in  a  Lancashire  boiler  six  hours  are  often  given  to  gradual 
heating  from  cold  condition,  3.  Clean  monthly  or  oftener,  removing 
scale  when  soft,  that  is,  as  the  cool  boiler  gradually  empties  of  water, 
remove  scale  about  water  level.  Sweep  plates  and  flues  every  three 
months.  Leakages  ought  to  be  stopped  at  once  to  avoid  corrosion. 
Fusible  plugs  cleaned  both  on  fire  and  water  sides  once  a  month,  and 
the  fusible  metal  renewed  once  a  year.  All  cocks  ought  to  be  ex- 
amined once  a  month.  4.  Ease  and  test  safety  valves  and  low  water 
alarms  every  day  and  never  overload.  Beware  of  condensed  water 
before  opeqing  a  stop  valve  and  open  gradually.  5.  Use  no  un- 
known chemicals  for  the  prevention  of  scale.  6.  At  every  oppor- 
tunity raise  objections  to  the  admission  of  oil  with  the  feed  water. 
If  oil  must  be  used  in  the  engine  cylinder  (and  it  need  not  be)  let  it 
be  filtered  out  of  the  feed-water. 
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CHAPTER  XII. 

STRENGTH  OF   BOILERS. 

113.  Strength  of  Thin  Shells. — In  thin-shelled  vessels,  such 
as  boilers  and  pipes,  subjected  to  fluid  pressure  "p  inside,  we  assume 
that  the  tensile  stress  /  is  the  same  throughout  the  thickness ;  so 
that  if  a  is  the  area  of  metal  cut  through  at  any  'plant  section  of 
the  boiler,  af  is  the  resistance  of  the  metal  to  the  bursting  of  the 
boiler  at  that  section.  The  force  tending  to  cause  bursting  is  Ap 
if  A  is  the  whole  area  of  this  plane  section  of  the  boiler.  Hence 
the  law  of  strength  is 

af^Ap (1). 

(I.)  Thus  in  a  spherical  thin  boiler  of  diameter  d  and  thick- 
ness ^,  if  we  consider  a  plane  diametrical  section,  A  is  -j-  rf-  and  a  is 


4 


TT 


irdt,  and  hence  (1)  becomes  irdtf=  —  dJ^py  or 

4 

p^^tfjd (2). 

It  is  easy  to  show  that  there  is  more  tendency  to  burst  at  a 
diametrical  section  than  any  other. 

(II.)  In  a  thin  tube  of  diameter  d  and  thickness  t 

1.  Consider  a  section  at  right  angles  to  the  axis,  -4  is  —d'^  and 

4 

a  is  irdt,  and  hence  we  get  the  same  rule  as  for  a  spherical  shell. 

(2).  Consider  a  section  through  the  axis  and  imagine  the  boiler  so 

long  that  the  strength  of  the  ends  may  be  neglected.     If  /  is  thi* 

length,  A  is  Id  and  a  is  2lt,  and  (1)  leads  to 

P^^tfld (3). 
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Hence  the  tendency  to  burst  laterally  is  twice  as  great  as  the 
tendency  to  hirst  endwise.  Also  if  we  study  in  the  same  way 
the  tendency  to  burst  at  any  other  section  we  find  that  (3)  gives  the 
least  bursting  pressure,  and  so  we  use  it  in  calculations. 

Note, — To  prove  that  the  force  tending  to  cause  bursting  at  a  plane 
section  of  area  A\&p  A.  Let  D  E,  Fig.  185a,  be  a  thin  boiler,  inside 
which  there  is  the  uniform  pressure  jp.  The  pressure  is  always  greater 
at  greater  depths  in  any  fluid  because  of  its  weight,  but  I  shall 
neglect  this.  The  fluid  forces  are  everjrwhere  normal  to  the  shell : 
what  is  the  resultant  of  all  the  forces  acting  on  the  part  BFCl  Now 
these  forces  are  exactly  the  same  on  B  FC,  Fig.  1856.  But  in  Fig. 
1856  the  whole  boiler  consists  of  the  part  BFC  and  a  plane  rigid 
plate  B  C,  on  which  the  forces  are  all  parallel,  so  that  we  can  find 
their  resultant.     The  resultant  force  on  5  C  is  its  area  A  multiplied 
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by  p,  and  we  know  that  this  must  be  equal  and  opposite  to  the 
resultant  force  on  BFC.  The  principle  used  in  this  proof  is  the 
fundamental  principle  of  mechanics;  Newton's  great  law  (some- 
times called  three  laws)  of  motion  is  perfectly  easy  to  understand, 
and,  when  understood,  applicable  to  the  solution  of  most  complex 
questions. 

If  the  boiler  (Fig.  1856)  were  placed  on  sf  truck  with  frictionless 
wheels,  there  would  be  no  more  tendency  to  move  on  a  level  road  (or 
on  any  road  if  we  neglect  weight)  when  there  is  great  pressure 
inside  than  when  there  is  little.  The  force  due  to  pressure  on 
any  one  little  portion  of  the  surface  balances  the  forces  on  all  the 
rest  of  the  surface.  Hence  it  is  that  if  we  make  a  hole  there 
is  a  want  of  balance,  and  our  truck  will  tend  to  move.  When 
we  make  a  hole  anywhere  the  pressure  is  no  longer  the  same  every- 
where because  the  fluid  is  in  motion,  and  hence  we  can  only  calculate 
the  unbalanced  force  by  knowing  the  momentum  which  leaves  the 
vessel  per  second. 


198  THE   STEAM   ENGINE  chap. 

114.  Storaye  Capacity  of  Cylindrir.  Vtaadi. — The  volume  of  the  cylinder 
being  v,  and  the  safe  pressure  p,  we  may  take  i^  as  proportional  to  the  energy 
which  may  be  stored.  If  tlie  diameter  in  d,  and  thickness  (,  and  length  I,  the 
volume  ia  p  =  3  iPl.  The  safe  preaanre  is  p=  2t//d.  The  weight  of  the  metal 
JH  W  =  9dUio,ii  v?  is  the  weight  of  nnit  volume  of  the  material.  The  surface  of 
the  vessel  IbS  =  ndl.  In  all  cases  we  neglect  the  ends.  The  storage  capacity 
for  energy  per  unit  weight  of  vessel  ia  jiTZ-^-MrdtfiD  or //2ib,  bo  we  see  that 
it  ia  independent  of  the  diameter.  In  tubes  of  water-tube  boilers,  in  which  the 
surface  ought  to  be  great,  we  want  surface  -^  tp  to  be  great.  This  is  2/r/  or 
4/pd,  Hence  the  thinner  Ihe  tubes  are,  and  if  the  pressure  ia  fixed,  the  smaller 
they  are,  the  more  surface  they  have  as  compared  with  their  storage  capacity 
for  energy  ;  for  aomewhat  similar  reasons  we  need  small  thin  tubes  in  surface 
condensers.  In  cases  where  energy  is  stored  in  hot  water  and  steam  (see  Art. 
123)  the  rate  of  loes  of  energy  ia  proportional  to  the  surface,  and  bo  we  require 
thick  boilers  of  large  diameter.  The  best  shape,  if  otherwise  convenient,  is 
obviously  the  spherical  shape.  Questions  of  cost,  convenience,  and  danger, 
modify  these  general  result<i  in  their  applications. 

1  IS.  Fig.  186  shows  some  formi  of  rlreti  before  and  after  the 
making  of  the  heads.     Figs.  155-7  show  some  joints. 


Fig.  1 87  shows  the  various  ways  in  which  we  may  imagine  a  strip 
of  plate  or  the  rivet  iffhieh  corresponds  to  it  to  break  (1)  the  rivet 
breaking  in  single  shear,  (5)  in  double  shear. 

The  diameter  of  a  rivet  hole  is  settled,  for  plates  that  are  punched, 
by  a  variety  of  considerations,  which  lead  to  the  rule  {t  being  thc 
thicknesfl  of  the  plate)  d=  l-2^i.  The  pitch  or  spacing  of  the  rivets 
is  settled  by  the  consideration  that  we  may  imagine  each  rivet  to 
correspond  to  a  strip  of  plate  of  width  w  and  thickness  t.  When 
rivets  are  in  double  shear  v>  will  evidently  bo  just  twice  what  it  is  in 
single  shear. 

In  single  shear,  the  -shearing  resistance  of  the  rivet  is  t*^!/"'  • 
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the  tearing  resistance  of  tHe  strip  of  width  w  is  wtf  if/  and  /'  are  the 
resistances  of  the  material  to  tension  and  shearing.  If  these  are 
equal,  we  find  w  =  -  iPPjtf.  Draw  round  each  rivet  a  circle  of  diameter 

d  +  w  and  let  lines  come  dividing  the  plate  up  into  strips  of  the 
breadth  v>,  so  that  we  allot  a  strip  of  plate  to  each  rivet.  There  is 
more  interest  in  scheming  out  the  proportions  of  riveted  joints  in 
this  way  than  in  working  common  puzzles. 

116.  The  atrength  of  the  Joint  ought  evidently  to  be  the 

fraction  *--5  -  of  the  unhurt  plate,  if  j?  is  the  pitch  of  a  row  of  rivets; 

or  calling  ji—rf  by  the  letter.^;  expresses  the  relative  strength. 

Students  know  that  when,  we  have  only  guiding  notions  like  the 


above  we  must  resort  to  experiment,  and  actual  measurement  shows 
that  instead  of  A  in  the  numerator  of  the  above  fraction  we  ought  to 
take  kA  where  k  is  some  number.  By  means  of  the  above  kind  of 
theory  and  the  results  of  numerous  experiments  made  up  to  the 
present  time  by  experienced  men,  the  author  has  been  led  to  the 
following  easy  rule  for  the  strength  of  well-riveted  joints.  Hydraulic 
riveting  is  almost  always  better  than  that  done  by  hand.  Indeed, 
fiteel  riveting  is  hardly  ever  done  by  hand  because  of  the  greater 
probability  of  overheating  rivets. 

If  t  is  the  thickness  of  the  plate,  the  diameter  of  each  rivet- 
hole  is  d  =  V2-Jt,  the  pitch  p  =  A  -\-  d,  and  the  strength  of  the 
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JcA 


A  +  d 
the  following  table : — 


X  strength  of  the  unhurt  plate,  where  i*  is  given  in 


Iron  plates. 

Steel  plates. 

Single  rii 

Double 

Treble 

'eted, 
»» 

»» 
>> 

,  drilled  holes  . 
punched    ,,    . 
drilled       ,,    . 
punched    ,,    . 
drilled       ,,    . 

.  ■       •ss 

.  '         •77 

.  ,          -95 

•85 

10 

0-9 

106 

10 

108 

and  A  is  given  in  the  following  table :- 


Iron  plates  and  iron 
rivets. 


Steel  plates  and  steel 
rivets. 


Drilled 
holes. 


Lap  joint  or  butt 
joint  with  one 
covering    plate 


Sinffle  riveted 

Dom)le 

Treble 


f » 


»» 


1^20 
2-22 
3-23 


Punched 
holes. 


1-47 
2-66 


Drilled 
holes. 


0-9 


1-7 
25 


Punched 
holes. 


108 
1-93 


All  these  values  of  A  are  to  be  doubled  for  butt  joints  with  two 
covering  plates.  The  distance  of  a  hole  from  the  edge  of  the  plate 
must  not  be  less  than  rf,  and  when  only  half-inch  rivets  are  used 
there  is  an  additional  quarter  of  an  inch. 

The  friction  between  the  plates  caused  by  the  contraction  of 
rivets  in  cooling  gives  additional  strength,  which  is  usually  neglected 
because  it  is  of  unknown  amount.  Caulking  (inside  and  outside  all 
joints)  is  performed  by  a  blunt-edged  tool  which  indents  the  metal 
of  the  edge  of  one  plate  into  the  other ;  a  fullering  tool  produces  a 
more  uniform  tight  contact  of  the  overiapping  parts.  Caulking, 
especially  if  done  with  too  sharp  a  tool,  may  hurt  the  plate ;  in  any 
case  it  alters  the  surface,  and  this  may  induce  "  grooving." 

A  punched  hole  is  to  be  called  a  drilled  hole  if  the  plate  has 
been  annealed  or  if  the  hole  has  been  rhymered  out  after  punching. 
All  drilled  holes  must  be  slightly  counter-sunk  on  the  outer  side  and 
all  burrs  removed.  The  old  careless,  senseless  boJler-shop  methods 
led  to  non-agreement  of  holes  when  they  came  together,  and  only 
about  5  per  cent,  of  the  holes  being  really  true  to  one  another,  a 
violent  drifting  process  was  resorted  to.  Modem  methods  are  care- 
fully scientific,  so  that  even  much  rhymering  is  not  needed.  We  now 
use  drilling  machines,  hydraulic  riveters,  edge  planing  machines,  &c., 
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and  all  good  work  is  done  to  templates.  Angle  irons  are  greatly 
dispensed  with,  the  edges  of  plates  being  flanged.  Great  care  is 
taken  as  to  details,  such  as  whether  rivets  in  certain  places  ought  or 
ought  not  to  have  countersunk  heads.  Flanging,  dishing,  and  rolling 
processes  are  done  quickly  by  large  tools  at  one  heating  of  the  plates 
instead  of  being  done  by  hand  in  many  heats,  and  this  adds  greatly 
to  the  strength  of  boilers,  and  what  is  as  important,  our  knowledge 
of  that  strength. 

117.  The  working  value  of/  for  copper  in  Art.  113  ought  not 
to  be  taken  greater  than  2,400  lbs.  per  square  inch  for  steam  pipes. 
Copper  is  used  for  steam  pipes  because  it  is  easily  worked  cold,  but 
indeed  steel  is  now  being  generally  used  instead  of  copper. 

Copper  for  fire  box  plates  (generally  J  inch  thick)  or  short  stays 
or  rivets  has  a  tensile  strength  of  about  16  tons  per  square  inch,  and 
elongates  about  25  per  cent,  before  fracture.  Small  holes  are  drilled 
into  such  stays-  £rom*the  ends,  so  that  fracture  may  be  detected  by 
leakage.  Alloys  of  copper  change  so  greatly  in  their  strength 
qualities  as  to  be  unreliable  at  350°  F.  or  400°  F.,  whereas  pure 
copper  can  be  relied  upon  up  to  800°  F.,  as,  indeed,  iron  and  mild 
steel  may  be,  although  they  are  all  rather  weaker  than  at  ordinary 
temperatures.  The  malleability  of  copper  and  its  endurance  of 
furnace  heat  without  surface  deterioration  cause  many  engineers  to 
prefer  it  in  furnaces  and  tubes  to  iron  or  steel. 

In  cast-iron  pipes  and  in  steam  engine  cylinders,  it  has  to  be 
remembered  that  the  difficulty  in  getting  castings  which  are  of  the 
same  thickness  everywhere,  and  the  allowance  that  must  be  made  for 
tendency  to  cross-breaking  when  the  pipes  are  handled,  as  well  as  the 
great  allowance  in  cylinders  for  stiffness  and  the  difficulty  of  casting 
and  boring  out,  cause  such  calculations  as  might  be  suggested  by  the 
formula  (3)  of  Art.  113,  to  be  somewhat  useless.  Thus  it  will  usually 
be  found  that,  whereas  a  large  cast-iron  water  pipe  is  not  much 
thicker  than  the  above  formula  would  lead  to  (taking  the  working  /  as 
not  greater  than  3,000  for  cast  iron),  because  it  is  usually  carefully 
moulded  in  loam,  yet  a  thin  cast-iron  pipe  has  often  an  average 
thickness  twice  as  great  as  the  formula  would  lead  to,  and  we  never 
attempt  to  cast  a  nine-foot  length  of  pipe  of  less  than  f  th  inch  thick. 

118.  The  law  of  strength  of  a  strut  is  exactly  the  same  as  that 
of  a  tie  bar  if  artificial  means  are  provided  for  preventing  bending. 
For  the  same  reason  the  law  (3),  Art.  113,  gives  the  strength  of 
a  flue  to  resist  collapse,  the  working  compressive  stress  which  the 
material  will  stand  being  /  lb.  per  square  inch,  the  diameter  d 
inches,  and  the  thickness  t  inches ;   but  this  is  on  condition  that 
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all  tendency  to  buckling  is  artificially  prevented  by  using  rings  like 
those  shown  in  Figs.  158-161. 

The  flues  of  Fig.  151  are  built  up  of  rings  (each  ring  being  a  plate 
l>ent  and  welded  upon  itself)  flanged  at  the  ends  as  shown.  The 
flanged  joints  give  suflScient  stifftiess  for  resisting  buckling,  and  the 
Galloway  tubes  help  in  this.  Figs.  162,  197,  205  show  corrugated 
flues,  the  corrugations  producing  the  same  effect  in  resisting  buck- 
ling. The  thickness  of  any  of  these  flues  is  to  be  taken  as  the  total 
section  in  an  axial  length  /,  divided  by  /.  We  have  as  yet  no  exact 
knowledge  of  the  behaviour  of  thin  tubes  under  external  pressure. 
There  is  a  theory,  but  it  can  be  of  but  little  use  to  the  engineer  until 
it  has  been  tested  by  experiment ;  it  leads  to  the  result  that  if  a  tube 
of  diameter  d  and  thickness  t  is  prevented  from  collapse  by  rings,  the 
distance  between  the  rings  divided  by  j,Jdt  must  not  exceed  a  certain 
limit.  Assuming  the  theory  to  be  correct,  we  do  not  know  yet  what 
the  limit  is.     In  strengthening  the  flues  of  Lancashire  boilers,  the 

distance  between  the  rings  is  usually  10 ^dt.  The  working  value  of 
/for  flues  is  in  practice  taken  as  only  2  tons  per  square  inch,  first 
because  of  doubtfulness  as  to  possible  buckling,  second  because  of 
oxidation  and  other  deterioration  due  to  the  flame,  third  because  steel 
and  iron  at  600°  F.  cannot  be  depended  on  for  a  greater  strength  or 
ductility  than  half  their  strength  when  cold, and  above  this  temperature 
there  is  a  further  great  lowering  in  strength  and  increase  of  brittleness. 
Steel  used  for  boilers  has  about  28  tons  per  square  inch  tensile 
strength  with  an  elongation  of  25  per  cent,  in  the  direction  of  rolling, 
the  breaking  stress  being  6  per  cent,  less  and  the  elongation  20  per 
cent,  less  in  the  cross  direction.  The  following  composition  is  recom- 
mended. Carbon  '16  to  '18  per  cent.,  silicon  01  to  '018  per  cent., 
sulphur  03  to  "05  per  cent.,  phosphorus  02  to  04  per  cent.,  man- 
ganese "25  to  "48  per  cent.  The  plates  must  be  clean  looking,  and 
must  be  annealed  after  shearing.  The  maker  s  name  ought  to  be 
on  every  plate ;  every  plate  while  in  a  boiler  shop  has  a  number  for 
identification,  and  its  strength  and  other  qualities  are  known. 
Test  strips  heated  and  cooled  in  water  at  80°  F.  should  bend  to  a 
circle  of  internal  diameter  only  three  times  the  thickness.  Rivet  steel 
ought  to  have  less  than  '15  per  cent,  of  carbon  and  "04  per  cent,  of* 
phosphorus,  and  ought  to  show  no  flaw  when  a  straight  strip  is  doubled 
back  upon  itself  cold.  The  time  spent  in  straightening  plates  is 
greatly  lessened  by  the  use  of  multiple  roller  straightening  machines. 
119.  Ezercifles.  Strength  of  Cyllndric  Shells,  and  Flues 
and  Pipes. — The  strength  of  a  thin  tube  is  given  by 
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where  j?  is  the  diflFerence  of  pressure  inside  and  outside  in  pounds  per 
square  inch,  t  the  thickness  (or  eflfective  thickness  if  the  tube  is 
corrugated  or  has  strengthening  rings),  d  the  average  diameter,/  the 
tensile  (or  compressive  in  the  case  of  flues),  stress  on  the  material  in 
pounds  per  square  inch.  If  p  is  the  working  gauge  pressure,  /  in 
tension 'may  be  taken  as  6  tons  per  square  inch  for  iron,  and  7  for 
mild  steel ;  /  in  compression  is  usually  taken  as  only  2  tons  per 
square  inch.  The  weakening  of  a  plate  produced  by  a  riveted  joint 
is  known  from  Art.  116. 

Exercise  1.  A  boiler  7  feet  diameter  isfth  inch  thick,  what  safe 
working  pressure  will  it  stand  if  the  safe  working  tensile  stress  of 
the  material  is  5  tons  per  square  inch  ?  Assume  that  the  longi- 
tudinal seams  have  a  strength  only  60  per  cent,  of  that  of  the  plate 
itself.  That  is,  take  the  safe  stress  to  be  60  per  cent,  of  5  X  2,240 
or  6,720  lbs.  per  square  inch,  so  that 

safe  gauge  pressure  =  6,720  x  f —  42  =  100  lbs.  per  square  inch. 

2.  What  must  be  the  thickness  of  the  flue  of  this  boiler  if  its 
diameter  is  2'  9",  and  if  the  welded  joint  in  it  is  assumed  to  stand 
a  working  crushing  stress  of  2  tons  per  square  inch.  Answer,  f  of 
an  inch. 

3.  The  marine  boiler  shell.  Fig.  206,  is  16  feet  diameter,  and 
withstands  a  gauge  pressure  of  150  lbs.  per  square  inch  ;  if  the  thick- 
ness is  IJ  inch,  what  is/?     An9ivei\  9,600. 

4.  The  corrugated  flue  of  Fig.  206  is  4  feet  average  diameter,  the 
length  of  metal  is  13  times  the  axial  length,  the  metal  is  f  inch 
thick,  the  working  gauge  pressure  is  150,  what  is/?    Answer,  7,400. 

5.  The  steam  vessel  of  a  water  tube  boiler  is  30  inches  in 
diameter,  thickness  f  inch,  pressure  200  lbs.  per  square  inch,  find  / 
Answer,  8,000. 

6.  Each  of  the  tubes  of  a  boiler  is  1*5  inches  in  diameter,  and 
0*25  inch  thick ;  if/  is  8,000  find  p.  Answer,  2,600  lbs.  per  square 
inch. 

Exercise  2.  A  boiler  like  Fig.  151  intended  for  100  lbs.  per 
square  inch  (gauge)  is  usually  of  steel  V  to  yV'  thick  in  its  7  foot 
shell,  the  straight  seams  being  double  riveted  butt  joints  with  two 
covering  plates,  its  33"  flues  being  f '  to  V  thick.  Neglecting  the 
extra  virtual  thickness  due  to  the  joints  in  the  flues,  what  are  the 
greatest  stresses  in  the  metal  taking  the  smaller  thicknesses  ? 

Answer.  /  =L_  for  both  shell  and  flue, 
/  =  —  or  8,400  lbs.  per  square  inch  in  the  shell ;  but  as  the 
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joint  is  0'85  of  the  strength  of  the  unhurt  plate  (sec  Art.  IIG),  wemay 
take  the  greatest  stress  in  the  plate  at  the  joint  as  8,400  -~  '85, 
or  about  10,000  lb.  per  square  inch. 


/■' 


- — '—  or  4,400  lbs.  per  square  inch  compressive  stress  i 


the  flue.    Such  a  boiler  is  usually  only  tested  hydraulically  to  150  lbs. 
per  square  inch. 

130.  The  flat  parts  of  boilen  need  staying.     Figs.  151,  152. 
163,  164  show  the  gusset  plates  and  end  to  end  stays  in  common 


use.  Fig.  18S  is  a  diagonal  stay  which  may  take  the  place  of  a  gusset. 
In  flat  parts  near  together,  stud  stays  riveted  or  with  nuts  of  the 
shapes  shown  in  Fig.  189,  are  used.  Thus  in  Fig.  202  copper  is  used 
in  the  3-inch  water  space  between  a  locomotive  fire-box   and  its 


shell,  the  stays,  4  inches  apart,  are  screwed  into  the  jilates,  the  ends 
allowed  to  project  |  inch  and  then  riveted  over.  The  end  of  a  long 
stay  bar  may  have  a  pin  joint,  aw  in  Fig.  ]8!).  In  multitubular 
boilers,  stay-bars,  as  in  Fig.  151,  may  be  used  in  the  steam  space, but 
many  of  the  tubes  are   screwed   into   the   shell  tube  plate  as   in 
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Fig.  191.  The  ordinary  tubes  are  merely  expanded  at  their  ends 
into  the  tube  plates  as  in  Fig.  192.  Fig.-193  shows  the  Admiralty 
ferrule  often  used  to  protect  the  joint  from 
tfle  furnace  flame.  In  Fig.  190,  the  fastening 
of  a  stay-tube  is  more  elaborate,  there  being 
external  and  internal  nuts. 

Fig.  194  shows  one  way  in  which  numerous 
dog  stays  or  girders  support  the  flat  top  of 
the  furnace  of  a  locomotive,  or  of  the  com- 
bustion chamber  of  a  marine  boiler.  They 
are  also  slung  at  their  middles  to  the  shell. 
This  gives   greater   freedom  for   expansion  of         ."■  ^"'  ^'*' 

the  top  of  the  fire  box  before  the.  shell  gets  heated.     It  is  getting 
common  to  use  another  method,  supporting  the  flat  plate  from  steel 


Fio.  191.-St*v-Tube. 


Fio.  1«.— AnmiuLTY  Fkhrlxe.  Fio.  1M.— Doo  ob  Gibmb  Stat. 

T  castings  on  the  outer  shell  by  means  of  numerous  stay-bars.    This 
allows  better  circulation  of  the  water. 

Ftat  P/alts. 
The  theory  of  tho  strength  of  a  flat  plate  liaa  not  yet  been  put  in  a  sijiiple 
form.     It  will  be  found  in  Thomson  and  Tnit's  yaliiral  Philosophy.     Tlie  reaulM 
of  the  theory  agre*  with  such  careful  experiments  as  have  t>een  made. 
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• 

(1)  For  a  circular  plate  of  thicknesn  t  and  radius  r,  supported  all  round  its 

ed^e  with  a  normal  load  of  p  lb.  per  ftc|uare  inch,  if  /  is  the  greatest  stress  in 

the  material — 

/  =  or'pfQf', 

(2)  If  the  circular  plate  \nfixtd  all  round  its  edge 

/  =  2rVV3/*. 

(3)  A  srjuare  plate  of  side  h  fixe<l  at  the  edges 

/  =  ^pl\t\ 

(4)  A  rectangular  plate  of  length  /  and  breadth  h  fixed  round  the  edges 

/  =  l*b'^p/2tm*  +  b*). 

(5)  A  round  plate  with  a  load  W  in  the  middle,  supported  at  the  edges 

(0)  For  Htays  in  square  formatign,  distance  asunder  «,  each  stay  has  a  load 
p8^t  and  the  greatest  stress  in  the  plate  of  thickness  t  is 

LloyrFs  and  other  associations  have  formulated  elaborate  practical  rules  for 
tlie  strength  of  curved  and  flat  parts  of  boilers  and  stays,  based  on  the  formulae 
I  have  given,  Arts.  113-120.  These  will  be  found  in  the  manuals  written  for 
lK>iler-maker8. 

131.  Grooving  and  Oorrosion. — Even  zinc,  if  pure,  in  dilute 
«uli)huric  acid  is  not  acted  upon  chemically.  But  if  a  piece  of  any 
other  in(^tal,  such  as  copper,  is  also  in  the  liquid  and  the  metals 
touch  anywhere,  the  zinc  is  acted  upon  rapidly.  Two  kinds  of  metal 
are  needed  as  well  as  an  electrolytic  liquid,  and  the  metals  must 
touch,  else  corrosion  will  not  take  place.  The  better  conductor  the 
li(}uid  is,  and  the  more  different  in  certain  qualities  the  metals  are, 
the  more  rapid  is  the  action.  One  of  the  metals  is  almost  entirely 
protected,  the  other  being  acted  upon.  Now  in  ordinary  zinc  there 
are  impurities  and  physical  differences,  and  consequently  we  have 
rapid  corrosion  when  it  is  in  an  electrolytic  liquid  such  as  dilute 
sulphuric  acid.  When  iron  touches  water,  although  the  water 
may  be  very  free  from  salts  and  therefore  rather  non-conducting 
electrically,  yet  in  time  we  find  corrosion,  and  especially  near  the 
water  level. 

Where  the  metal  is  sometimes  wet,  sometimes  dry,  very  small 
surface  differences  in  the  metal  are  suflScient  to  allow  of  the  forma- 
tion of  deep  grooves  due  to  corrosion.  Probably  the  fretting  of  the 
surface  of  the  metal,  due  to  the  plates  being  bent  and  unbent  near  the 
more  rigid  angle  iron,  in  the  breathing  of  the  boiler,  causes  sufficient 
difference  of  surface  to  start  the  action.  It  is  usual  to  make  the 
inside  surface  of  a  boiler  more  uniform  by  sponging  it  all  over  with 
a  weak  solutit>n  i>f  si\lammoniac.     Hanging  lumps  of  zinc  inside  a 
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boiler,  either  lying  against  the  plates  or  attached  metallically,  very 
materially  prevents  corrosion  of  the  iron,  the  zinc  being  eaten 
away.  From  200  to  600  lbs.  of  zinc  are  sometimes  consumed  per 
annum  in  the  boilers  of  a  large  vessel.  Air  free  water  produces 
much  less  corrosion.  Vegetable  and  animal  oils  decompose  in  boilers 
and  produce  corrosion  because  of  acidity. 

It  is  because  of  this  electro-chemical  action  that  any  trace  of 
rancidity  in  lubricating  oil  does  so  much  harm  between  brasses 
and  journals.  If  water  finds  its  way  to  the  place  where  a  gun- 
metal  liner  touches  the  steel  of  a  propeller  shaft,  it  causes  rapid 
corrosion. 

Making  every  part  of  a  boiler  more  elastic  greatly  prevents  such 
fretting  of  the  metal  anywhere  as  may  lead  to  grooving  and  pitting. 
This  is  another  reason  why  the  spaces  between  flues,  and  flues  and 
shell,  ought  to  be  as  much  as  possible;  it  is  for  this  reason  that  some 
makers  prefer  five  to  four  gusset  stays. 

122.  Straining  of  a  Boiler. — Parts  of  a  boiler  are  continually 
altering  in  temperature  in  different  ways.  Thus,  in  a  Lancashire 
boiler,  after  the  fire  is  lighted  a  flue  "  hogs,"  rising  in  the  middle, 
or  rather  nearer  the  furnace,  as  much  as  f"  or  J",  although  it  bulges 
out  the  flat  ends,  perhaps  J".  It  is  well  to  leave  a  flue  free  to  hog 
and  not  to  try  to  restrain  it  with  stays. 

Exercise.  A  Lancashire  boiler  is  35  feet  long,  the  flue  has  an 
average  temperature  of  500°  F.  when  the  shell  is  only  at  100°  F. ; 
what  would  be  the  relative  change  in  length  if  it  were  not 
prevented  ? 

Answer.  By  Art.  171  a  diff(erence  of  400  degrees  produces  a  frac- 
tional change  of  length  400 x '000009  or  00036  in  iron,  so  that  in 
35  feet  there  is  a  difference  of  35  x  12  x  0036  or  15  inches. 

Exercise.  To  shorten  an  iron  tube  35  feet  long,  by  the  amount 
of  1  inch,  what  must  be  the  compressive  stress  ? 

Answer.  The  compressive  strain  is  1 -r  (35  x  12),  and  as  Young's 
modulus  of  elasticity  for  iron  is  about  3x10®,  the  compressive  stress 
being  3  X  10®  multiplied  by  the  strain,  the  answer  is  3  X  10®-5-(35  X  12) 
or  7,140  lbs.  per  square  inch. 

Exercise.  If  the  flue  is  33  inches  in  diameter,  J  inch  thick ;  if  the 
heat  tends  to  make  it  IJ  inches  longer,  and  although  it  bulges  out 
the  ends  of  the  boiler  and  hogs,  it  only  gets  ^  inch  longer,  what  is 
the  total  pushing  force  in  the  flue  ? 

Answer.  By  last  example  the  stress  is  7,140  lbs.  per  square  inch  ; 
the  section  of  metal  is  337rX  J  or  51'86  square  inches,  so  that  the 
total  push  is  370,280  lbs.  or  165  tons. 
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123.  Boiler  Accnmiilator.  Exercise  1.  A  vessel  contains  Wi  lb.  of  water 
at  406''  F.  under  a  pressure  of  265  lbs.  per  square  inch.  How  much  steam  must 
be  taken  away  (dry  at  347''  F.  through  a  reducing  valve)  for  the  temperature 
to  become  347"  F.,  the  pressure  being  130  lbs.  per  square  inch  ? 

Answer,  If  v?,  lb.  of  water  at  406°  F.  has  as  much  energy  as  w^  lb.  of  water, 
and  X  lb.  of  steam  at  347''  F.  (i/?,  +  x  being  equal  to  «7i),  measuring  heat  from 
347"  F. 

?(?,(406  -  347)  =  a:  X  869, 

59 

as  869  is  the  latent  heat  of  steam  at  347"  F.   Hence  a:=  ^^  to,,  or  14J  lbs. of  water 

falling  from  406'  F.  to  347"  F.  will  yield  one  pound  of  steam. 

Exercise  2.  If  20  lbs.  of  steam  per  hour  at  130  lbs.  per  square  inch  will 
develop  1  horse-power,  what  is  the  storage  capacity  of  a  vessel,  30  feet  long,  15 
feet  diameter,  containing  water  at  265  lbs.  per  square  inch,  allowed  to  fall  to 
130  lbs.  per  square  inch  ? 

Answer,  By  the  table,  Art.  180,  we  see  thatj  cubic  foot  of  such  water  weighs 

54  lbs.,  so  that  we  have-j  15-  x  30  x  54,  or  286,270 lbs.  of  water  stored.  Divid- 
ing by  14J  we  find  that  the  supply  of  steam  may  be  19,470  lbs.,  dividing  by  20 
we  get  a  supply  of  973  horse-power-hours. 

Exercise  3.  An  electric  light  station  has  many  small  steam  engines,  each 
coupled  to  a  dynamo  machine  ;  some  of  these  are  stopped  or  started,  as  the  load 
varies.  They  all  take  steam  at  130  lbs.  per  square  inch  through  reducing  valves 
from  a  reservoir,  and  give  out  1  electrical  horse-power  for  25  lbs.  of  steam.  The 
reservoir  contains  water  never  higher  than  406"  F.,  never  lower  than  347"  F., 
and  this  water  is  kept  constantly  circulating  by  means  of  a  centrifugal  pump 
l)etween  the  reservoir  and  a  number  of  boilers,  using  steadily  half  a  ton  of  coal 
per  hour.  Three-fourths  of  the  total  heat  of  the  coal  is  given  to  the  water, 
which  enters  at  62"  F.,  the  coal  being  such  that  its  total  heat  per  pound  is  15,000 
heat  units. 

In  24  hours  the  water  receives — 

24  X  ^  X  2240  X  15,000  x  |  or  3  x  lO"*  heat  units. 

A  pound  of  steam  at  347"  F.,  the  feed  being  at  62"  F.,  needs  1,157  units,  and 
hence  if  the  engines  hawi  a  perfectly  constant  load,  they  would  give  out  3  x  10" 
-^  (1,159  X  25)  horse-power-hours  in  the  24  hours,  or  435  horse-power. 

Exi^rcise  4.  Now  suppose  that  there  is  such  a  load  factor  that  there  Is  a  maxi- 
mum supply  at  the  rate  of  1,740  electrical  horse-power,  and  in  fact  that  for  eight 
successive  hours  the  power  given  out  is  greater  than  435,  the  average  of  the  excess 
power  being  510,  so  that  in  fact  there  must  be  a  store  of  510  x  8,  or  4,080  horse- 
poww-hours.  In  this  rough  calculation  we  may  neglect  the  fact  that  the  steam 
if  taken  away  at  a  higher  pressure  through  a  reducing  valve,  is  probably  super- 
heated instead  of  being  just  dry  as  assumed  above,  and  we  may  assume  that  for 
every  14f  lbs.  of  water  stored  we  can  produce  1  lb.  of  steam,  or  for  every  25  x  14$ 
or  3674  lbs.  of  water  stored  we  can  produce  1  electrical  horse-power-hour.  We 
therefore  need  to  store  4,080  x  367i,  or  1  -50  x  10«  lb.  of  water  at  406"  F.  At  this 
temperature  a  cubic  foot  of  water  weighs  54  lbs.,  and  therefore  we  need  a 
reservoir  of  27,200  cubic  feet,  neglecting  the  volume  of  the  heated  tubes.  This 
reservoir  if  cylindric  might  consist  of  four  cylinders,  40  feet  high  and  15  feet  in 
diameter.  The  cost  of  such  a  reservoir  with  the  necessary  brickwork,  &c. ,  would 
probably  be  £2,4(X).  Assuming  interest,  maintenance,  depreciation,  rent,  &c., 
as  10  per  cent,  on  the  cost,  we  find  £240  per  year. 


CHAPTER   XIII. 

HEATING   ARRANGEMENTS   OF   BOILERS. 

124.  The  fireplace,  6  feet  long,  Fig.  151,  consists  of  a  front 
dead  plate  and  sets  of  fire  bars  resting  on  wrought  iron  or  steel 
bearers,  and  the  support  of  the  fire-brick  bridge  B  riveted  across 
the  flue.  Notice  the  spaces  between  the  bars.  Fig.  154,  to  allow  of 
air  entering  from  the  ashpit.  The  door  is  double  or  sometimes 
treble  with  air  between,  so  that  the  outer  part  may  remain  cool. 
The  clever  stoker  knows  that  it  is  by  regulating  the  air  coming 
through  the  ventilators  in  the  door,  as  well  as  by  the  ashpit,  that 
he  may  obtain  perfect  combustion  and  no  smoke,  even  wdth  the  most 
bituminous  coals.  The  careless  stoker  can  only  obtain  good  com- 
bustion with  Welsh  coals.  With  good  stoking  the  same  results  are 
obtained  with  Newcastle  or  Cheshire  coals  as  with  Welsh.  Here  is 
the  best  method  with  non- Welsh  coals.  Suppose  fresh  coal  is  needed, 
the  red-hot  stuff  is  pushed  forward  till  it  is  thicker  near  the  bridge  ; 
the  fresh  coal  is  put  on  near  the  dead  plate  and  the  door  closed,  air 
coming  in.  The  coal  begins  to  coke  (this  is  called  the  coking  system, 
and  is  better  than  the  spreading  system  of  feeding  a  furnace,  except 
for  very  small  coal) ;  it  gives  off  its  gaseous  hydrocarbons,  which, 
passing  over  the  white-hot  part  and  also  by  meeting  the  hot  air  which 
has  come  from  the  ashpit  through  the  grate,  and  also  by  its  own 
combustion,  reaches  a  high  temperature.  Now  for  perfect  com- 
bustion of  the  gases  we  have  merely  to  recollect  that 

1.  There  must  be  at  least  a  sufficient  quantity  of  air. 

2.  The  air  and  gases  must  be  well  mixed. 

3.  The  mixture  must  be  at  a  high  temperature. 

If  any  of  these  conditions  is  not  fulfilled  there  is  an  escajx* 
of  unbumt  gases.  If  these  unburnt  gases  are  hydrocarbons  and  if 
they  are  suddenly  cooled,  they  become  decomposed  and  form  smoke 
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or  soot.  Impinging  on  a  cold  solid  surfiice,  some  of  these  hydro- 
carbons deposit  a  very  hard  kind  of  soot  difficult  to  remove. 

In  the  Lancashire  boiler  we  depend  upon  the  mixing  that  goes  on 
above  and  behind  the  fire  bridge  as  well  as  above  the  fire,  and  this 
is  why  we  call  the  space  behind  the  bridge  a  combustion  chamber.  It 
is  fatal  to  good  economy  to  attempt  to  cool  the  gases  much  until  they 
are  well  mixed,  and  in  Fig.  151  the  first  Galloway  tube  is  perhaps  too 
close  to  the  bridge.  And  yet  although  it  cools  the  gases,  it  also  helps 
to  mix  them.     More  space  is  needed  for  more  bituminous  coal. 

We  do  not  like  to  rely  altogether  upon  the  air  coming  up  through 
the  grate,  and  it  is  necessary  to  think  a  little  about  what  happens  to 
such  air.  Suppose  air  to  come  up  through  a  thick  mass  of  white 
hot  coke ;  first  its  oxygen  combines  with  carbon  to  form  carbonic 
acid  COg ;  later  this  carbonic  acid  dissociates  into  carbonic  oxide 
CO  and  oxygen ;  this  oxygen  again  takes  up  carbon  to  form  more 
carbonic  acid.  If  the  fuel  is  thick  enough  no  doubt  there  are  more 
changes — but  the  result  is  this,  that  escaping  from  the  top  of  the 
coke,  we  have  carbonic  oxide  and  carbonic  acid  and  the  nitrogen  of 
the  air.  Students  must  have  seen  such  CO  burning  with  a  blue 
flame  over  a  thick  coke  fire.  That  such  carbonic  oxide  may  not  go 
off  unconsumed,  air  must  be  admitted  by  the  door.  Now  in  the 
Lancashire  boiler  we  do  not  like  thin  fires,  but  even  when  thickest 
much  of  the  oxygen  which  comes  through  the  grate  will  probably 
not  form  either  CO  or  COg,  and  air  through  the  fire  door  is  not  so 
necessary  (although  we  always  take  care  to  open  the  ventilator  of 
the  door  about  a  minute  after  a  fresh  firing)  as  it  is  in  the  locomo- 
tive and  other  boilers  using  thick  fires.  In  these  there  is  probably 
little  free  oxygen  after  passage  through  the  fire ;  hence  both  for  the 
sake  of  the  CO  and  also  of  the  hydrocarbons,  air  must  be  admitted 
through  the  door.  The  space  above  the  grate  in  a  locomotive  is  the 
only  combustion  chamber,  and  it  ought  to  be  large.  In  some  cases 
of  Lancashire  and  marine  boilers,  advantage  is  found  in  admitting 
air  through  passages  behind  the  fire  bridge. 

In  chimney  draught,  or  when  jets  of  steam  produce  draught  in 
the  uptake  of  locomotives  or  marine  boilers,  the  entering  air  can  only 
be  heated  by  the  inner  part  of  the  hot  fire  door  or  the  hot  ashpit, 
but  when  the  forced  draught  consists  in  blowing  air  in  through 
orifices  above  the  grate  and  also  into  the  ashpit,  fire  door  and  ash- 
pit door  being  well  closed,  it  is  possible  to  heat  this  air  by  the 
gases  in  the  uptake  as  it  comes  through  pipes.  In  this  case  very 
perfect  combustion  is  obtainable.  Note  that  in  no  case  can  a  stoker, 
however  careful,  obtain  good  combustion  unless  he  can  command 
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just  as  much  draught  as  is  necessary.  With  chimney  draught 
he  performs  his  regulation  by  lifting  or  lowering  the  damper,  which 
is  hung  from  a  chain  passing  over  pulleys  to  the  balance  weight, 
which  is  within  easy  reach  of  the  stoker. 

The  opening  of  the  fire  door  admits  too  much  cold  air  (usually 
checked  by  the  damper  beforehand),  and  yet  it  is  certain  that 
frequent  small  supplies  of  coal  are  far  better  than  infrequent  large 
supplies.  Indeed,  the  feeding  of  the  fire  ought  to  b«  continuous, 
and  the  ctmditions  of  draught,  &c.,  ought  to  keep  constant.  Hence 
for  the  most  perfect  combustion  we  depend  upon  mechanical  stoking, 
which  keeps  admitting  fresh  fuel  all  the  time,  the  coal  as  it  gets 
coked  and  more  and  more  burnt,  finding  its  way  towards  the  bridge, 
where  the  ash  and  clinker  drop.  Indeed,  in  small  boilers  of  great 
power  it  is  almost  absolutely  necessary  that  all  the  operations,  feeding 
with  water  and  fuel,  and  regulating  draught,  &c.,  should  be  auto- 
matically and  continuously  performed. 

125.  The  combustion  chamber  is  filled  with  white  hot  flame, 
and  as  the  gases  travel  towards  A  they  give  up  most  of  their  heat 
to  the  boiler.  Usually  about  half  the  total  heat  given  to  the 
boiler  is  given  up  by  radiation  from  the  fire  and  the  hot 
gases  in  the  furnjice  and  combustion  chamber  of  a  Lancashire 
boiler.  The  rest  of  the  heating  surface  seems  to  take  up  heat 
by  mere  contact  with  the  hot  gases,  and  hence  it  is  that  the 
Galloway  tubes  prove  to  be  useful,  because  the  gases  strike  upon 
them  and  the  eddying  and  mixing  motion  causes  a  continual  renewal 
of  hot  gases  near  the  metal,  and  the  water  circulates  easily  through 
the  tubes.  The  seatings  of  six  boilers  are  shown  in  Fig.  196.  A 
fire-brick  wall  makes  the  stuff  pass  down  and  underneath  the  bottom 
nearly  to  the  front  of  each  boiler ;  there  it  divides  into  two  streams, 
passing  up  and  along  the  sides  of  the  boiler  by  passages,  which  unite 
again  in  the  passage  going  to  the  chimney.  An  iron  door  or  damper 
passes  usually  down  through  a  slit,  supported  by  a  chain  going  over 
pulleys  to  the  front  of  the  boiler,  where  there  is  a  counterweight. 
The  boiler  rests  on  the  seating  blocks  of  tire-brick,  made  of  special 
shape.  Some  men  let  the  gases  pass  along  the  side  flues  before  the 
bottom,  and  it  may  be  more  economical,  but  the  other  is  on  the  whole 
better  because  there  is  less  unequal  heating  of  the  boiler.  What 
the  actual  temperatures  are,  everywhere,  I  do  not  know,  for  although 
I  know  of  many  published  measurements,  I  know  of  none  yet  made 
with  accurate  instruments. 

Exercise.  If  half  the  heat  of  fuel  is  mdiated  in  the  furnace,  and 
the  other  half  is  carried  off  by  gases.     If  the  gases  are  20  lbs.  per 

p  2 
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pound  of  fuel,  and  the  calorific  power  of  the  fuel  is  14,500  Fah. 
units;  neglecting  the  fact  that  there  is  vapour  present,  and  that 
there  is  almost  certainly  dissociation,  find  the  temperature  of  the 
gases  leaving  the  furnace  if  their  specific  heat  is  0'24. 

Answer,  7,260  h-  (20  x   24)  or  1,510  Fah.  degrees  above  ordinary 
temperature. 

It  is  said  that  thick  copper  wire  lying  on  the  brightest  fuel  in  any 
boiler  furnace  does  not  melt.  Probably  therefore  the  temperature 
never  reaches  the  melting  point  of  copper.  Copper  wire  will  of 
course  rapidly  disappear,  bec4iuse  of  oxidation,  &c.  The  temperature 
near  the  chimney  is  often  about  that  of  melting  lead.  There  is  no 
doubt  a  great  advantage  in  letting  the  two  flues  unite  in  one,  just 
behind  the  fire  bridge,  as  in  the  usual  hand  firing,  if  the  furnaces 
are  fired  alternately,  the  mixing  is  most  conducive  to  good  com- 
bustion. The  best  large  stationary  boiler  known  to  me  is  shown  in 
Fig.  196,  and  may  be  called  a  multitubular  boiler.  Here  when  the 
mixing  of  the  gases  has  occurred  in  C  C,  they  pass  through  a  great 
number  of  tubes,  which  take  away  their  heat  far  more  rapidly  than  it 
is  taken  in  any  Lancashire  boiler,  than  which  this  occupies  less  space 
for  the  same  power.  Space  must,  however,  be  left  behind  A  for 
the  cleaning  of  the  tubes.  The  best  results  are  obtained  with  two 
furnaces  meeting  in  the  combustion  chamber  C  C,  fired  alternately. 

An  economiser  (Figs.  195  or  197)  or  feed- water  heater  consists 
of  a  number  of  vertical  iron  pipes  (sixty  for  a  single  boiler  with 
three-cjuarters  of  the  heating  surface  of  the  boiler,  say  600  square 
feet),  through  which  the  feed-water  passes,  their  sooty  outsides  are 
kept  constantly  scraped,  and  they  are  placed  in  the  passage  between 
the  boiler  and  the  chimney.  It  is  found  that  the  use  of  an 
economiser  adds  from  10  to  15  per  cent,  to  the  amount  of  steam 
evaporated  by  a  Lancashire  boiler.  Water  may  be  raised  to  240**  F. 
It  causes  great  gain  in  economy,  and  lessens  the  straining  of  the 
boiler,  due  to  local  cooling.  It  does  not  benefit  a  multitubular 
boiler  so  much,  because  the  flues  of  this  boiler  are  already  very 
efficient.  In  this,  as  in  many  other  cases,  the  extra  contrivance, 
.such  as  a  feed-water  heater,  owes  its  value  to  the  uneconomical 
nature  of  the  contrivances  which  it  supplements. 

As  much  as  33  per  cent,  better  results  are  obtained  over  the 
ordinary  hand-stoking  by  the  use  of  mechanical  stokers^  but  it  is 
only  in  the  case  of  steady  loads  on  engines,  and  therefore  on  boilers, 
that  they  are  used.  Vicar's  stoker  has  a  hopper,  which  has  to  be 
filled  with  fuel,  and  the  fuel  falls  into  small  boxes;  a  slowly  rotating 
shaft  drives  plungers  forcing  coal  from  the  boxes  on  to  the  dead 
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plate,  and  also  gives  a  reciprocating  motion  to  the  fire  bars,  so  that 
the  coal  is  carried  towards  the  bridge,  where  ii  fells  into  the  ashpit, 
Henderson's  form  breaks  up  the  coal  coming  from  the  hopper;  it 
falls  on  fans,  which  spread  it  on  the  bars.  Half  the  bars  rise  and 
fall,  the  others  have  a  reciprocating  horizontal  motion. 

Exercise.  A  Lancashire  boiler  27  feet  long,  7  feet  diameter,  shell 
Yjth  of  an  inch  thick,  flues  33  inches  diameter,  |  of  an  inch  thick, 
ends  §  of  an  inch  thick,  what  is  its  approximate  weight  ? 

Answer.  Neglecting,  overlapping,  &c. 

Each    end     {84' -  2(33)^i  X  "7854  x  ^or   2,393    cubic   inches 

of  metal,  or  4,790  for  both. 

7 
Shell  84  Trx  27  X  12  X  T^  =  37,400  cubic  inches. 

Flues  2  X  SStt  X  ?  X  27  x  12  or  25,200  cubic  inches. 

Total  67,400  cubic  inches,  and  taking  28  lbs.  to  the  cubic  inch, 
the  weight  is  18,760  lbs.,  or  843  tons.     Now  the  actual  weight  will 


be  about  12  tons,  together  with  3J  tons  of  fittings,  and  this  gives 
a  fairly  correct  notion  of  the  usual  allowance  to  be  made  for  flanges, 
angle  irons,  Sic,  in  rough  calculations. 

If  the  student  will  make  measurement's  he  will  find  that  the  total 
heating  surface  on  the  external  shell  is  about  370  square  feet ;  flues, 
450  square  feet  +  water  tubes  30  square  feet;  altogether  say  870 
square  feet ;  economizer  say  COO  square  feet.  The  grate  is  about 
33  square  feet  in  area,  so  that  there  is  26  square  feet  of  heating 
surface  (with  economizer  45)  per  square  foot  of  grate. 

Such  a  boiler  will  usually  burn  12  to  18  tons  of  coal  per  week  of 
54  hours,  or  15  to  22  lbs,  of  coal  jkt  hour  per  square  foot  of  grate  {a 
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fairly  thick  fire)  without  much  smoke,  if  the  coal  is  admitted  a  little 
at  a  time,  either  sprinkled  all  over  or  alternately  at  the  sides,  or  only 
on  the  dead  plate,  a  little  air  being  always  admitted  through  the 
doors  after  firing.  The  common  sort  of  result  obtained  is  to  have 
21  tons  water  evaporated  per  hour. 

Exercise.  It  is  usual  to  obtain  in  ordinary  practice  with  good 
firing  lOJ  lbs.  of  water  evaporated  (as  if  from  and  at  212°  F.)  per 
pound  of  coal  if  an  economiser  is  used  ;  what  is  the  usual  evaporation 
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of  the  above  boiler  per  hour  ?  And  how  much  is  it  per  square  foot 
of  grate  ?     How  much  is  it  per  square  foot  of  heating  sur^e  ? 

ATtstoer.  3,966  or  5,950  lbs. ;  120  to  180  lbs. ;  iii  to  2-77  lbs.,  not 
counting  economiser  surface;  27  to  4  lbs.,  counting  economiser  surface. 

Exercise.  If  for  25  lbs.  of  evaporation  we  obtain  1  indicated  horse- 
power, what  is  the  average  indicated  horse-power  corresponding  to 
the  boiler  power  ? 

AnsiDCT.  If  we  take  5,000  lbs.  per  hour  as  the  average  evaporation, 
this  means  about  200  indicated  horse-power. 

With  a  range  of  Lancashire  boilers  we  usually  assume  about 
20  indicated  horse-power  per  foot  of  boiler  frontage,  including  brick- 
work or  16  with  Cornish  boilers. 
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BOILERS  {continued). 

136.  The  vertical  boUen  shown  in  Figs.  198-200  are  easy 
to  understand.     Fig.  201  shows  a  "Field"  water-tube  which  pro- 
jects downwards  into  a  fireplace,  and  is  surrounded  by  flame.     A 
vertical  tube  closed  at  the  end  with  water  in  it, 
surrounded  by  flame,  will  get  nearly  red  hot  and 
then  suddenly  much  of  the  water  becomes  steam     . 
explosively.     The   interior    tabe  allows  the    most 
rapid  circulation  to  take  place,  and  these  field  tubes 
are  quite  wonderful  for  quick  evaporation. 

In  the  locomotlTe  boiler  the  usual  pressures 
are  130  to  200  lbs.  per  square  inch  absolute. 
Fig,  202  shows  the  fire  box,  whose  top  and  sides 
(usually  copper  \  inch  thick)  are  in  one  piece,  the 
tube  plate  T  P,  if  inch  thick  and  the  back  fire  box 
plate  BFF  being  connected  by  flanges  to  the  rest. 
It  is  enclosed  by  its  J  inch  steel  casing  which 
has  a  shoulder  plate  joining  it  to  the  steel  J  inch 
barrel  formed  of  three  in»n  or  steel  plates  called 
the  back,  the  middle,  and  the  Iront  plate.  The 
front  plate  is  fastened  to  the  \  inch  smoke  box  tube 
plate  S2'Phy  a  circular  angle  iron.  About  200, 1^ 
to  IJ  inch  {10  W.  G.  thick)  brass  flue  tubes  convey 
the  hot  gases  from  furnace  to  smoke  box.S'i?and  the  y^^  201— field  Traa 
chimney.  Rivets  usually  f  inch.  Circular  joints 
often  lap  but  sometimes  butt.  The  straight  joints  always  butt 
with  two  covering  plates. 

The  holes  in  both  the  tube  plates  are  larger  than  the  tubes,  which 
are  passed  through  from  the  smoke  box  end  of  the  barrel  and  then 
expanded  and  made  steam  tight  with  a  tube  expander,  ferrules  being 
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put  on  at  the 
fire  box  ends. 
The  tubes  act 
also  as  stays. 
Only  the  top  and 
bottom  rows  of 
tubes  are  shown 
in  Fig.  202;  CS 
are  copjwr  stays 
through  the 
water  space  11-'  S 
all  round  the  fire 
box.  Notice  the 
longitudinal 
stays  also,  their 
ends  at  A  and 
a  screwed  into 
the  plates.  The 
top  of  the  fire 
box  is  shown 
with  many  cop- 
per screws  from 
the  wrought  iron 
dog  stays  RSG 
which  are  hung 
by  one  or  two 
rows  of  links  Z 
to  angle  irons  on 
the  inside  of  the 
fire  box  shell. 
Sometimes  roof- 
ing stay  bolts, 
each  from  shell 
to  lire  box,  are 
used  instead  of 
girder  stays,  and 
they  give  better 
water  circula- 
tion. The  dome 
is  of  steel,  its 
steel  Hangc  or 
fitting  F  riveted 
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on.  Notice  the  shapes  of  the  fire  bars  and  how  they  are  carried  by 
bolts  through  the  foundation  ring  FR,  The  air  space  is  from  J  to  J 
of  the  whole  grate  area.  A  wrought  iron  rectangular  ashpan  is 
bolted  to  FR.  It  has  a  damper  in  front  (sometimes  one  at  the  back 
also),  a  hinged  door  worked  by  a  notched  rod  from  the  foot  plate. 
There  is  usually  a  fire  brick  arch  nearly  across  the  fire  box  to  deflect 
the  flame  and  so  mix  the  gases  better.  It  was  the  use  of  this  brick 
arch  which  first  enabled  coal  to  be  burnt  instead  of  coke  in  loco- 
motives. There  is  also  usually  a  deflect9r  plate  inside  the  fire  hole 
to  deflect  the  cold  air  downwards  when  the  door  opens.  As  this 
obstructs  radiation  it  is  not  so  good  as  having  a  door  opening  inwards 
which  itself  acts  as  a  deflector  plate. 

The  regulator  for  admitting  steam  through  the  steampipe  S  P  to 
the  valve  chest  is  shown  in  Fig.  64. 

The  heating  surface  of  a  locomotive  is  usually  750  times  the  area 
of  one  of  the  pistons ;  the  grate  area  is  usually  10  times  the  area  of 
one  of  the  pistons.  The  tube  heating  surface  is  usually  10  times  the 
heating  surface  of  the  fire  box. 

Exercise.  One  piston  16  inches  diameter,  what  is  its  area? 
What  is  the  customary  total  heating  surface,  tube  surface,  &c.  ? 

Ansiver,  Piston  201  square  inches ;  grate  14  square  feet ;  heating 
1,047  ;  tube  surface  951 ;  fire  box  heating  surface  95.  If  the  tubes  are 
1 J  inches  in  diameter  inside  and  10  feet  long  how  many  of  them  are 
there  ? 

ATisvjer,  Each  tube  has  an  area  of  3*93  square  feet,  so  that  there 
are  about  265  of  them. 

High  cylindric  marine  boilers  are  from  11  to  17  feet  in 
diameter,  and  are  either  double  or  single  ended.  Fig.  203  is  single 
ended,  9  to  10  feet  long,  and  Fig.  205-6  is  double  ended,  17  to  18  feet 
long,  being  like  two  single-ended  boilers  set  back  to  back.  There  is 
greater  economy  of  weight  and  space  and  heat  radiation.  In  men-of- 
war  there  may  be  an  advantage  in  having  more  boilers  quite  distinct. 

Fig.  205  is  one  of  four  marine  boilers.  The  shell  is  cylindric  with 
corrugated  furnaces.  The  straight  joints  are  treble  riveted  butt,  with 
two  covering  plates,  breaking  joints.  The  ring  joints  are  double  riveted 
lap.  Usually  there  are  two  or  three  combustion  chambers,  not  always 
the  same  in  number  as  the  furnaces.  The  uptakes  meet  at  the 
base  of  the  funnel,  with  a  damper  in  each  ;  indeed  there  is  usually  a 
damper  for  each  combustion  chamber  for  greater  ease  in  cleaning  the 
separate  furnaces.  The  furnaces  are  from  36  to  45  inches  in  diameter, 
78  inches  long,  grate  6  to  7  feet  long  in  two  or  three  lengths  of  steel 
fire  bars  (Fig.  206).     There  is  always  an  ash  tray  because  of  the 
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corrugations  in  the  furnaces,  and  it  is  usual  to  keep  a  little  water  in 
it.  The  furnace  tubes  are  kept  4  to  5  inches  apart  both  at  heights  and 
hollows  of  the  corrugations.  The  ends  flanged  are  f  to  J  inch  thick. 
The  front  one  is  in  three  pieces.  The  central  piece  is  the  front  tube 
plate ;  the  lower,  flanged  out  at  the  holes,  carries  the  furnaces.  The 
combustion  chambers  are  of  flat  plates  curved  and  flanged  i  to  jV  i^^h 
thick,  well  stayed. 

The  tubes  are  still  sometimes  of  brass  but  almost  always  of 
drawn  steel  J  inch  thick,  2 J  f o  3  inches  internal  diameter.  They  are 
a  good  fit  for  .the  holes  in  the  tube  plates  and  a  tube  expander  is 
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Fio.  208.— Single  Ended  Marine  Boiler,  Three  Furnaces,  Three  Combustion  Chambers. 


used.  The  holes  are  a  little  larger  at  the  smoke  box  end  to  facilitate 
insertion  and  withdrawal.  The  tubes  are  usually  about  1  inch  apart 
on  their  outsides.  Notice  the  large  number  of  tubes  that  are  stay 
tubes  marked  blacker  than  the  rest  in  Fig.  205.  (Many  people  object 
altogether  to  the  use  of  stay  tubes,  which  indeed  are  seldom  used  in 
locomotives.)  The  Serve*  tube  has  internal  ribs  for  the  better 
abstraction  of  heat ;  it  is  of  twice  the  usual  weight  and  cannot  be 
more  efficient  than  a  small  tube  with  great  draught. 

Notice  the  end  to  end  stay  bars  2  or  2  J  inches  diametijr,  the  holes 
in  the  plates  not  screwed. 

Already  there  are  single-ended  boilers  of  13  feet  diameter,  whose 
cylindric  part  is  1§  inches  thick  10  feet  long,  in  two  plates  each  11  feet 
broad,  with  one  welded  joint ;  the  other  joint,  being  welded  at  its  end 
parts  only,  the  rest  of  it  treble  riveted.  The  flanges  are  internal 
and  on  the  cylindric  part,  each  of  the  end  plates  being  in  one  piece. 
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It  is  diflScult  to  convey  larger  plates  than  these  by  rail.  Very  large 
flanging  and  welding  machinery  has  thus  given  great  simplicity  and 
strength  of  construction. 

Exercise.  A  marine  boiler  shell  is  16  feet  3  inches  diameter,  1^ 
inches  thick  (li  inches  thickness  has  been  exceeded  in  the  mercantile 
marine),  for  a  working  gauge  pressure  of  170  lbs.  The  furnaces  are  43 
inches  diameter  and  f  inch  thick.    Neglecting  the  increase  in  effective 
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Fig.  204.— Marine  Engine  Steam  Pipes. 


thickness  due  to   the  corrugations,  what   are  the  working  stresses  ? 

Answer,  Shell  /=    -^ — ,-—-  =  11, 050,  and  as  the  joint  is '  or 

'^  2x1^  -^  5  +  1-45 

"837  of  the  strength  of  the  unhurt  plate,  the  answer  is  1 1,050 -r- '837,  or 

6  tons  per  square  inch  tensile  stress  in  the  joints  of  the  shell. 

43  X  170 
In  the  furnace  tube  /=         '      - ,  or  5,848  lbs.  per  square  inch. 

2  X  ■§• 

The  working  and  test  pressures  of  a  marine  boiler  are  usually 
engraved  on  a  brass  plate  fixed  to  the  front  of  the  boiler.  It  is  usual  to 
provide  two  Bourdon  pressure  gauges;  one  scale  goes  to  15  or  20 lbs. 
above  the  working  pressure,  the  other  to  the  highest  pressure  used  in 
testing  the  boiler  hydraulically. 

To  show  the  general  nature  of  the  steam  pipe  connections  in 
the  Navy,  in  Fig.  204,  the  dotted  lines  are  bulkheads,  and  I  assume 
that  there  are  four  double-ended  boilers  and  twin  screw  engines ;  1  and 
2  are  the  stop  valves  of  the  boiler  in  the  forward  boiler  room  F  B  R, 
giving  steam  to  their  main  pipe,  which  goes  to  the  starboard  engine- 
room  bulkhead  stop  valve  3.  The  stop  valves  4  and  5  in  the  after 
boiler  room  AB R  give  steam  to  their  main,  which  goes  to  the  port 
engine-room  bulkhead  stop  valve  6.  There  is  a  thwart-ship  main 
pipe  on  which  are  the  stop  valves  3  and  6  just  mentioned ;  also  valves 

7  and  8  (to  shut  off  either  engine)  which  may  be  closed  either  by 
hand  in  the  engine-room  or  from  outside  ;  and  the  regulator  valves  of 
the  engines  9  and :  10.  Seven  and  8  are  held  open  against  the  pressure, 
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so  that  they  may  be  easily  closed,  and  small  pass  v.-Uves  are  provided 
to  ease  their  openiDg.  Sometimes  there  is  another  valve  provided 
between  3  and  6. 

It  is  moat  important  that  the  water  level  should  be  kept  right 
in  all  the  boilers.  There  is  ample  feeding  power,  and  on  an 
enieigency  all  the  feed  may  be  given  to  one  boiler ;  and  we  provide 


that  there  may  be  a  great  increase  in  the  speed  of  the  main  feed 
pump,  and  besides  this  there  is  an  auxiliary  feed  pump  also.  If,  in 
spite  of  this,  the  water  level  gets  lower,  the  stop  valve  must  be  closed, 
the  safety  valve  opened,  and  the  fires  drawn. 

Unless  there  is  time  given  to  prepare  so  that  there  may  bo  a 
good  reserve  of  steam  by  throttling,  &c.,  it  is  di£Bcult  to  maintain 
constant  pressure  when  the  speed  of  the  ship  alters.  It  is  possible 
now  to  blow  off  without  noise  by  the  silent  blow  off  or  stop  valve  on 
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the  main  steam  pipe,  which  lets  steam  directly  into  the  condensers, 
thus  saving  feed-water.  Care  must  be  taken  in  doing  this  gradually 
so  as  not  lo  damage  the  condenser  tubes. 

It   is  a  good  exerci-se   for   students  starting  at   the  feed    tank 
to   describe   how  tta«  water  Btufl*  traveli  in   a   marine  engine. 
Feed  tank  at   100°    F. — feed   pump  suction   pipe,  suction    valve; 
increased  pressure,  deliver;"  valve  with  branch  to  boiler-feed  valve, 
feed  pipe  inside  boiler.    Great  heat 
received  through   heating    surface 
from   furnace   and  flues;   becomes 
steam  at  370°  F.  and  170  lbs.  pres- 
sure,  passes    through    stop    valve 
nearly  diy,  main  steam  pipe,  bulk- 
head valve,  stop  valve,  regulating 
valve   getting  a  little  wet;   valve 
chest  of  H.P.  engine  ;  H.P.  cylinder, 
condensing  on  entrance  a  good  deal, 
doing  work   on  piston,  expanding 
and  evaporating  a  little,  exhaust  at 
larger  volume  and  smaller  pressure, 
and  evaporating  all   that  was  con- 
densed  as  it  passes   into  first  re- 
ceiver, valve  chest  of  intermediate 
cylinder    condensing   as   it   entei's 
doing   work  on   piston,  expanding 
and  evaporating   a  little ;  exhaust 
at  larger  volume  and  smaller  pres- 
sure and  evaporating  all  that  was 
condensed  as  it  passes  into  second 
receiver — valve  chest  of  L.P.  cylin- 
der, condensing  on  entrance  to  L.P, 
Fw.  207.-a«.«  uoiL^K  FiHE  DO.,..-       Cylinder,  doing  work  on  piston,  ex- 
panding and   evaporating  a   littlf. 
<;xhaust  at  larger  volume  and  smaller  pressure,  evaporating  all  that 
was  condensed  at  first  as  it  passes  by  exhaust  pipe  to  condenser, — 
suction  pipe,  foot,  bucket  and  delivery  valve — discharge  pipe  to  feed 
tank. 

All  the  sulphate  of  lime  coming  in  with  feed-water  is  iusoluble  at 
'290°  F.  and  deposits  as  a  close-fitting  scale.  Common  salt  is  soluble 
iind  magnesium  sulphate  although  insoluble  falls  as  a  soft  deposit. 
Besides  it  is  removable,  as  carbonate  of  lime  is  removable  (by  previous 
boiling).     Sea  water  contains  31  lbs.  of  sulphate  of  liine  per  ton. 
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Exercise.  Engines  of  12,000  I.H.P.  use  17  lbs.  of  steam  per  hour 
per  horse-power ;  what  is  the  weight  of  feed-water  per  day  ? 

.   ^        12,000x17x24       oiQ«^ 
AThswer,  — '- — ^-^-r^c ,  or  2,186  tons. 

Suppose  the  feed-water  to  have  5  per  cent,  of  sea  water  per  cycle 
added  to  it  because  of  leakage,  what  is  the  amount  of  deposit  of 
sulphate  of  lime  in  the  boilers  per  day  ?  Answer,  Each  ton  of  feed 
deposits  '175  lb.,  or  there  is  a  total  deposit  of  383  lbs.  per  day. 

If  the  total  heating  surface  is  50,000  square  feet,  and  if  the 
sulphate  of  lime  is  deposited  uniformly  over  it,  and  if  its  specific 
gravity  is  2*6,  what  thickness  will  be  deposited  in  three  months  ? 


Fig.  208.— Low  Cylindric  Marine  Boiler. 


Answer.  The  volume  per  day  is  383  -r-  (623  X  26)  or  2364  cubic 
feet ;  thickness  in  feet  per  day,  2*364  -5-  50,000,  and  thickness  in  inches 
in  91  days  is  "0516  or  a  little  more  than  oV^h  of  an  inch. 

Fig.  208  is  a  low  form  of  cylindric  marine  boiler,  (7  to  9  feet 
diameter  with  two  furnaces,  10  feet  with  three  furnaces,  17  to  18  feet 
long,)  seldom  employed  except  in  small  vessels.  The  stay  bars  from 
the  combustion  chamber  to  the  shell,  J)  to  E,  make  the  interior  less 
accessible.  The  heating  surface  is  about  30  times  the  grate.  About 
23  lbs.  of  coal  are  used  per  hour  per  square  foot  of  grate,  or  26  if  the 
natural  draught  is  helped.  The  weight  of  boiler,  including  water,  is 
from  1  to  1 J  cwts.  per  indicated  horse-power. 

Water  tube  boilers  are  mostly  used  in  cases  where  space  i^' 
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limited,  as  in  ships,  electric  light  and  other  stations  in  cities. 
They  are  now  used  in  the  very  largest  ships.  They  give  the  same 
heating  surface  with  less  weight  both  of  boiler  and  of  water  contained 
by  it ;  the  pressures  are  high  and  safety  great ;  their  weight  per 
horse-power  is  about  40  lbs.  as  against  130  lbs.  in  cylindric  boilers. 
There  are  no  other  boilers  capable  of  producing  so  much  steam  per 
hour  which  have  so  little  reserve  power ;  and  it  almost  seems  as 
if  we  were  nearing  the  time  when  boilers  will  only  contain  as  much 
water  as  will  suppl}'  their  engines  with  steam  for  a  few  seconds. 
At  present  steam  is  raised  in  them  in  twenty  to  thirty  minutes 
without  undue  straining.  These  boilers  are  almost  all  now  fitted 
with  floats  which  open  equilibrium  feed  valves  automatically,  to  keep 
the  water  level  nearly  constant.  The  arrangements  must  be  very 
frictionless.  In  considering  gauge  glasses,  &c.,  it  is  to  be  remembered 
that  there  are  considerable  difierences  of  pressures  between  different 
parts  of  these  boilers.  Hence,  when  evaporation  stops  in  the  non- 
drowned  types  the  water  level  falls.  Impure  water  is  specially 
troublesome.  A  reducing  valve  is  often  relied  upon  to  steady  and 
dry  the  supply  from  these  boilers. 

In  ordinary  boilers  there  would  be  a  very  much  more  rapid  genera- 
tion of  steam  if  centrifugal  pumps  or  other  stirring  arrangements 
were  worked  inside.  The  water  tube  boiler  gives  probably  the  very 
best  circulation  that  we  are  likely  to  see  due  to  mere  natural  changes 
of  density  produced  by  heat.  This  matter  has  become  much  more 
important  since  the  use  of  surface  condensers  has  caused  boiler  water 
to  be  greatly  free  from  air.     (See  Art.  854.) 

These  boilers  are  seen  at  their  worst  when  supplied  \vith  unsuitable 
water.  In  towns  they  are  supplied  with  fresh  water  continually,  when 
supplying  non-condensing  engines.  This  water  is  passed  through  a 
feed-water  heater,  called  a  water  purifier,  arranged  so  as  to  be  easily 
cleaned  of  sediment. 

All  town  water  has  from  10  to  100  grains  of  solid  matter  per 
gallon. 

Exercise.  Engine  of  100  indicated  horse-power  using  20  lbs.  of 
water  per  hour  per  horse-power.  How  much  solid  matter  is  de- 
posited by  the  water  per  month  (10  houre  per  day)  ?  Answer.  50 
to  500  lbs. 

Filters  are  used  to  remove  the  mud,  or  sometimes  mere  settlement 
suffices.  As  for  the  salts :  the  carbonates  of  lime  and  magnesia  are 
only  soluble  if  carbonic  acid  is  present,  so  that  if  this  is  removed, 
either  by  boiling  or  by  the  addition  of  lime-water  or  soda  the  salts 
are  deposited.     As  for  the  sulphates  of  lime  and  magnesia  at  a  \Qvy 
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high  temperature  they  are  insoluble  and  will  deposit.  But  the 
addition  of  carbonate  of  lime  will  also  cause  them  to  deposit  as  a 
white  powder,  which  may  be  removed  by  filtering. 

Mr.  Thomycroft  was  probably  the  first  to  introduce  the  water 
tube  boiler  with  rapid  circulation  of  the  water  in  small  tubes,  the 
flame  and  hot  gases  playing  round  their  outsides.  The  water  in  his 
small  curved  pipes  is  partly  water,  partly  steam ;  the  mixed  mass 
rises  rapidly,  being  very  light  compared  with  the  more  compact  mass 
of  water  in  his  down-comer  pipes.  In  this  way  the  water  is  always 
circulating  in  a  way  which  has  been  examined  through  thick  glass 
ends  on  his  top  horizontal  steam  chamber,  and  he  has  measured  the 
amount  of  water  circulating  by  means  of  a  gauge  notch  inside.  The 
ends  of  the  small  tubes  could  be  seen  spurting  out  water  inter- 
mittently, and  there  is  a  complete  circulation  of  105  lbs.  of  water  for 
every  1  lb.  of  steam  generated.  There  is  still  some  discussion  as 
to  the  relative  values  of  the  Thornycroffc  system — tubes  opening 
above  water  line — and  the  drowned  tube  system.  Thornycroft 
claims  greater  safety,  more  certain  and  more  rapid  circulation,  better 
working  with  bad  water  and  better  efficiency,  and  more  power 
for  the  weight.  The  curved  tubes  bend  easily  without  straining 
the  boiler. 

In  one  form  of  Thomycroft  boiler  the  furnace  fuel  does  not 
radiate  heat  directly  to  the  water  tubes :  the  furnace  has  a  firebrick 
covering :  the  products  of  combustion  are  well  mixed  before  they  are 
admitted  to  the  tube  space. 

In  the  Yarrow  boiler,  Fig.  211,  the  tubes  are  straight^  they  enter 
the  steam-chamber  below  the  water  level.  In  the  Belleville  boiler 
the  4  inch  or  5  inch  tubes  are  straight,  joined  to  elbow  pieces  or 
junction  boxes  by  screwed  joints,  making  zig-zag  paths  of  small 
slope  from  a  low  small  water  chamber  to  an  upper  steam  chamber  over 
an  ordinary  grate.  All  is  enclosed,  except  the  steam-chamber.  The 
feed  admitted  to  the  steam-chamber  mixes  there  with  rising  water, 
and  both  descend  through  a  non-return  valve  to  a  quiet  sediment 
collector  before  being  used.  The  sediment  is  blown  out  periodically. 
Some  lime  pub  intc^the  feed  tank  causes  the  oil  to  deposit  also.^  The 
tubes  may  be  examined  by  opening  doors  on  the  front ;  there  is  an 
automatic  feed  control,  a  float  in  a  stand  pipe  controlling  the  feed 
regulation  valve. 

The  Babcock  and  Wilcox,  Fig.  212,  is  much  employed  in 
electric  light  stations. 

Exercise. — If  the  proper  working  pressure  for  a  tube  16  fo(^t 

'  These  boilers  are  particularly  aflFected  by  a  list  of  the  vessel  to  one  side. 

Q  2 
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diameter  and  1^  inches  thick,  weakened  by  no  joint,  is  200  lbs.  per 
square  inch  (above  atmos.),  what  is  the  proper  working  pressure  for  a 
tube  1  inch  diameter  yV  ^^^^  thick  of  the  same  material  ? 
Answer.  1,600  lbs.  per  square  inch. 

Exercise.  A  vertical  pipe  of  length  /,  has  many  thin  copper  tubes  lying 
inside  it,  nearly  touching ;  water  is  driven  through  the  space  round  the  tubes, 
along  the  pipe,  at  the  velocity  v^ ;  hot  gases  from  a  furnace  are  driven  through  the 
tubes  in  the  opposite  direction  at  the  velocity  of  v^.     If  the  heat  given  to  the 


water  is  proportional  to  /  ^  — ^-^  ,  where  m^  and  nu  are  the  hydraulic  mean 

depths  of  the  gas  and  water  spaces,  prove  that  (if  the  thicknesses  of  the  tubes  are 
proportional  to  their  diameters)  if  the  diameters  of  the  tubes  and  pipe  are 
halved,  keeping  the  same  number  of  tubes  and  same  arrangement  of  them,  and 
if  the  same  quantities  of  water  and  gas  are  drawn  through,  the  amount  of  heat 
given  up  is  the  same,  if  the  length  is  only  one-eighth  of  what  it  was  before. 

For  if  d  is  the  diameter  of  a  tube,  mj  is  proportional  to  d,  so  that  m^  is 
halved  ;  also  it  is  easy  to  see  that  m,  is  halved  ;  also  the  velocities  are  inversely 
proportional  to  the  areas,  so  that  v^  is  four  times  as  great,  and  so  is  v,.  If  x  in 
the  new  length,  then 


J 


I  have  no  proof  that  the  above  rule  truly  holds,  but  I  have  no  doubt  that 
some  such  rule  holds.  If  it  does,  the  application  of  it  ought  to  lead  to  great 
reforms  in  boiler  construction.     See  Chap.  XXXIII. 

1Q7-  Draught.  If  students  work  the  following  exercises  they 
will  possess  the  small  amount  of  knowledge  that  seems  in  anybody's 
possession  on  the  subject  of  chimney  draught. 

Exercise  1.  The  weight  of  a  cubic  foot  of  air  at  atmospheric 
pressure  and  32°  F.  is  0807,  ^at  is  the  weight  of  a  cubic  foot  at 
62°  F. ;  at  552°  F.  ?     Answer,   0761  lb.,  0393  lb. 

Exercise  2.  A  column  of  air  at  552°  F.,  1  square  foot  in  section, 
and  h  feet  high,  how  much  less  is  it  in  weight  than  a  column  of  equal 
height  at  62°  F.  ?    ATismr.  h  (0761  -  0393),  or  0368  h. 

Exercise  3.  What  height  of  chimney  will  produce  a  draught 
equal  to  the  pressure  of  1  inch  of  water,  if  its  average  internal 
temperature  is  552°  F.  and  the  temperature  of  the  atmosphere  is 
62°  F.  ?  A  square  foot  1  inch  high  of  water  is  ^V  of  a  cubic  foot, 
and  weighs  623  -f  12,  or  52  lbs.  This  must  be  the  difference  in 
weight  of  a  column  of  hot  air  inside  the  chimney  and  a  column 
of  the  same  height  of  cold  air ;  taking  the  answer  of  Exercise  2,  if  h 
is  height  of  chimney  in  feet, 

•0368  h  =  5-2,  or  A  =  140  feet  nearly. 

This  answer  ought  to  be  remembered  by  all  engineers. 

The  stuff  in   the    chimney    is   a   little   heavier   than   air;  the 
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temperature  is  perhaps  less  or  more  than  552°  F.,  the  outside  air 
may  be  diflFerent  from  62°  F.  Nevertheless,  a  chimney  of  the  height 
of  140  feet  will  produce  a  draught  of  about  1  inch  of  water  if  the 
flow  of  gas  is  slow.  When  the  gas  flows  fast,  the  draught  diminishes 
because  of  the  friction  in  the  chimney  itself 

This  draught  is  needed  to  overcome  the  fiictlonal  resistance  to 
the  passage  of  air,  (1)  through  the  coals  on  the  grate ;  the  more  these 
are  scrubbed  by  the  air  the  more  rapid  being  the  combustion  of  what 
may  be  called  the  fixed  carbon.  Indeed,  this  scrubbing  conduces  to 
less  air  being  needed  per  pound  of  coal.  The  frictional  resistance  in 
the  fire  is  probably  the  greatest  of  the  frictional  resistances  in  a 
boiler  which  has  a  thick  fire  ;  (2)  round  corners  and  obstructions  in 
the  flues;  (3)  along  all  the  more  regular  parts  of  the  flues  and 
chimney.  This  is  probably  the  smaller  of  the  three  terms  whereas 
it  ought  to  be  much  the  greatest  in  a  well-arranged  boiler.  It  is 
proportional  to  the  whole  surface  of  flues  and  chimney,  and  is 
inversely  proportional  to  their  average  cross  section.  Indeed,  it  is 
usual  to  say,  what  comes  to  the  same  thing,  that  it  is  proportional  to 
/  the  length,  divided  by  m  the  hydraulic  mean  depth  (cross  section 
of  any  channel  conveying  fluid  divided  by  perimeter  touched  by  the 
fluid  is  called  the  hydraulic  mean  depth).  It  will  be  found  that 
almost  everything  that  makes  friction  great  in  flues  conduces  also. 
And  for  much  the  same  reasons,  to  better  combustion  and  the  more 
rapid  transmission  of  the  heat  to  the  water.  If  the  velocity  of  air 
through  a  boiler  is  doubled  the  friction  is  quadrupled,  and  so  the 
draught  must  be  four  times  as  great.  And  if  produced  by  a  chimney 
we  saw  that  the  draught  is  proportional  to  its  height.  Nevertheless, 
when  a  boiler  is  intended  to  burn  twice  as  much  coal  per  hour  on 
every  square  foot  of  grate,  although  the  velocity  of  air  is  to  be  twice 
as  great  and  the  draught  necessary  is  four  times  as  great,  it  is  usual 
to  assume  chat  the  height  of  the  chimney  need  only  be  twice  as 
gi-eat.  The  subject,  like  all  connected  with  it  relating  to  friction  of 
air  in  passages,  has  not  yet  been  carefully  studied.  The  height  of  a 
low  chimney  is  usually  fixed,  not  by  calculation  of  the  draught,  but 
by  the  sanitary  requirements  of  the  neighbourhood. 

The  area  of  cross  section  of  a  brick  chimney  flue  is  usually  taken 
to  be  this  fraction  of  the  whole  grate  area  of  the  boiler  or  boilers 

CW  ' 

j~,  where  H  =  height  of  chimney  in  feet,  w  =  weight  of  coal  per 

square  foot  of  grate  per  hour,     c  is  0*1   for  one  Lancashire  boiler, 
'08  for  six  boilers,  '065  for  twelve  boilers. 

The  average  height  of  a  steamer's  chimney  is  70  feet  above  the 
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grate  ;  its  section  is  usually  ^  to  \  of  the  total  firegrate  area.      In 
locomotives  and  portable  engines  yV. 

More  rapid  rates  of  firing  than  30  lbs.  per  hour  per  square  foot  of 
grate  need  forced  draught.  Nobody  who  has  noticed  the  demorali- 
sation of  a  good  stoker  when  he  is  firing  quickly  and  has  no  command 
of  sufficient  draught  will  attempt  to  have  a  consumption  of  35  lbs. 
per  square  foot  with  natural  draught.  With  good  draught  and  thick 
fires  (never  less  than  1 0  inches  thick  after  or  7  inches  before  stoking) 
we  use  less  air  and  have  higher  temperatures. 

In  locomotives  the  forced  draught  is  produced  by  the  exhaust 
steam  puffing  up  the  chimney.  In  marine  boilers  the  steam  must 
all  be  returned  to  the  boiler,  and  a  surface  condenser  must  be  used, 
because  the  use  of  sea  water  in  the  boilers  was  always  troublesome, 
even  when  low  pressures  were  used ;  but  with  the  high  pressures 
now  in  use,  sea  water  would  deposit  all  its  sulphates  of  magnesium 
and  lime  in  the  boiler.  Hence  a  steam  blast  cannot  be  used. 
Indeed,  in  all  cases  natural  draught  is  relied  upon  in  the  ordinary 
working,  and  forced  draught  is  only  used  in  emergencies.  And 
yet  when  using  the  natural  draught  of  the  chimney  we  find 
differences  due  to  the  weather,  so  that  fans  blowing  air  into  the 
boiler  room  (a  certain  amount  of  care,  but  not  too  much,  being  taken 
to  close  all  vents  except  through  the  furnaces)  produce  a  wonderful 
improvement.  The  supply  to  fans  is  always  through  cowls  on  the 
upper  deck.  The  name  "  forced  draught "  is  more  usually  applied  to 
the  case  in  which  the  stokeholds  alone  are  made  air-tight,  and  air  is 
pumped  into  them  so  that  the  draught  obtainable  is  1  to  1\  inches 
of  water  in  cruisers  and  2  inches  in  battleships.  Entrance  to  these 
stokeholds  is  through  air  locks  (that  is,  two  air-tight  doors  with  a 
space  between  them).  These  are  open  if  the  forced  draught  is  not 
on,  and  other  openings  are  then  also  made. 

Indeed,  the  fans  are  usually  kept  going  all  the  time,  and  when 
the  draught  produced  by  them  is  only  J  an  inch  of  water  it  is  really 
used  as  "  natural  draught "  on  the  trials  of  a  ship's  engines.  From 
25  to  70  per  cent,  is  said  to  be  the  increase  of  development  of  steam 
with  fairly  good  combustion,  producible  (with  good  fires)  by  from  1 
to  2  inches  of  forced  draught. 

Under  natural  draught  in  Lancashire  boilers  we  find  that  we 
obtain  the  best  results  when  twice  the  absolutely  necessary  quantity 
of  air  is  admitted.  Unless  we  admit  this  excess,  the  thicker  parts  of 
the  fire  get  too  little  air.  Under  the  fan -helped  natural  draught  in 
marine  boilers,  about  50  or  60  per  cent,  of  excess  air  is  admitted,  and 
under  forced  draught  less  than   50  per' cent,  of  excess'^is  admitted. 
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With  the  strong  forced  draught  and  thick  fires  of  locomotive  boilers 
good  combustion  is  obtained  with  much  less  than  50  per  cent,  of 
excess  air. 

In  -Howden's  system  of  forced  draught,  air  driven  by  a  fan 
passes  through  tubes  in  the  uptake,  and  so  is  heated ;  it  is  admitted 
into  the  ashpit  and  over  the  grate,  both  spaces  being  air-tight, 
producing  a  draught  of  |  to  1  inch  of  water. 

There  is  another  system,  not  much  in  use,  of  drawing  the  gases 
through  a  fan  before  they  get  into  the  chimney. 

Exercise  1.  If  grate  area  is  160  square  feet,  45  lbs.  coal-  per 

square  foot  per  hour,  200  cubic  feet  of  air  at  60°  F.  and  atmospheric 

pressure,  per  lbs.  of  coal.     Find  the  useful  work  done  by  a  fan  if  the 

draught  produced  by  the  fan  is  1  inch  of  water  pressure  (the  draught 

due  to  chimney  is  in  addition  to  this). 

62*3 
Aiis^ocr.  1  inch  water  pressure  is    ,  ,^- ,  or  5*2  lbs.  per  square  foot, 

and  hence  the  work  done  per  hour  is  5*2  x  200  x  45  X  160,  or 
7*5  X  10®  foot-pounds.  The  useful  power  is  therefore  3*8  horse- 
power. 

Exercise  2.  If  the  useful  power  of  the  fan  is  20  per  cent,  of 
the  indicated  power  of  the  engine  driving  it,  what  is  the  indicated 
power  ? 

Ansioer.  19  horse-power. 

Exercise  3.  The  engine  driving  the  fan  consumes  30  lbs.  of  steam 
per  hour  per  indicated  horse-power,  and  the  above  boilers  develop 
10*2  lbs.  of  steam  per  pound  of  coal,  what  fraction  of  the  total  supply 
of  steam  is  spent  in  driving  the  fan  ? 

Answer.  The  total  evaporation  is  102  x  45  x  160,  or  73,440  lb. 
per  hour.  The  fan  uses  19  x  30,  or  570  lbs.  per  hour  ;  the  answer  is 
therefore  00078,  or  0*78  per  cent. 

Exercise  4.  In  the  above  boilers  the  heating  surface  is  45 
times  the  grate  area,  and  if  boilers  and  their  engines  produce 
1  indicated  horse-power  for  2  lbs.  of  coal  per  hour ;  at  the  above  rate 
as  they  use  45  x  160,  or  7,200  lbs.  of  coal  per  hour,  the  indicated 
horse-power  is  3,600.  This  is  22*5  horse-power  per  square  foot  of. 
grate,  or  1  horse-power  for  every  2  square  feet  of  heating  surface. 
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CHAPTER  XV. 

NUMERICAL  CALCULATION. 

1 28.  Even  the  beginner  in  this  subject  must  know  not  merely 
how  to  multiply  and  divide  numbers,  he  must  be  able  to  work  by 
logarithms.  Let  him  therefore  practise  multiplication  and  division 
and  extraction  of  roots,  &c.,  in  this  way,  at  once.  He  must  know 
the  ordinary  symbols  of  arithmetic  and  algebra,  such  as  + ,  — ,  X , 
-^ ,  iij  ,  X/  ,  &c.  Also  what  a^  or  a*  mean.  But  he  must  also 
practise  the  calculation  of  a*  where  a  and  h  are  any  numbers  what- 
soever. Let  him,  therefore,  at  once,  work  the  following  exercises,  by 
logarUhms. 

Exercise  1.  Calculate  a  xb,  which  is  sometimes  written  ab  or 

a'b;  also   calculate  a-rb,  which  may  be   written  a:6  or  -  or  a/b 

when  a  =  1323  and  b  =  24-32.     Answers,  32175,  5440. 

Again  when  a  =  17*56  and  J  =  143*5.     Armoers,  2520,  01224. 
Again,  when  a  =  0*5642  and  6  =  0*2471.     ATiswers.  0*1394,  2*283. 

Show  that  the  following  statements  of  the  standard  taken  as  the 
pressure  of  one  atmosphere  agree.  14*70  lbs.  per  square  inch; 
2,116*3  lbs.  per  square  foot;  29*92  inches  of  mercury  at  0°  C. ; 
760  mm.  of  mercury  at  0°  C.  ;  1033  kilos  per  square  metre ;  33*9  feet 
of  pure  water  at  0°  C. ;  33*04  feet  of  sea- water  at  0°  C. 

For  a  certain  purpose  it  is  necessary  to  measure  two  distances 
in  inches,  to  multiply  the  numbers  and  to  extract  the  square 
root.  Find  the  answer  when  the  distances  are  2*34  and  1*56  inches. 
Find  the  answers  also  when  the  distances  are  2*33  and  1*55 ;  2*35  and 
1*57  ;  2*35  and  155. 

Answers,  1*9106,  1*9004,  1*9208,  1*9085. 

If  the  student  will  suppose  the  method  of  measurement  of  the 
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distances  to  be  such  that  an  error  of  '01  of  an  inch  was  possible,  he 
will  see  that  only  three  figures,  say  1*91,  ought  to  be  given  in  the 
answer. 

In  a  leading  newspaper  a  few  days  ago  I  saw  the  indicated  horse- 
power of  a  marine  engine  quoted  as  356274  horse-power.  Well,  it  is 
very  probable  that  this  measurement  is  in  error  at  least  5  per  cent. 
That  is,  the  person  who  made  the  measurements  and  calculations  is 
not  sure  whether  the  answer  might  not  be  3,700  or  3,400,  and  yet  he 
pretends  that  his  last  figure  has  a  meaning.  I  am  sorry  to  say  that 
many  misleading  figures  of  this  kind  are  published  in  the  best  books 
written  on  the  steam  engine. 

I  often  notice  that  even  careful  experimenters  have  been  using 
thermometers  such  that  errors  of  one  degree  are  quite  probable,  and 
yet  they  will  state  results  of  observation  and  calculation  to  six- 
significant  figures.  The  very  best  English  thermometers  cannot  be 
relied  upon  in  the  most  experienced  hands  to  the  tenth  of  a  degree 
Fahrenheit  if  ranges  of  from  20°  F.  to  212°  F.  have  been  observed. 

A  teacher  ought  to  manufacture  a  great  many  exercises  in  multi- 
plication and  division  to  make  his  pupils  familiar  with  logarithms, 
and  not  until  they  are  so,  ought  he  to  proceed  to  the  following. 

Exercise  2.  Calculate  a^\  That  is,  the  number  a  raised  to  the 
power  indicated  by  b. 

Find  the  logarithm  of  a,  multiply  it  by  ft,  and  this  is  the  logarithm 
of  the  answer. 

Lot  f/  =  20-52  and  6  =  2.  Answer,  421*1. 
(f  =  1*564  and  &=  1  i.     Answer.  1.956. 
a  =  0-5728  and  h  =  3.     Amivcr.  01879. 

a  =  60-71  and  6  =  i.  Answer.  3930. 

Note  here  that  to  multiply  by  \  means  that  we  are  to  divide  by  3. 

r/  =  0-2415  and  6  =  J.     Aiisvjcr.  0"6227. 

«  =  1-671  and  6  =  2.     ATisiver.  0*3581. 

a  =  5014  and  6  =  3J.     Answer.  1*12  x  lO-^'l 

Pupils  must  be  well  drilled  upon  the  fact  that  a~^  means  l-r-a*, 
and  that  a^'xn^  =  a^'^^. 

ExERCJSE  3.  Work  out  the  values  of  ^f=  (s?-i  —  r-«)/(s—  1).  When 
.s  =  0-8  and  r  has  the  values  1-333,  15,  2,  3,  5,  8, 12,  20.  The  answers 
an*  given  at  page  286. 

Exercise  4.  Work  out  the  values  of  M  in  Exercivse  3  when  s=  1*2. 
Tlie  answers  are  given  at  page  286. 

Exercise  5.  It  is  said  that  the  numbers  headed  0,  p,  n,  H  and  / 
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in  the  tables  Art.  180  are  nearly  connected  by  the  laws  given  in  (1), 
(2),  (5),  (9),  &c.  Take  a  few  of  the  numbers  in  the  table  and  make 
the  calculations,  and  state  the  apparent  inaccuracy  per  cent.  There 
is  no  better  kind  of  exercise,  for  it  ought  to  be  well  understood  that  to 
form  a  good  acquaintance  with  the  table  means  more  than  the  one- 
third  part  of  our  study  of  the  steam  engine.  Hence,  when  a  student 
practises  the  use  of  a  slide-rule  or  book  of  4-f5gure  logarithms,  he 
ought  to  practise  on  these  numbers.  Such  a  table  also  gives  rise  to 
the  best  kind  of  exercise  work  on  squared  paper. 

Exercise  6.  Let  the  student  practise  finding  rates  of  increase. 
Thus,  if  he  takes  numbers  at  random  from  columns  6  and  H  of  the 
table,  sav  these  : — 


230 
239 
248 
257 


//. 


11521 
1154-8 
1157-6 
1160-3 


£0. 


IH. 


9 

2-7 

9 

2-8 

9 

2-7 

tH}6d. 


0-3 

0-31 

0-3 


He  ought  in  this  way  to  practise  the  finding  of  dpjdO  (this  is 
equal  to  dpjdt  if  t  is  the  absolute  temperature)  and  others ;  using 
.squared  paper,  perhaps,  to  help  him  to  find  an  exact  set  of  values. 

Exercise  7.  In  the  following  case  how  ought  one  to  proceed?  From  a 
table  of  values  of  p  and  0  to  find  dpldd  for  105'  C.  with  the  greatest  accuracy 
possible,  p  being  pressure  of  saturated  steam  in  pounds  per  square  foot,  and  6 
temperature. 


r  c. 

V- 

90 

1463 

95 

1765 

100 

2116 

105 

2524 

110 

2994 

115 

3534 

120 

4152 

Bp. 


302 
351 

408 

470 

540 
618 


49 

57 

62 

70 

78 


8 

5 

8 

8 


One-fifth  of  408  is  evidently  too  small,  one-fifth  of  470  is  too  great ;  a  little 
tliought  will  show  that  the  average  of  these  is  not  correct  either.  There  is  a 
rule  deducible  from  the  caJ cuius  of  difftrences  which  I  employ  in  all  such  cases. 
Note  the  figures  in  clarendon  type  ;  it  will  be  found  that  the  true  dp/dd  for  g  — 
105^  C.  is  nearly  the  mean  of  H4^^)»  *"^  1(^70)  or  87*8  ;  is  more  nearly  the  mean 
of  -J  [408  +  i(57)|  and  fj470  -  ^(70)}  or  87*15;  is  more  nearly  the  mean  of 
i!4d8  +  i(57)  +  i(8);-,  and  ^[470  -  A(70)  -f  4(8)1  or  87-68. 
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If  the  quantities  sloping  downwards  to  the  right  be  called  c^j,  d^,  </,,  &c., 
and  those  sloping  upwards  to  the  right  be  called  ej,  e,,  e,,  &c.,  then  the  answer 
is  the  mean  of 

and 

Either  of  these  is  the  correct  answer  if  we  can  be  sure  that  the  quantities 
such  as  p  and  $  are  connected  by  a  relation  like 

p=sa  +  he  +  ce^  +  dei*  +  &c. 

where  we  have  a  finite  number  of  terms.  In  any  such  case  the  differences 
eventually  all  become  zero.  In  particular  cases  we  can  find  -^  with  great  accu- 
racy even  from  only  two  terms  if  we  know  a  good  empirical  formula.  Thus,  for 
example,  we  know  that  with  not  very  great,  but  with  8ome(«ccuracy,  the 
pressure  and  temperature  of  steam  are  connected  by  the  law 

e  =  a  +  6/>i/«, 

if  0  is  the  temperature  Centigrade  or  Fahrenheit.     Hence  if  we  only  get 
p  =  2524  for  e  =  105'  C,  p  =  2994  for  $  =  110. 

Extracting  the  fifth  roots  of  these  two  pressures 

105  =  a  +  4-790  6 
110  =  a  +  4-958  &. 

Solving,  we  find  h  =  29-77,  a=  -  37  6. 

Nowg  =  i6p-l,org  =  Jp|, 

so  that  when  p  =  2524,  ^J^  =  88. 

I  often  ask  a  large  class  of  students  to  work  out  many  of  the  values  of  .^' 
in  the  table  Art.  180,  and  to  show  the  answers  in  a  curve  on  squared  paper. 

Exercise  8.  Assuming  from  Exercise  7  that  ^  for  ^  =  105°  C. 

at 

is  87*68,  find  u  the  volume  of  a  cubic  foot  of  saturated  steam  from 

the  formula 

where  I  is  the  latent  heat  of  1  lb.  of  this  kind  of  steam  in  mechanical 
units  or  740,710  foot-pounds;  t  is  the  absolute  temperature,  or 
^-f  273*7,  and  Vtp  is  the  volume  of  one  pound  of  water  which  is  nearly 
negligable.     Ansicer.  2231. 

Exercise  9.  A  student  is  supposed  to  know  that  yx^^  =  a  is  really 
the  same  as  log.  y-\-n  log.  x  =  log.  a,  any  kind  of  logarithms  being  used, 
and  he  ought  to  practise  calculations  re(|uiring  this  knowledge. 

For  example :  let  us  suppose  that  some  kind  of  stuff  follows  the 
law  pv^-^^  =  a  where  j)  is  pressure  in  pounds  p(»r  square  inch  and  v  is 
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volume  in  cubic  feet.  If  ^  =  100  lbs.  per  square  inch  and  v  =  l  cubic 
foot,  find  a.     Answer,  100. 

Now  if  V  becomes  1*5,  using  the  same  value  of  a,  find  p. 

Ans'iier.  63"24. 

Again,  if  v  becomes  2,  2i,  3,  3|,  4,  in  each  case  find  the  cor- 
responding value  of  ^. 

See  if  your  answers  are  as  shown  in  the  third  column  of  the  first 
table  of  Art.  156. 

Repeat  the  above  work  when  pv^'^  =  a,  taking  p  =  100  and  v  =  1  to 
start  with,  and  compare  your  answers  with  the  figures  of  Art.  156. 

Example.  It  is  said  that  if  p  is  the  pressure  of  saturated  steam  in 
pounds  per  square  inch  and  u  is  the  volume  (in  cubic  feet)  of  a  pound 
of  steam,  then  there  is  a  rule  which  is  very  nearly  true, 

Take  some  of  the  values  of  ^;  in  the  table  Art.  180  and  calculate 
values  of  u  for  the  purpose  of  this  exercise,  and  also  notice  to  what 
extent  the  formula  does  really  represent  the  relation  between^  and  n. 

Exercise  10.  Mr.  D.  Baxandall  and  Mr.  Lister  find  that  the 
numbers  in  the  last  columns  of  Table  II.  Art.  180,  may  be  calculated 

by  the  simple  formulae 

p  +  oO 

where  w  is  the  weight  of  dry  saturated  steam  per  horse-power  per 
hour  of  pressure,  p  lb.  per  square  inch,  which  would  be  used  by  a 
perfect  condensing  engine  using  the  Rankine  cycle  (see  Art.  214) ;  and 

1077 


w  =  S'2S  + 


jj  +  4 


where  w  is  the  weight  of  dry  saturated  steam  per  horse-power  of 
pressure  p  lb.  per  square  inch  per  hour,  which  would  be  used  by  a 
perfect  non-condensing  engine  using  the  Rankine  cycle. 

Test  the  accuracy  of  these  formulae  for  the  following  values  of  p 
by  comparing  with  Table  II.  of  Art.  180. 


CONDENSIXG. 


ic  by  above 
formula. 


50 
110 
170 

280 


10-27 
8-61 

7-85 
7-18 


IT  in  table. 


10-33 
8-60 
7-86 
716 


NOX-CONDKSSINO. 


ir  by  above 
formula. 


50 
110 
170 
180 


28-04 
17-73 
U-36 
12  07 


w  iu  table. 


28-4 
17-65 
14-50 
12-05 


R 
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ExEKCiSE  11.  I(  p^i^^'^^p^v^^'^^  and  if     ^  be  called  r.     If  J^2  = 
6  lbs.  [>er  .square  inch,  find  r  for  the  following  values  of  p^ 


r  . 


We  have  here  found  the  ratio  of  cut  off  which  enables  the 
pressure  p^,  to  become  6  at  the  end  of  the  expansion. 

Exercise  12.  If  p  =  a(0  -f  by,  and  if  we  have  given  the 
following  values 


e'  C 130 

p    ,  .  . 


39-25 


135 


45-49 


dp 


140 


52-52 


Find  0  when  p  =  45.     Also  find  -^,  which  is  cpl{d  +  b). 

civ 


Armuer.  0  =  13r-66 


^«  1. 
d0 


=  1-31 


The  student  will  find  that  the  above  formula,  although  good 
enough  for  interj)olation  purposes,  is  not  an  accurate  general  formula 
connecting  p  and  0. 

Exercise  13.  In  proving  the  reasonableness  of  the  Willans  law  for 
steam  engines,  I  use  in  Art.  161  the  approximate  formula 

-  =  0171  +  0021  p. 

u 

where  u  is  the  volume  in  cubic  feet  of  1  lb.  of  steam  and  p  is  the 
pressure  in  pounds  per  square  inch. 

Take  the  following  values  of  p,  calculate  Uy  and  compare  with  u 
as  given  in  table. 


;>■ 

V.  hy  the  above  formula. 

Real  K 

SO 

5-40 

5-37 

V2S\ 

3-71 

3-67 

140 

3-21 

318 

180 

2-53 

2-51 

220 

2  09 

2-09 

2S(> 

1-65 

1  -65 



120.  The  common  logarithm  of  a  number  n  may  be  and  often  is 
written  as  log.  n,  but  if  we  wish  to  let  readers  be  quite  sure  that  it 
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is  on  the  common  system,  which  suits  our  decimal  system,  or  is  to 
the  base  10  as  we  say,  then  we  write  it  as  log.^Q  n. 

Mathematical  men  use  Napierian  (mechanical  engineers  some- 
times call  them  hyperbolic)  logarithms  to  the  base  6,  as  they  are 
called,  where  e  is  a  well-known  number  27 183.  Thus  log.  n  is  read 
as  "  The  Napierian  logarithm  of  the  number  nJ'  In  mathematical 
work  generally,  log.  n  always  means  the  Napierian  logarithm,  the 
€  being  left  out.  To  convert  common  into  Napierian  logarithms, 
multiply  by  2*3026. 

The  Napierian  logarithm  is  very  useful  to  the  engineer,  and  so 
we  have  given  a  table  at  page  288. 

Exercise  1.  Using  a  table  of  common  logarithms  calculate  the 
Napierian  logarithms  of  1,  2,  3,  4,  5,  6,  7,  8,  9,  10,  12,  16,  20.  The 
answers  are  given  at  page  288. 

Exercise  2.  Work  out  the  values  of  (1  -f  loge  r)/r  when  r  has 
the  values  1,  1*333,  1*5,  2,  3,  5,  12,  20.  The  answers  are  given  in  the 
fourth  column,  page  286. 

Exercise  3.  If^  =  i?,  find  i?  when  2?o  =  12*39,  t^  =  493  (corre- 
sponding to  32°  F.)  and  p^  =  2,116. 
Ansioer.  B  =  53*2. 

Exercise  4.  If  z?  =  3,  ^5  =  500,  find^?  if  ^  =  53*2. 

Answer,  p  =  8,865. 

Exercise  5.  If  K  =  -2375,  k  =  -1688,  and  itv,  t  and^  have  their 
values  in  the  last  exercises,  calculate  (f>,  the  entropy  of  a  pound  of  air, 
in  the  following  ways : — 

0  =  A  log.^ +inog.  ^ (1) 

=  K\0fr.l.-R[0gX (2)    . 

=  k\o^.  l+i?log.  - (3) 

The  logarithms  are  Napierian. 

Avjswcr,   —  0*0411  in  all  three  cases. 

Exercise  6.  The  numbers  headed  ^^  (the  entropy  of  1  lb.  of 

water)  are  very  nearly  equal  to  log.   — . 

This  would  be  exactly  right,  only  that  the  specific  heat  of  water 
is    not    constant,    t   is   any  absolute    temperature,   and  t^   is    the 

R   2 
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absolute   temperature  corresponding  to  0°  C.  or  32*"  F.     Calculate 
a  few  values. 

Exercise  7.  The  numbers  headed  <^«  (the  entropy  of  a  pound 
of  steam)  are  calculated  by  adding  to  (f>u;j  the  latent  heat  /  divided 
by  the  absolute  temperature  t.     Calculate  a  few  of  them. 

130.  Exercises  in  Mensuration. 

(1)  A  cylinder  18  inches  diameter,  30  inches  long,  what  is  its 
volume  in  cubic  feet  ? 

Answer.  4*41. 

(2)  A  cubic  foot  of  water  at  ordinary  temperatures  weighs  62*3  lbs. 
A  gallon  contains  10  lbs.  of  water.  There  are  two  pints  in  a  quart 
and  four  quarts  in  a  gallon.  The  clearance  spaces  in  the  cylinder  of 
a  steam  engine  are  filled  with  water  and  emptied ;  the  water  is 
measured  and  found  to  be  13*2  and  15*6  pints.  What  are  the 
volumes  of  the  clearance  spaces  ? 

Atiswer.  457  and  533  cubic  inches,  or  '26  and  31  cubic  feet. 

(3)  If  the  answer  to  Exercise  1  is  the  volume  of  the  working  stroke 
of  the  same  cylinder,  compare  the  volumes  of  clearances  and  working 
stroke. 

Ansxoer.  6  per  cent  and  7  per  cent. 

(4)  A  pound  of  stuff,  partly  steam  and  partly  water,  at  a  pressure  of 
69*21  lbs.  per  square  in(5h,  fills  a  vessel  whose  volume  is  5*2  cubic  feet. 
Neglecting  the  volume  of  water,  what  is  the  weight  of  the  portion 
which  is  steam  ?  In  the  table,  page  320,  you  will  find  the  volume  of 
one  pound  of  this  kind  of  steam.     Answer.  0843  lb. 

(5)  If  the  vessel  of  the  last  question  gets  larger,  its  volume  becoming 
9*8  cubic  feet,  and  we  find  that  the  pressure  is  33*71  lbs.  per  square 
inch,  what  are  now  the  weights  of  steam  and  water  present  ?  Answer. 
0-809  lb.  steam,  0191  lb.  water. 

In  the  above  two  questions  we  neglected  the  volume  of  the  water. 
Wc  had  '157  and  191  lb.  of  water  respectively  in  the  two  cases,  and 
these  must  be  very  nearly  the  correct  amounts,  however  carefully  the 
calculation  had  been  made.  Taking  water  at  62*3  lbs.  per  cubic  foot 
the  volumes  are  "0025  and  0031  cubic  feet,  obviously  small  enough 
to  be  neglected  in  comparison  with  the  volumes  of  steam  in  steam 
engine  calculations. 

(6)  A  volume  of  7,620  cubic  inches  is  represented  on  a  diagram 
to  scale  by  a  distance  of  8*6  inches,  what  distance  will  represent 
457  cubic  inches  ?  What  volumes  will  be  represented  by  3*34,  5*59, 
8*39,  0-65  inches  ? 
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Answer.  052  inches  ;  1715,  2865,  4-323,  and  0-3334  cubic  feet. 
The  above  answers  are  all  used  in  Chap.  V. 

(7)  A  locomotive  travels  at  50  miles  per  hour ;  how  many  revolu- 
tions per  minute  are  made  by  one  of  its  wheels,  6  feet  diameter, 
assuming  no  slip  ? 

Answer,  233*3  revolutions  per  minute. 

(8)  A  screw  propeller  makes  150  revolutions  per  minute,  its  slip 
is  3  per  cent,  the  ship  travels  at  15  knots.  What  is  the  pitch  of  the 
screw  ? 

Answer.  1043  feet. 

(9)  A  cylinder  is  1 5  inches  in  diameter.  What  is  the  area  of  its 
cross-section  in  square  inches  and  in  square  feet  ?  The  crank  is  14 
inches.  What  is  the  working  volume  in  cubic  feet  ?  It  takes  exactly 
a  gallon  of  water  to  fill  the  clearance  space.  What  is  its  volume  ? 
Express  the  clearance  as  a  fraction  of  the  working  volume. 

Answers.  176715  square  inches.  2*8634  cubic  feet.  016  cubic 
feet.     00561. 

(10)  The  length  of  the  indicator  diagram  from  the  cylinder  of  (3) 
parallel  to  the  atmospheric  line  is  2*8  inches  ;  what  distance  will,  to 
the  same  scale,  represent  the  clearance  ? 

Answer.  -157  inch. 

(11)  A  boiler  has  300  tubes  8  feet  long,  3  inches  diameter  inside. 
What  is  the  total  cross-sectional  area  ?  What  is  the  area  of  tube- 
heating  surface  ? 

Ansiver.  2,122  square  inches.  Heating  surface  =  1,880  square 
feet. 

(12)  The  hydraulic  mean  depth  m  of  a  pipe  or  channel  is  its  cross 
sectional  area,  divided  oy  its  perimeter  touched  by  the  fluid ;  in  the 
case  of  a  pipe  running  full  of  water,  or  of  a  pipe  in  which  gas  is 
flowing,  this  is  the  whole  perimeter.  What  is  the  hydraulic  mean 
depth  of  one  of  the  above  tubes  ? 

Answer.  The  area  is  ^  x  3^ ;  the  perimeter  is  tt  x  3  ;  m=  f  inch. 

(13)  Find  the  volume  and  weight  of  the  rim  of  a  cast  iron  wheel 
of  square  section,  outside  and  inside  radii  20  feet  and  18  feet  6  inches. 

Answer.  Volume  =  272  cubic  feet.     Weight  =  54*5  tons. 

(14)  When  the  piston  of  (3)  has  passed  through  one-third  of  its 
stroke,  what  is  the  volume  behind  it  ? 

Answer.  1*1145  cubic  feet. 

(15)  In  the  back  stroke  the  piston  of  (9)  is  one-tenth  of  its  stroke 
from  the  end  when  cushioning  is  taking  place,  what  is  the  volume  ? 

Answer.  0*446  cubic  feet. 
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(16)  In  the  engine  of  (3)  if  the  crank  shaft  makes  200  revolutions  per  minute^ 
neglecting  angularity  of  the  connecting  rod,  find  the  velocity  of  the  piston 
when  it  has  travelled  over  these  fractions  of  its  stroke,  0*2,  0'4,  0*6,  0*8. 

Answer,  19-44,  23*8,  23-8,  19*44  feet  per  second. 

(17)  When  the  piston  of  (3)  has  travelled  over  0*4  of  its  stroke,  at  what  rate 
(cubic  feet  per  second)  is  steam  coming  in  through  the  port  ?  (neglect  the  fact 
that  some  stuff  already  in  expands).  If  the  port  opening  is  8"  x  ^"  what  is  the 
velocity  through  it  of  the  entering  steam  ? 

Ansicer.  29*2  cubic  feet  per  second  ;  1,050  feet  per  second  through  port. 

131.  Students  are  supposed  to  know  how  to  find  the  areas  and 
volumes  of  regular  figures,  and  to  find  the  weights  of  objects  by 
calculation.  Exercises  will  be  found  in  many  books,  or  they  may 
easily  be  manufactured  by  teachers.  It  is  necessary  here,  however, 
to  speak  of  the  area  of  irregular  figures.  Thus  to  find  the  area  of 
Fig.  214.  Every  student  ought  to  practise  the  use  of  the  planimeter 
in  finding  areas.     Simpson's  rule   will   be   found  in  all   books  on 
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mensuration,  but  the  following  simpler  rule  is  so  much  used  by 
engineers  that  the  beginner  ought  to  get  well  accustomed  to  its  use. 
Let  any  direction  be  called  the  direction  of  the  length  of  the  figure 
— we  shall  take  it  to  be  horizontal.  Draw  two  parallel  lines  CA  and 
D  B  touching  the  figure  at  its  extreme  ends,  and  let  the  distance  A  B, 
which  is  at  right  angles  to  both,  be  called  the  length  of  the  figure. 
Divide  A  B  into  any  convenient  number  of  equal  parts.  Let  us  take 
ten  equal  parts.  Draw  a  perpendicular  at  the  middle  of  each  part 
and  measure  E  F,  G  H,  IJ,  &c.,  the  parts  intercepted  by  the  figure. 
We  should  call  these  the  ten  equidistant  breadths  of  the  figure. 
Add  these  together  and  divide  by  ten,  and  we  have  the  average 
breadth  of  the  figure.  This  average  breadth  multiplied  by  AB  i^ 
the  area  of  the  figure  approximately. 

Exercise  1.  If  the  ten  equidistant  measured  breadths  are  0-21, 
0-92,  116,  1-27, 1-25,  1-27,  1-24,  118,  115,  0  55  inches,  and  if  the 
length  ^i?  is  8  24  inches,  adding  the  breadths  we  have  1020,  and 
dividing  by  ten   we  find   102  the  average  breadth.      The  area  is 
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3"24  X  1*02  or  3*30  square  inches.     Notice  that  it  is  not  well  to  give 
too  many  figures  in  an  answer  in  engineering. 

2.  If  the  area  of  a  figure  is  25*06  square  inches  and  its  length  is 
9  inches,  what  is  its  average  breadth  ?     Ansicer.  278  inches. 

3.  In  the  indicator  diagram  shown  in  Fig.  77,  we  take  A^^  A^  to 
be  the  length.  It  is  250  inches.  The  area  of  the  figure  is  found  to 
be  4'56  square  inches,  by  means  of  a  planimeter.  Find  the  average 
breadth.     Ansivtv.  4*56  -J-  2*5  =  1*82  inches. 

4.  The  ten  equidistant  breadths  of  Fig.  77  are  1*87,  215,  2*46, 
2-51,  2-30,  1-35,  1-20,  092,  085,  074  inches,  what  is  the  average 
breadth  ?     Answer,  163  inches. 

5.  In  the  last  exercise,  if  the  breadth  of  the  diagram  represents 
the  pressure  of  steam  to  such  a  scale  that  1  inch  represents  40  pounds 
of  pressure  per  square  inch,  what  is  the  average  pressure  shown  on 
the  diagram  ?     Answer.  65  2. 

6.  In  Art.  32  you  will  find  numbers  which  will  enable  you  to 
draw  any  of  the  hypothetical  indicator  diagrams  there  described. 
Find  their  average  pressures  graphically,  and  see  how  nearly  you 
come  to  the  answers  given  in  page  76. 

7.  The  pull  on  a  tramcar  varies  quite  gradually  in  the  following 
way :  find  the  average  pull.  The  instrument  with  which  the  observer 
measured  the  pull  was  really  a  spring  balance,  which  you  may  call  a 
dynamometer  if  you  please.     Its  vibrations  were  damped  by  a  dash- 
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pot,  else  it  would  have  been  a  little  •difficult  to  read  it.  s  is  the 
distance  in  feet,  which  the  car  had  travelled  through  from  a  parti- 
cular place  w^hen  the  reading  of  each  pull  P  (in  pounds)  was  made. 
Find  the  average  pull.    If  all  the  readings  were  at  equidistant  points 
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there  would  not  be  any  great  error  in  taking  the  average  of  all  the 
numbers  P  by  merely  adding  them  up  and  dividing  by  14.  But  the 
distances  8  must  be  plotted  horizontally  (to  scale)  on  '  a  sheet  of 
paper,  and  ordinates  to  represent  P  must  be  raised  so  as  to  get 
a  curve  which  shows  how  P  varies.  I  have  drawn  a  curve  through 
the  ends  of  the  above  ordinate  and  find  that  the  average  value  of  P 
seems  to  be  about  635  lbs.,  but  of  course  any  such  answer  is  only 
approximately  correct. 

If  a  student  does  the  foUowing  exercise,  and  meditates  a  good  deal  on  his 
answers,  it  wiU  be  time  well  spent.  In  the  table  on  p.  247  insert  the  time  in  seconds 
at  which  the  tramcar  reached  each  of  the  places  at  which  the  reading  was  taken. 
We  count  time  from  the  first  obser\-ation,  the  fourteen  observed  times  were  (let 
us  suppose),  0,^0-2,  25,  3*0,  3-7, 41,  4*8,  52, 62,  6-5,  70,  8*3,  97,  11-2  seconds. 
Now  find  the  time  aTerairc  of  the  force.  That  is,  plot  (P)  and  the  time,  and 
draw  a  curve  and  find  its  average  breadth.     I  find  the  answer  to  be  640  lbs. 

Now  why  is  the  time  average  different  from  the  spare  average  found  above  ? 
I  put  this  suggestive  question  here  in  a  note  because  I  do  not  wish  a  student 
to  think  it  an  essential  part  of  our  elementary  treatment  of  the  steam  engine ; 
but  every  student  of  applied  mechanics  will  find  the  speculation  an  im- 
portant one. 


CHAPTER    XVI. 

ENERGY  ACCOUNT. 

132.  In  Chap.  III.  I  assume  that  my  reader  knows  how  to  make 
calculations  concerning  the  doings  of  work ;  these  belong  to  the  more 
eliementar}"  subject  of  applied  mechanics.  Average  force  (pounds)  in 
the  direction  of  motion,  multiplied  by  the  distance  (feet)  moved 
through,  is  work  done  (foot-pounds).  Many  exercises  ought  to  be 
dealt  with  where  work  is  done  against  and  by  gravity  or  done 
against  friction,  or  done  in  order  that  some  equivalent  energy  may 
be  stored.  Power  is  rate  of  doing  work.  The  power  which  an 
agent  must  exert  in  many  operations  must  be  well  known  through 
many  numerical  calculations.  The  operations  about  which  a  student  s 
mind  must  be  stored  with  exact  figures  are: — Traction  or  the  pulling 
of  railway  trains,  tramcars  and  all  sorts  of  carriages  on  different  kinds 
of  roads  with  different  kind  of  wheel  tyres ;  the  power  which  must  be 
exerted  in  the  propulsion  of  ships  of  different  tonnage  and  shape,  at 
diffierent  speeds  ;  the  waste  of  power  by  friction  in  such  operations  as 
the  pumping  of  water,  the  creation  of  electric  energy  and  its  transmis- 
sion and  reconversion  ;  the  power  needed  to  drive  workshop  tools  of 
all  kinds,  and  the  machines  used  in  all  kinds  of  manufacture. 
English  manufacturers  are  now  beginning  to  copy  the  more  sensible 
or  scientific  methods  of  their  rivals  in  Germany  and  America,  and 
like  Dorothea  in  the  story  they  are  "  learning  what  everything  costs  ** 
and  not  only  what  everything  costs  in  money  but  in  money's  worth. 
The  mathematics  of  this  subject  of  energy  is  the  simple  mathematics 
of  the  housekeeper  and  the  butcher  and  the  baker.  There  is  still 
much  measurement  to  be  done  with  dynamometers,  but  the  wonder- 
ful improvements  w^hich  have  been  effected  in  steam  engine 
manufacture  in  the  last  twenty  years,  due  altogether  to  the  good 
(energy)  account  keeping  of  electrical  people  who  know  exactly  what 
they  want  and  whether  they  get  what  they  want,  already  enable  us 
to  say  that  a  beginning  has  been  made.     There  are  at  least  two  firms 
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of  steam  engine  makers  who  have  given  np  the  slipshod  and  shiftless 
methods  of  working  of  the  past ;  and  the  recent  strike  has  done  this 
much  good  that  English  manufacturers  were  forced  to  travel  and  now 
blame  themselves  a  little  for  their  own  shortcomings. 

An  English  cook  specifies  "  pinches "  of  salt,  "  handfuls "  of 
flour,  "  small  amounts  "  of  other  things.  An  English  engineer  was 
often  more  hopelessly  vague  and  kept  no  account  of  coal,  steam, 
indicated  power,  actual  power,  power  wasted  in  transmission,  power 
given  to  a  machine.  Machines  had  to  be  driven  and  the  engineer 
drove  them,  and  his  client  was  satisfied  because  like  Toddy  he  only 
wanted  "  to  see  the  wheels  go  wound." 

As  I  have  said,  the  subject  is  supposed  to  be  dealt  with  under  the 
head  "  applied  mechanics."  Nevertheless,  as  I  shall  refer  to  these 
figures,  I  have  placed  in  the  following  sheets  some  scraps  of  informa- 
tion that  I  usually  carry  about  in  my  head.  The  answers  to  the 
following  exercises  are  always  in  the  mind  of  a  practical  engineer. 

Again,  I  have  found  it  convenient  to  assume  here  that  a  student 
knows  something  of  heat  and  other  forms  of  energy,  the  heat 
required  to  produce  a  pound  of  steam,  &c.  although  I  do  not  enter 
upon  the  subject  of  heat  and  steam  regularly  until  I  get  to  Chap. 
XVIII.  I  have  done  this  illogical  looking  thing  because  any  course 
that  one  can  take  in  teaching  a  subject  must  be  illogical  and  the 
best  course  is  usually  the  one  that  seems  most  illogical. 

Units  of  Energy  used  Commercudly. 

1  horse-power  hour  =1,421  centigrade  heat  units  =  2,558  Fahren- 
heit heat  units  =1,980,000  foot-pounds. 

1,000  gallons  of  water  at  a  pressure  difference  of  750  lbs.  per 
square  inch  convey  17,300,000  foot-pounds. 

1  Board  of  Trade  electrical  unit  =  1,000  watt  hours  =  2,654,000 
foot-pounds.^ 

1  centigrade  heat  unit,  probably  the  most  suitable  value  if  we 
deal  with  Regnaults  numbers  =  1,393  foot-j^ounds.     See  Art.  177. 

1  Fahrenheit  heat  unit  =  774  foot-pounds. 

The  standard  unit  of  evaporation  which  is  the   latent  heat  of 
1  lb.  of  steam  at  atmospheric  pressure  =  53G  centigrade  heat  units  = 
966  Fahrenheit  heat  units  =  748,000  foot-pounds  =  the  evaporation 
unit  of  energy. 

Calorific  energy  of  1  lb.  of  average  coal  =  8,570  centigrade  = 
15,430  Fahrenheit  heat  units  =  about  16  evaporation  units  =  about 
12,000,000  foot-pounds. 

^  One  horse  power  =  746  Watts  ;  one  electrical  unit  of  power  =  1,000  watts. 
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Calorific  energy  of  1  lb.  petroleum,  about  17,000,000  foot-pounds. 

Calorific  energy  per  pound  of  town  refuse  actually  obtained  in  a 
destructor  (after  deducting  the  large  amount  of  energy  wasted  in 
steam-jets)  =  900,000  foot-pounds. 

Calorific  energy  of  1  cubic  foot  average  coal  gas  =  530,000  foot- 
pounds. 

Calorific  energy  of  1  cubic  foot  of  Dowson  gas  (1  lb.  of  anthracite 
produces  about  .70  cubic  feet)  =  125,000  foot-pounds. 

133.  Exercises.  Calculate  the  efflciencieB  of  the  following 
engines,  using  the  above  figures.  The  power  is  actually  given  out  by 
the  engines. 

Small  engine  with  varying  load  using  20*9  lbs.  of  coal  per  horse- 
power hour.     ATiswer.    00790. 

Small  steam  engine  using  8  lbs.  of  coal  per  horse-power  hour. 
Answer.  '0206. 

Lenoir  gas  engine  using  105  cubic  feet  of  coal  gas  per  horse- 
power hour.     Answer,   0356. 

Oil  engine  (varying  load)  using  2*5  lbs.  petroleum  per  horse-power 
hour.     Answer.  "0457. 

Hugon  gas  engine  using  70  cubic  feet  of  coal  gas  per  horse-po>ver 
hour.     Answer.    0536. 

Large  good  condensing  steam  engine  using  2  lbs.  of  coal  per 
horse-power  hour.     Answer.  '0825. 

Oil  engine  (constant  load)  using  10  lb.  petroleum  per  horse- 
power hour.     Answer.    1165. 

Gas  engine  (using  Dowson  gas)  using  1*4  lb.  of  coal  per  horse- 
power hour.     Answer.    1179. 

Modem  gas  engine  using  26  cubic  feet  of  coal  gas  per  horse- 
power hour.     Answer.  '1436. 

Modem  gas  engine  using  97  cubic  feet  of  Dowson  gas  per  horse- 
power hour.     Answer.    1633. 

The  Diesel  oil  engine  is  said  to  use  only  0*56  lb.  of  kerosene  per 
brake  horse-power  hour.     Answer.    21. 

Exercises. 

Change   into  horse-power   the   rate   of  conversion   of  chemical 
energy  burning  in  the  following  cases  : — 
1  lb.  of  kerosene  per  hour.     Answer.  8*48. 
1  lb.  of  coal  per  hour.     Answer.  606. 
1  cubic  foot  of  coal  gas  per  hour.     Answer.  0*286. 
1  cubic  foot  of  Dowson  gas  per  hour.     Answer.  0*0631. 
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JExercises, 

The  student  will  for  himself  find  information  to  enable  him  to 
check  or  correct  the  following  figures. 

Roughly,  the  cost  in  pence  of  a  horse-power  hour  in  London  by 
various  agents  may  be  taken  to  be : — Labourer  carrying  things  up 
ladders  150;  labourer  lifting  weights  by  rope  and  pulley  100;  labourer 
using  winch  or  capstan  50;  horse  in  whin  gin  8 ;  horse  on  a  waggon 
4 ;  electric  power  (at  8d.  per  unit)  6 ;  hydraulic  power  in  London  (at 
18  pence  per  1,000  gallons  700  lbs.  pressure)  2\ ;  small  gas  engine  or 
oil  engine  or  good  small  steam-engine  of  about  15  horse-power  in 
steady  work,  including  cost  of  attendance  1 ;  large  gas  engine  0'5. 
1  horse-power  for  a  year,  10  hours  a  day  (Sunday  rest)  is  3,130  horse- 
power hours.  At  one  penny  per  horse-power  hour  this  is  about  £13 
per  annum. 

Exercise.  If  a  company  sells  electric  power,  24  hours  a  day, 
every  day  and  charges  £5  per  horse-power  per  annum,  how  much  is 
this  per  horse-power  hour  ?  Answer,  |  of  a  penny.  How  much  is 
it  per  electrical  unit  ?     Answer,  01 5  of  a  penny. 

The  following  prices  are  for  the  fuel  alone,  where  the  fuel  is  cheap 
in  England ;  large  steam  engine  in  steady  work  0*13,  gas  engine  using 
Dowson  gas  0*08. 

134.  Emjines  oj  any  mze  from  10  to  250  maximum  indicated  horae-power. 
Take  /|  as  the  highest  indicated  power,  /  as  any  indicated  power,  then 
usuaUy,  if  B  is  brake,  or  actual  horse- power  given  out, 


B  =  -95/  -  1/,. 

i 


10 
U  K  =  cost  of  engine,  boilers,  fittings,  buildings,  &c.,  in  pounds  sterling 

A'  =  100  +  20/,, 

If  C  =  coal  used  in  pounds  per  hour 

e  =  34  +  1  -87. 

Petty  stores  per  annum  (of  3,0<X)  hours)  P  =  2  +  '251  in  pounds  sterling. 

(1,000  hours)  P  =  1-2  +    15/. 
Labour  in  pounds  sterling  for  a  year  (of  1,000  hours)  L  =  24  +  '61. 

„  ,,  ,,        (of  3,000  hours)  L  =  40  +  I. 

For  electric  lighting  in  London  at  present  (1898)  the  total  indicated  horse- 
])ower  supplied  is 

50,000  liorse-jiower  from  high  speed  engines. 
20,000  ,,  low  speed  vertical. 

5,000  ,,  low  speed  horizontal. 

5,000  ,,  special  engines. 

The  tendency  for  the  time  seems  to  be  to  return  to  a  low  speed  vertical 
marine,  type  of  2,000  or  less  power.  The  best  usual  results  from  high  speed 
engines  are  1  indicated  horse-power  hour  for  16  to  18  lbs.  of  steam  of  170  lbs.  per 
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square  inch  absolute,  the  electrical  power  lieing  82  to  86  per  cent,  of  the  indicatetl 
power.  How  much  steam  do  these  figures  give  i)er  electrical  unit  ?  Ansiceri. 
26  to  28  lb. 

The  boilers  using  Welsh  coal,  at  |  of  their  full  load,  evaporate  about  8i  lbs. 
of  water  per  pound  of  coal ;  what  do  the  a1x>ve  figures  give  in  pounds  of  coal 
per  unit?    Anffipers.  3 '1  to  3*3. 

The  average  of  all  the  daily  load  factors  for  a  year  is  from  10  to  20  per 
cent.  The  LfOad  FoLCtor  means  the  ratio  of  the  average  power  supplied  to  the 
maximum  power.  It  was  Mr.  Crompton  who  first  drew  attention  to  the  great 
importance  of  the  load  factor  on  economy.  One  of  the  companies  whose  average 
daily  load  factor  is  15  per  cent.,  uses  5 '6  lbs.  of  coal  per  unit  generated  through- 
out the  year.  This  is  the  best  result  yet  obtained  ;  this  is  3  lbs.  of  coal  per 
hour  per  average  indicated  horse-power.  What  is  the  ratio  between  electrical 
and  indicated  horse-power  ?    A  nsicer.  72  per  cent. 

The  cost  of  coal  at  that  station  is  found  to  be  ^d.  per  electrical  unit.  How 
much  is  this  per  ton  ?    Answer.  16«.  Sd. 

The  lowest  coal  bill  for  any  company  using  alternating  current  is  6  lbs.  of 
coal  per  indicated  horse-power  hour.  Wages  in  both  systems  cost  about  }iL 
per  unit. 

I  dwell  at  some  length,  see  Art.  149  particularly',  on  the  effect  of  a  light 
load  on  an  engine  in  diminishing  its  economy.  In  boilers  the  great  loss  of  economy 
due  to  light  load  on  a  central  station  is  mainly  because  of  the  great  waste  in 
banking  up  the  fires  and  putting  the  boilers  in  steam  again,  also  because  loss  of 
heat  goes  on  all  the  time. 

135.  As  an  evidence  of  the  progress  of  science  I  venture  to  publish  here  a 
copy  of  one  weekly  report  made  by  the  resident  engineer  (Mr.  O.  B.  Smith)  of  tlie 
Hove  Electric  Lighting  Ck>.,  Ltd.  Mr.  Crompton  has  been  kind  enough  to  get 
me  permission  to  publish  it,  and  he  thinks  with  me  that  it  is  good  for  young 
engineers  to  see  how  accountp  are  now  being  kept  at  an  electric  light  station. 
I  have  before  me  a  copy  of  the  daily  log  sheet,  giving  the  measurements  made 
every  fifteen  minutes  throughout  the  day,  separate  logs  being  kept  for  each 
department  of  the  station  ;  but  I  refrain  from  publishing  this. 
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Ghaxge. 

600 

825 

680 

735 

670 

814 

690 

715 

520 

715 

440 

580 

745 

820 

690 

790 

680 

790 

680 

825 

750 

8iK) 

750 

935 

760 

013 

600 

814 

4«15 

5667 

4620 

5348 

Boiler  hours  under 
Steam. 


Coftl  (ft 


Coal  (ft 
10/4. 


Water.       Waste. 


Oils. 


Machine.  Cylinder. 


Date. 


hrs.  TonH.   cwts. ,  Tout.. 


Nov.  12  . 

7  1 

lOi 

„  13. 

11  . 

7: 
6X 

M  14. 

7i 

„  15. 

11 

I 

„  16  . 

«} 

lOf 

»  17. 

11 

1 

»  18. 

7| 

61} 

2 

Totals  . 

51 J 

n 


« 


^ 


Tc»ub. 

CWti*. 

3 

10 

3 

12 

2 

3 

10 

3 

14 

8 

16 

3 

12 

Castor. 


23 


16 


SUXDRIKS.  ».   d. 

(» IbB.  lime  and  12  lbs.  soda 10 

H   „    rubber  rings ON 

4  pta.  paraflBn 0    3 

^  fb.  tallow 0    3 

t;  foot  emery  cloth 0    6 


Carried  forward 


2     S 


Petty  Stores.                          £  t.  d. 

24  pts.  machine  oil  (ft  2/-  per  gall 6    0 

lOJ  ,,   cylinder      „    4/-       „          5    3 

6    „   castor          „     2/4       „          1    0 

6  lbs.  waste  (*  3rf.  per  lb 16 

7  cwts.  firewood  (rf  1/6  per  cwt 10    6 

4  gauge  glasses 19 

Separator    ,,         — 

Incandescence  lamps — 

Sundries  (brought  forward) 2    8 

£10    5 


Week  Ending  Nov.   19,  1896. 


Jt     ».    d. 

Coal 10    3    0 

Water 1     7  10 

Stores 13    3 

Woges 7  13    •? 

Superintendence ....     300 


£32    s    4 


pence  per  unit 

delivered. 

•671 

•048 

•041 

•2(50  ! 

•005 


Note.  This  is  a  copy  of  the  working  for  the 
corresponding  week  last  year. 


1184 


5'67  lbs.  coal  per  imit  generated. 
4^005  galls,  water    •,, 
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136.  Five  years  ago  there  was  no  known  case  of  a  central 
electrical  station  burning  less  than  7  lbs.  of  coal  per  hour  per  Board 
of  Trade  electrical  unit  sold  during  the  year,  although  in  particular 
months  the  consumption  was  as  low  as  4  lbs.  Many  stations  burned 
12.  Yet  on  a  steady  best  load  the  engines  and  dynamos  burnt  only 
about  2*8  lbs.  of  coal  per  unit  delivered  by  the  station.  The  difier- 
ence  is  mainly  due  to  variation  of  load  (see  art.  149).  Small 
engines,  whose  maximum  indicated  powers  on  full  load  were  12,  45, 
and  60,  have  been  found  by  trial  to  burn  36,  18,  and  8J  lbs.  of  coal, 
respectively  per  hour  per  indicated  horse-power  in  their  ordinary 
small  factory  use  under  altering  loads  in  Birmingham. 

Leaving  out  very  exceptional  tests,  the  most  favourable  results 
in  test  trials  of  steam  per  hour,  per  indicated  horse-power,  may  be  said 
to  be  20  in  non-condensing  and  13  J  in  condensing  engines.  Assume 
9  lbs.  of  steam  per  pound  of  coal  and  we  have  the  most  favourable  coal 
results  per  indicated  horse-power  as  2*2  and  1*5. 

Exercise.  Assume  a  mechanical  efficiency  of  85  per  cent,  in 
condensing  and  of  90  per  cent,  in  non- condensing  engines,  and  calcu- 
late the  figures  usually  supposed  to  be  the  most  favourable  yet  found 
in  ordinary  testing.  Answers.  2*47  and  177  lbs.  of  coal  per  brake 
horse-power  hour. 

As  a  matter  of  fact  I  may  say  that  almost  all  our  figures 
concerning  actual  or  brake  power  are  speculative,  there  are  few 
numbers  to  be  relied  upon.  I  always  feel  doubtful  of  the  accuracy  of 
indicated  power  measurements,  and  very  doubtful  indeed  if  the  speed 
is  higher  than  300  revolutions  per  minute  (see  Art.  47).  In  the 
following  table  of  the  best  results  from  special  trials  of  engines,  N 
means  non-condensing,  C  means  condensing,  1,  2,  or  3  mean  single, 
compound,  or  triple  expansion,  S  means  that  super-heated  steam  was 
used.  J  means  jacketed.  Under  w,  I  give  the  numbers  from  the  table, 
Art.  180,  the  number  of  pounds  of  saturated  steam  of  the  boiler 
pressure  which  a  perfect  steam  engine  (condensing  or  non-condensing) 
would  use  for  1  horse-power  hour  on  the  Rankine  cycle. 

When  the  pounds  of  coal  are  marked  thus  *,  it  means  that  only 
the  steam  was  measured,  and  it  is  assumed  that  1  lb.  of  coal  would 
have  produced  9  lbs.  of  steam.  In  most  cases  this  means  10*7  lbs. 
from  and  at  212°  F. 

I  have  not  included  Prof.  Ewing's  results  from  a  Parsons'  Steam 
Turbine  of  135  electrical  horse-power;  its  consumption  was  27*6  lbs. 
of  steam  (say  31  lbs.  of  coal)  per  electrical  horse-power,  which 
corresponds  with  a  reciprocating  engine  using  20  lbs.  of  steam  (or 
2*2  lbs.  of  coal)  per  indicated  horse-power  (see  also  Figs.  56  and  57.) 
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A  Laval  Steam  Turbine  is  said  to  have  used  19*73  lbs.  of  steam,  and 
267  lbs.  of  coal  per  hour,  per  brake  horse-power,  a  truly  wonderful 
result. 

The  Dow  Steam  Turbine,  the  velocity  of  the  circumference  of  its 
wheel  being  9  miles  per  minute  (25,000  revolutions  per  minute)  is 
said  to  have  used  55  lbs.  of  steam  (at  85  lbs.  per  square  inch)  per  horse- 
power hour.  The  steamship  Ohio,  2,100  indicated  horse-power,  is  said 
to  have  used  on  her  trial  trip  in  1887,  only  1*23  lbs.  of  coal  per  indi- 
cated horse-power  hour.     (See  also  Art  221.) 

Special  Triai*^  of  Enotnes. 


1 

1 

Character. 

Indicated  horse- 
'^                 power. 

ai 

11 

263 

Boiler  pressure 
(absolute). 

Steam  in  lbs.  per 
indicated  horse- 
power hour. 

Coal  in  lbs.  per 
indicated  horse- 
power hour. 

v>  lbs.  steam  per 
horse-power  hour 
Rankine  Cycle. 

Semi-portable 

Nl 

76 

65 

6-5 

21-6 

Horizontal ' 

Nl 

10 

238 

75 

31-8    ' 

3-5*^ 

21 -S* 

Willans 

N  1 

34 

406 

137 

260    ,  2-9»    1  16-3 

Beam 

N  IS 

78  . 

335 

62 

28-5    '  3-2»    t  24-6 

Corliss 

NIS 
rN2Ji 

134 

84 

606 
499 

111 
132 

22-0 

2-2 

17-5 

Arminflrton 

25*3 

2-8* 

16-2    ! 

Willans 

N2 

1 

N3 

40       ' 
39 

401 
400 

180 
187 

19-2 
18-5 

21» 
2-1* 

14*2 

Willans 

14-0 

Willana 

CI 

t 

33 

380 

85 

22-2      2-46*'    910 

Corliss 

CIJ 

166 

606 

111 

19-4      1-9          8-58 

Snlzer 

CIJ 

284 

372 

102 

18-4      2-0*        8*74 

1 

Beam  pumping 

- 
CIJ 

C2J 

120 
6 

240 

60 
116 

21-3 

i 
2-5*    \    9-87 

i 

Semi -portable 

35-7 

41 

8-49 

Willans 

C2 

25 

404 

187 

14-7      l-6» 

7-72 

Tandem  Mill 

C2 

888 

442 

102 

17-8    i  1-78    .    8-73 

Sulzer 

C2 

247 

493 

100 

13.35    lo*        8-77 

Marine  Ville  de  Doxivren  ,    .    . 

C2 

2977 

442 

121 

20*77  ,  2-32        8-42 

i>      Fujiyama 

IC2 

371 

306 

72 

21  17 

2-66 

9-46 

Beam  pumping 

C2J 
C3 

252 
30 

237 
379 

114 
185 

13-9 

1-5* 

8-53 

Willans 

1302 

1-4* 

7-73 

Sulzer 

C3 

360 
64,5 

397 

160 

11-70 

l-3» 
1-46* 

7-96 

Marine  engine,  lona    .... 

C3J 

180 

13-35 

7-77 

Worthington  pumping    .    .    . 

C3 

260 

164 

95 

1410 

1-66 

8-88 

Allis  pumping  (American)  .    . 

C3J 

574 

203 

136 

11-68,  1-39 

i 

8-23 

s 


258 


THE   STEAM   ENGINE 


CHAP. 


137.  The  non-condensing  trials  of  the  Willans  Engine  gave 

the  following  results.  Calculate  the  efficiency  in  every  case,  taking 
as  the  standard  a  perfect  non-condensing  engine,  Rankine  Cycle,  see 
Table  II.,  Art.  180,  using  the  same  kind  of  steam. 

Pounds  of  Steam  per  Indicated  Horse-power  Hour. 


1 

1 

Pressure 
1   (absolute). 

t 
Perfect  non- 
condensiiig 

cnglue. 

llankine 

cycle. 

Measured  results. 
cj^linSer.         Compound. 

Triple. 

Best  results. 
42-5 

Percentage 

efficiency 

of  per- 

1    feet  non- 

condensing 

eng^lne. 

,         40 

35-5 

42-5 

83-5 

'         70 

22-7 

30-8 

30-8 

73-5 

90 

19-62 

27-7 

24-25 

24-25 

80-9 

110 

17-65 

26-0 

22-0 

— 

22 

80-1 

,       140 

15-75 

— . 

20 

20 

78-6 

150 

15-28 

19-5 

19-8 

19-5 

78.3 

160 

14-88 

19-2 

19  0 

19  0 

1      78.4 

1 

Exercise.  A  good  locomotive  using  steam  of  160  lbs.  pressure, 
uses  42  lbs.  of  steam  per  hour  per  horse-power ;  show  that  its  efficiency 
is  0  354  as  compared  with  a  perfect  non-condensing  engine. 

138.  There  are  various  ways  of  stating  Engine  Performance. 

One  horse-power  hour  is  1,421  Centigrade  heat  units,  or  2,558 
Fahrenheit  heat  units.  It  is  usual  to  rest  content  with  "  The 
engine  uses  1 8  lbs.  of  steam  per  hour  per  indicated  horse-power."  Or 
"  The  engine  uses  2  lbs.  of  coal  per  hour  per  indicated  horse-power.'* 
If  the  steam  is  100  lbs.  steam  (164*'  C),  and  the  feed-water  was  at 
20°  C.  the  heat  given  to  produce  18  lbs.  of  steam  was  18  x  (606*5  + 
•305  X  164-20),  or  11,457  units.  Taking  8,300  units  of  heat  as  de- 
velopable per  pound  of  the  coal,  we  have  the  following  more  correct 
ways  of  stating  the  performance. 

I.  Engine  and  boiler.  2  lbs.  of  coal  per  indicated  horse-power  hour, 
or  16,600  heat  units  (C.)  per  indicated  horse-power  hour,  or  277 
units  (C.)  per  minute  per  horse-power.  An  efficiency  of  1,421  -r  16,600, 
or  0856,  or  8*56  per  cent. 

II.  Engine.  18  lbs.  of  steam  per  indicated  horse-power  hour,  or 
11,457  C.  heat  units  per  indicated  horse-power  hour,  or  191  units  (C.) 
per  minute  per  horse-power.  An  efficiency  of  1,421  -r  11,457,  or  0*124, 
or  12*4  per  cent. 

III.  Engine.     A  perfect     heat    engine,    working    between    the 

temperatures     164'     C.    and    40°    C.     would    have    an    efficiency 

194 
124  T-  (164  +  274),   so  that  our   engine  has  '124  -f     ~      or  43*8 

438 
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per  cent,  of  the  efficiency  of  the  perfect  heat  engine,  using  the  same 
temperatures. 

IV.  Engine.  An  engine  using  the  Rankine  Cycle  (see  Art.  214) 
1>etween  164**  C.  and  20°  C.  would  consume  7*6  lbs.  of  steam  per 
horse-power  hour.  The  efficiency  ratio  of  our  engine  is  7*6  -r  18, 
or  0-42. 

V.  The  above  engine  had  a  surface  condenser,  supplied  with 
918  lbs.  of  water  per  hour  per  indicated  horse-power;  this  water 
-entered  at  15°  C.  and  left  at»25''C. ;  the  condensed  water  left  at 
40°  C,  or  20°  above  that  of  the  feed  ;  therefore  the  heat  rejected  per 
hour  per  indicated  horse-power  was — 

918  X  10  =  9180  by  condensing  water, 

18  X  20  =    360  by  condensed  water, 

The  heat  utilised  is  1421. 

So  that  we  can  account  for  the  amount  10,961.  Now  the  heat  supplied, 
AS  we  saw  in  II.,  was  11,457,  and  there  is  496,  or  4*3  per  cent.,  to  be 
accounted  for  by  radiation  and  leakage. 

It  is  very  usual  to  merely  measure  the  heat  going  off  by  the  con- 
densing water  and  to  call  it  the  whole  rejected  heat,  and  as  we  have 
1,421  utilised  we  may  say — 

Efficiency  =  j^^i  +  9I8O  =  '^^'^- 

A  more  correct  plan  is  to  take  in  the  360  also,  and  say— 

1421 
Efficiency  =  ^^21  +  f)l80  "+360  =  '^^^- 

This  is  all  that  can  be  done  if  we  only  measure  by  the  condenser 
water,  unless  we  estimate  the  heat  lost  by  radiation  to  be,  say,  5  per 
cent,  of  what  we  measure  from  the  condenser ;  this  would  give  us 
10,017  wasted  altogether,  so  that  the  closer  estimate  would  be — 

1421 
Efficiency  =  1491  4,  1Q017  ~  ^'124,  or  124  per  cent. 

It  will  be  observed  that  if  we  calculate  from  the  feed-water  or 
stedm  supplied,  there  is  a  doubt  as  to  the  wetness  of  the  steam ;  and 
if  we  calculate  from  the  condenser,  there  is  doubt  as  to  the  amount  of 
radiation  and  leakage. 

It  is  (juite  a  usual  thing  to  say  :  let  h  be  the  Fahrenheit  heat 

s  2 
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units  gained  by  the  condensing  water  per  minute  per  indicated 

42*63 
horse-power,  then  the  efficiency  =      ~~To.pq 

A  very  perceptible  saving  is  effected  when  the  feed-water  of  a 
main  engine  is  heated  up  to  near  the  boiler  temperature  by  the 
exhaust  steam  of  auxiliary  engines,  such  as  are  often  used  now  to* 
work  air  and  feed  and  circulating  pumps. 

We  cannot  see  our  way  to  much  improvement  in  the  non-con- 
densing steam  engine  ;  the  performance  often  approaches  90  per  cent, 
of  what  is  theoretically  possible,  as  may  be  seen  in  the  table,  Art.  13()- 
This  is  by  no  means  the  case  in  condensing  engines,  but  it  does  not 
seem  practicable  to  expand  steam  to  the  low  pressures  which  might 
give  better  results.  There  is  a  chance  for  a  binary  vapour  engine ; 
using  steam  at  the  higher  temperatures  and  petroleum  or  ether  for 
the  lower  temperatures.  (See  also  the  note  Art.  214.)  Cutting  off 
the  toe  of  the  diagram  as  Mr.  Willans  called  it,  that  is,  releasing  steam 
at  a  much  higher  pressure  than  the  exhaust  pressure,  is  a  serious  loss- 
to  put  up  with ;  but  a  good  practical  remedy  is  not  yet  known  to  us. 

13&.  We  may  with  a  fair  amount  of  accuracy  say  that  a  large 
gas  engine  burning  Dowson  gas  uses  at  full  load  85  cubic  feet  per 
effective  horse-power  hour.  If  the  anthracite  costs  25s.  per  ton,  and 
we  charge  15  per  cent,  per  annum  for  interest  and  depreciation  on 
total  cost  (we  may  take  the  total  cost  to  be  the  same  as  that  of  a 
steam  engine,  boiler,  &c.,  of  the  same  power),  then  we  find  cost  per 
hour  in  pence  =  5J  -h  "45  I. 

Since  1877  there  has  been  a  sale  of  31,000  Otto  engines  in  Eng- 
land and  16,000  in  Germany,  with  a  total  brake  power  of  508,000 
horses.  The  consumption  of  coal-gas  used  to  be  about  30  cubic  feet  of 
gas  per  hour  per  brake  horse-power ;  now  in  a  special  trial  it  has  been 
found  to  be  as  low  as  14.  There  is  much  more  improvement  possible. 
There  are  now  single-cylinder  engines  of  140  and  double-cylinder 
engines  of  220  horse-power.  Even  now,  however,  power  from  a  20-horHe 
engine  worked  by  coal-gas  costs  more  than  from  a  steam  engine.  In 
some  electric-light  stations  working  arc  and  incandescent  lights  the 
total  expenditure  in  coal  and  coke  in  producing  Dowson  gas  was  only 
3  lbs.  per  electrical  unit  for  the  first  half  of  the  year  1897.  In  a  special 
test  of  two  engines  at  Leyton  during  5  houi-s,  October,  1897,  the  follow- 
ing results  were  obtained  :  Output,  319  electrical  units  ;  anthracite  per. 
hour  per  indicated  horse-power,  0  846  lb. ;  per  brake  horse-power, 
0975  lb. ;  per  electrical  horse-power,  1152  lb.;  per  electrical  unit, 
I "543  lb. ;  coke  per  electrical  unit,  0*225  lb.  Total  fuel  per  unit, 
1*768  lb.     I  find   that  at   Leyton   the  average  total  fuel  per  unit 
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generated  from  Januarj'  to  October  of  1897  was  2*55  lbs.  I  do  not 
know  the  load  factor  at  Leyton,  and  therefore  cannot  compare  this 
average  with  the  56  lbs.  of  coal  per  unit,  which  is  the  best  yet 
achieved  with  steam  engines  having  a  load  factor  of  15  per  cent. 
In  steady  running  on  full  load  there  is  no  doubt  that  the  gas  engine 
using  Dowson  gas  is  already  consuming  not  much  more  than  half 
the  coal  per  brake  horse-power  that  is  consumed  in  the  largest  and 
best  steam  engines,  and  that  the  cost  of  repairs  and  attendance  is 
very  much  less  than  with  steam  engines. 

140.  The  usually  accepted  figure  for  the  result  of  burning  1  lb. 
of  town  refuse  in  the  production  of  steam  is  1  lb.  of  steam  (nett, 
after  deducting  the  steam  used  in  the  furnace)  at  140  lbs.  per 
square  inch  produced  from  feed-water,  at  60°  F.  If  an  engine  at 
full  load  uses  23  lbs.  of  this  steam  per  electrical  unit  (1,000  watt 
hours).  If  a  cell  burns  0*25  tons  of  refuse  per  hour  for  24  hours  a 
day  at  a  cost  of  13i  pence  per  ton  (the  labour  part  of  this  cost  is 
9  Jrf.  per  ton)  including  everything,  what  is  the  cost  of  steam  per 
electrical  unit,  and  what  is  the  number  of  units  produced  per  cell  in 
24  hours  ?     Answers.  0*136  pence ;  584  units.  ' 

There  are  several  places  in  the  British  Islands  where  the  fee 
simple  of  water-power  of  about  600  total  horse-power  with  the 
necessary  land  may  be  bought  for  £6,000.  The  cost  of  utilising  this 
power  with  turbines  and  dynamos,  giving  out  usefully  70  per  cent, 
of  it,  would  be  £5,000.  Taking  10  per  cent,  of  the  total  cost  to 
represent  wages,  repairs,  rates  and  taxes,  depreciation,  and  interest, 
what  is  the  yearly  profit  if  one  halfpenny  per  electric  unit  is  paid, 
the  load  being  full  for  24  hours  a  day  for  313  days  in  the 
year  ? 

10  per  cent,  of  £11,000  is  £1,100  per  year,  the  power  given  out 

being  70  per  cent,  of  600,  or  420  horse-power.     One  horse-power  is 

746    watts,    and     1,000    watts    for     1    hour     is    called     a    unit. 

746 
420  X  j~  X  24  X   313  =  2353  x  10^  electrical  units  per  year. 

Dividing  these  halfpence  by  480  we  find  £4,902  per  annum  to  be 
paid  for  the  energy,  and  so  the  profit  is  £3,802  per  annum. 

141.  The  student  will  work  exercises  on  traction  such  as  he 
will  find  in  a  book  on  Applied  Mechanics.     The  following  figures 

.  may  be  remembered. 

The  resistance  in  pounds  per  ton  of  a  moving  train  (including 
engine)  on  the  level  is  found  roughly  by  adding  two  to  one  quarter 
of  the  speed  in  miles  per  hour.  This  is  for  speeds  greater  than 
20  miles  per  hour.     At  less  speeds  there  is  a  different  law  which  for 
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some  trains  and  pennanent  ways  may  be  indicated  by  the  following 
figures :— 


Speed  in  miles  per  hour     ...        0  1  ^ 


Resistance  in  pounds  per  ton 


20     I     10 


2 

5 

10 

7 

5 

6 

A  curved  line  adds  12  per  cent,  to  the  resistance  on  the  average 
English  railway. 

In  the  best  locomotives  on  specicd  trials  the  best  performances  are 
25  to  30  lbs.  of  steam  (pressure  \  65  lbs.  per  square  inch)  per  hour  per 
indicated  horse-power.  In  ordinary  use  the  consumption  is  over  40  lbs. 

Exercise.  The  average  resistance  of  an  express  train  on  an 
English  railway,  as  measured  on  the  draw-bar  between  engine  and 
train,  is,  say,  18  lbs.  per  ton  at  45  miles  per  hour  ;  the  weight  of  the 
train  (not  including  the  engine)  is  180  tons,  what  is  the  actual 
power  ? 

Amnoer,  389  horse-power. 

It  has  been  found  that  in  such  a  case  the  power  actually  exerted 
on  the  train  is  only  45  per  cent,  (in  short  express  trains  it  is  about 
40  per  cent.,  in  slow  goods  trains  as  much  as  75  per  cent.)  of  the 
indicated  power  of  the  engine ;  what  is  the  indicated  power  ? 

Answer,  864. 

The  consumption  of  steam  is  40  lbs.  per  hour  per  indicated  horse- 
power. How  much  feed-water  must  be  provided  for  one-hour  s  run,, 
neglecting  leakage  ? 

Answfr.  15*4  tons. 

If  each  pound  of  coal  evaporates  8i  lbs.  of  water,  what  weight  of 
coal  is  used  per  hour  ? 

Answer.  1*8  tons. 

An  American  train  is  usually  only  two-thirds  of  the  length  of  an 
English  train  for  the  same  weight.  For  the  same  speeds  the  draw- 
bar force  of  traction  of  the  English  train  being  (in  certain  experi- 
ments) ()  lbs.  per  ton  was  only  3^  lbs.  per  ton  on  the  American,  and 
yet  the  American  road  was  not  so  good.  The  superiority  was  due  to 
the  construction  of  the  American  cars. 

Wherever  roller  bearings  have  been  tried  they  have  greatly 
reduced  the  friction;  the  starting  pull  on  a  railway  vehicle  is  some- 
times as  low  as  3  lbs.  per  ton. 

There  seems  to  be  no  electrical  accumulator  which  can  be 
relied  upon  to  discharge  more  than  7  watt-houre  per  pound  of  its  total 
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weight,  during  a  5  hours'  discharge.  It  is  seldom  that  one  finds  a 
published  statement  on  this  subject  which  can  be  relied  upon.  In 
speculative  calculation  it  is  better  to  take  only  5  watt-hours,  or  15 
horse-power  hours  per  ton,  the  average  rate  of  discharge  being  3  horse- 
power per  ton.  But  in  tramcar  work  the  discharge  is  sometimes 
three  times  this  rate,  and  I  shall  take  9  horse-power  per  ton  for 
1§  hours. 

A  tramcar  when  supplied  with  electrical  power  by  trolley  wire 
or  by  aoetimulators  receives  just  about  twice  as  much  electrical 
power  as  the  mechanical  power  actually  utilised  in  propulsion.  That 
is,  the  average  power  received  may  be  calculated  on  an  average 
tractive  force  of  60  lbs.  per  ton  (at  8  to  10  miles  per  hour),  instead  of 
the  30  lbs.  per  ton,  which  it  probably  is  on  the  average.  It  is  not 
safe  to  take  a  better  figure  than  this  for  the  efficiency  when  one 
considers  any  new  project.  It  is  to  be  understood  that  this  tractive 
force  is  not  what  would  be  measured  in  a  trial  at  uniform  speed.  It 
is  proportional  to  the  average  power  divided  by  the  average  speed. 
The  average  power  is  greatly  increased  by  stopping  and  starting, 
kinetic  energy  being  created  to  be  soon  destroyed. 

Exercise.  A  car  to  take  52  passengers  worked  by  accumulators 
weighs  with  its  electro-motor  and  gearing  and  fittings  7  tons  empty, 
10  tons  fully  loaded.  Taking  the  tractive  force  to  be  30  lbs.  per  ton 
at  10  miles  per  hour ;  taking  the  electrical  power  to  be  twice  the 
useful,  what  is  the  weight  of  the  accumulators  ?  What  is  the 
electrical  power  ?  What  would  it  be  if  it  were  supplied  by  a  trolley 
wire  ?     Take  the  discharge  as  9  horse-power  per  ton. 

Let  X  tons  be  the  weight  of  accumulators.     The  tractive  force  is 

J     I.       ,    .  •    1               .   (10  H-  t)  60  X  10  X  5280 
(10-fa;)30,  and  the   electrical  power  is ^TOOO  >r60 

or  16  (10  -f-  x).  But  it  is  9  horse-power  per  ton  of  accumulators,  or 
9x,  so  that  9x  =  1*6  (10  +  i?;)  or  x  =  216  tons.  We  need  2*16  tons  of 
accumulators  discharging  at  the  rate  of  195  electrical  horse-power.  If 
supplied  by  a  trolley  wire  only,  16  electrical  horse-power  is  wanted. 
In  fact,  wifh  accumulators,  if  W  is  the  weight  of  the  loaded  car  in 
tons  X  =  0*216  Wy  and  the  electrical  power  is  195  IF,  whereas  by 
trolley  wire  the  power  is  1*6  H^. 

The  tractive  force  on  a  tramcar  was  measured  as  30'5  lbs.  per 
ton.  A  similar  car  with  roller  bearings  on  the  same  road  needed 
25  lbs.  per  ton.  The  starting  force  for  a  tramcar  is  diminished  by 
20  to  60  per  cent,  by  the  use  of  roller  bearings,  and  the  general 
saving  may  be  put  do>vn  as  30  per  cent. 

The  ti'active  force  of  a  bicycle  or  any  vehicle  with  inflated  t]n^eB 
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on  a  concrete  road  seems  to  be  30  lbs.  per  ton  at  6  miles  per  hour, 
about  40  on  wood  pavement,  and  40  to  60  lbs.  per  ton  at  12  miles 
per  hour  on  a  good  macadamised  road,  slightly  wet ;  in  heavy  mud 
at  5  miles  per  hour,  as  much  as  146  lbs.  per  ton  has  been  registered. 

These  were  towing  forces;  in  self-propulsion  it  is  understood  that 
the  resistances  are  considerably  greater.  The  resistance  per  ton  of  a 
locomotive  is  considerably  greater  than  that  of  the  train.  Specula- 
tive calculations  ought  to  be  based  on  the  highest  figures.  The 
towing  tractive  force  for  iron-tyred  passenger  carriages  on  London 
roads  when  muddy  seems  to  vary  from  22  lbs.  per  ton  (asphalte),  30  to 
40  lbs.  per  ton  (wood),  50  to  60  lbs.  per  ton  macadam,  to  perhaps  as 
much  as  80  lbs.  per  ton  on  macadam  new.  A  committee  of  the 
Society  of  Arts  some  time  ago  found  101  lbs.  per  ton  on  ordinary 
macadam,  and  44*5  on  macadam  gravelled. 

Exercise.  It  is  found  that  the  accumulators  of  the  electrio  cabs 
(with  pneumatic  tyres)  in  London  give  out  at  the  rate  of  3  horse- 
power on  smooth  wooden  roads,  when  going  at  7  miles  per  hour,  and 
5  horse-power  on  macadamised  roads ;  this  is  the  average  power 
up  and  down  the  London  street  gradients.  Take  4  horse-power  as 
the  average.  What  is  the  average  actual  tractive  force  if  only  half 
the  electrical  power  is  utilised  ? 

Answer.  107  lbs. 

I  do  not  know  the  actual  weight  of  the  cab,  but  take  it  that  the 
cab  and  motor  and  gearing  and  fittings  weigh  22  cwt.,  and  that  the 
accumulators  gave  out  5  watt  hours  per  pound  on  a  5  hours'  run. 
What  is  the  total  weight  of  the  cab,  and  what  is  the  average  tractive 
force  per  ton  ? 

Answer,  4  x  5  X  746  -r  5,  or  2,984  lbs.  of  accumulators,  and 
2,464  lbs.  of  vehicle,  or  2*433  tons.  The  average  actual  tractive  force 
is  44  lbs.  per  ton. 

On  the  City  of  London  Electric  Railway,  the  weight  of  a  train 
and  locomotive  and  passengers  being  36  tons,  5 '4  electrical  units 
were  supplied  in  a  journey  of  5,550  yards,  taking  15  minutes  (includ- 
ing stopping).  Check  the  following  figures.  Assume  useful  tractive 
power  to  be  half  the  eh^ctrical;  speed,  12*6  miles  per  hour  ;  we  find 
0047  electrical  units  per  ton  mile;  tractive  force,  120  lbs.  per  ton. 

On  the  Montreal  tramways,  at  an  average  speed  of  7i  miles  per 
hour  (total  load  about  10  tons),  026  electricjil  units  are  used  per  ton 
mile.  Assume  the  useful  tractive  power  to  be  half  the  electrical, 
and  find  the  average  tmctive  force.     Aiisirer.  76  lbs.  per  ton. 

It  will  be  seen  that  this  Montreal  figure  is  much  greater  than 
the  figure  taken  by  me  as  more  usual ;  but  it  is  a  figure  taken  often 
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by  some  of  the  most  experienced  of  my  friends,  and  we  have  so  much 
inexact  knowledge,  that  it  is  quite  possible  for  this  to  be  a  better 
guide  than  the  other. 

142.  Ship  PropnUiion.  Up  to  the  highest  speeds  of  commer- 
<;ial  ships  we  may  assume  without  great  error  that,  for  vessels  not 
dissimilar  in  form  and  character,  and  going  at  the  usual  speeds,  the 
indicated  horse-power  is  /  =  D^i^  -^  a,  when  2)  is  the  dispilacement 
in  tons,  and  v  is  the  speed  in  knots^  and  a  is  constant,  which  for 
many  classes  of  vessel  may  be  taken  as  not  very  different  from  240. 

Exercise  1.  If  a  vessel  of  1,720  tons  moves  at  10  knots  when  its 
indicated  horse-power  is  655,  what  is  the  value  of  a  in  such  a  chiss  of 
vessel  \     Answer.  219. 

A  vessel  of  the  same  class  of  2,300  tons  moves  at  15  knots,  what 
is  the  power  ?     Answer.  2,680. 

Exercise  2.  Taking  a  as  240,  a  vessel  of  6,000  tons  going  at 
22  knots ,  what  coal  will  it  consume  in  a  passage  of  3,000  nautical 
miles,  neglecting  the  effect  of  its  lightening,  if  it  uses  2  lbs.  of  coal  per 
hour  per  indicated  horse-power  ? 

Answer.  If  an  engine  uses  c  lb.  of  coal  per  hour  per  indicated 
ihorse-power,  the  whole  weight  of  coal  consumed  on  a  passage  of  s 

nautical  miles,  is  ~  sD^  i;-  pounds.     In  this  case  it  is  1,784  tons. 

a  ^ 

Exercise  3.  For  students  after  they  read  Art.  156.  For  a  marine 
■engine  we  have  the  rough  and  ready  rule,  "  The  speed  v  is  propor- 
tional to  the  square  root  of  the  absolute  boiler  pressure  and  the 
amount  of  admission  of  steam."  Show  that  if  p^  bo  taken  as  11  per 
cent,  of  the  boiler  pressure  p^y  the  rough  and  ready  rule  is  fairly  true. 

Exercise  4.  Two  boats  of  the  same  shape  were  driven,  one  by 
jet  propulsion,  the  other  by  twin  screws.  The  following  results  were 
■obtained : — 

Jet,  12-6  knots,  with  167  I.H.P.;  screw,  173  knots,  170  I.H.P. 
Compare  the  efficiency,  if  the  displacements  were  as  100  to  65. 
An&imr.     As  051  to  1. 

Exercise  5.  During  eleven  sea  voyages  the  average  figures  for 
iR.M.S.S.  Britannic.  (450  feet  long)  were : — 

D  =  8,500  tons,  speed  15  knots,  4,900  indicated  horse-power  ;  show 
that  a  =  287. 

Exercise  6.  H.M.S.  Iris  has  D  =  3,290,  speed  18;6  knots, 
I  =  7,714 ;  show  that  a  =  184. 

A  torpedo  boat  U  =  29*73  tons,  speed  22  knots,  /  =  460 ;  show 
that  a  =  222. 

Exercise  7.  A  ship  whose  displacement  at  starting  is  6,000  tons. 
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uses  5  tons  of  coal  per  hour,  producing  1  indicated  horse-power  for 
an  amount  of  coal  per  hour  which  gradually  increases  and  may  be 

expressed  as  c  =  2  +  -^.     The  value  of  a  diminishes  according  to 

1  . 

the  law  a  =  240  —  p  ^,  where  t  is  the  time  in  hours  from  starting. 

How  far  has  she  gone,  and  at  what  speed  is  she  going  when  her 
displacement  is  4,000  tons  ?  As  bt^  =  6,000  -  4,000,  t^  =  400  hours, 
where  t^  is  the  total  time  taken. 

As  11,200  =  |_t^i5:\6,000  -  S^M 

V  =  1309  X  (P^  7  ^y  (6,000  -  bt)-^ .     Calculating  v  for  many 

values  of  t,  and  using  squared  paper,  it  is  easy  to  integrate  it.  I  find 
the  required  v  —  13*64,  distance  5,850  nautical  miles. 

In  addition  it  is  worth  while  giving  some  results  for  large  steam 
ships.     I  am  sorry  to  say  that  the  horse-powers  are  not  accurate. 


City  of  Rome. 


Length  of  vessel  in  feet  543 

Breadth 52 

Displacement  in  tons      ....  11,2.30 

Indicated  horse-power  ....  11,890 

Speed  (knots) 18 

Coal  per  day  (tons) 185 

Coal  per  indicated  horse-power  2 '2 

Cylinders,  diameter  (ins. )     •    •  i  q  of  86" 

Stroke  (ins.) 72 

Pressure 105 


Utnbria  and 

Servia. 

1 

KaUer  Wilful  m 

Btruria. 

der  Oro»»e. 

500 

515 

'          625 

57 

52 

66 

9,860 

10,960 

;    20,000 

14,320 

10,300 

27,(X)0 

20 

17 

22-5 

315 

205 

500 

21 

2 

1.73 

lat   71 
2  at  105 

'      1  at    72 
2  at  100 

/  2  at  52" 

^  2  at  90 " 

4at96i 

72 

78 

69 

125 
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Exercise  8.  The  engines  of  a  ship  when  running  steadily  at  a 
lower  power  are  regulated  rather  by  the  lowering  of  the  boiler  pressure 
than  by  keeping  the  links  permanently  shifted  and  are  found  to  use 
2*13  tons  of  coal  per  hour  when  the  ship  goes  at  15  knots  and  1*18 
tons  when  the  ship  goes  at  10  knots;  what  coal  does  she  use  at  12 
knots  ?  As  power  is  proportional  to  v^,  if  C  is  the  weight  of  coal 
burnt  per  hour,  we  know  that  C  is  a  linear  function  of  /  (the 
Willans  nile,  Art.  148),  and  therefore 

where  a  and  fi  are  constants  and  v  is  the  speed  in  knots. 
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Applying  the  above  figures  we  find  0=078+ 0004^.  Hence  at 
12  knots  (7=1*471  tons  per  hour. 

Exercise  9.  The  above  ship  is  to  make  a  passage  with  the 
greatest  economy  possible  ;  what  is  the  best  speed  ? 

If  s  is  the  passage  in  miles,  the  time  taken  is  -  and  the  total  coal 


V 


0-78 


^o  ()*7o 

consumed  is  C-,  so  that  it  is  proportional  to  — — h  -0004^* 

V  V 

0*78 

This  is  a  minimum  when 1-'00082?  =  0,  or  i;^  =  975  or  about 


10  knots. 

Exercise  10.  If  economy  of  coal  is  not  all-important ;  suppose 
that  the  loss  of  every  hour  is  valued  at  the  worth  of  0*6  ton  of  coal^ 
what  is  the  best  speed  ? 

The  total  loss  per  hour  is  now  to  be  taken  as  represented  in  tons, 
of  coal,  0-6 +  0-78 +0004  r^,  or  1-38+0004  v^. 

The  total  loss  in  the  voyage  is  proportional  to 

-  +  0004y^. 

And  this  is  a  minimum  when  25^  =  1725,  or  v  almost  exactly  12  knots. 
It  is  worth  while  trying  what  the  number  representing  the  total 
loss  in  the  voyage  amounts  to  at  other  speeds,  and  I  show  it  in  the 
table.  We  see  that  to  use  a  slightly  different  speed  than  the  best  is. 
not  very  harmful. 


*f  knots. 


10 
11 
12 


Number  proportional 

to  total  loss  in 

voyage. 


178 

174 

•173 


V  knots. 


13 
14 


Number  proportional 

to  total  loss  in 

voyage. 


•174 
•177 


Exercise  11.  If  a  is  240,  find  the  speeds  of  ships  of  from  1,000* 
to  10,000  tons  when  their  displacements  in  tons  are  numerically 
equal  to  their  horse-power.  Write  your  answers  in  a  table  for  easy 
reference. 

For  auxiliary  engines  the  consumption  of  coal  is  about  10  tons, 
per  day  in  fii-st  class  line-of-battle  ships  and  8  to  3^  tons  in  cruisers. 
143.  The  resistance  to  the  motion  of  a  ship  is  considered 
to  be  made  up  of  two  parts.  1.  The  skin  friction  in  pounds 
S=fAV^y  where  V  is  the  speed  in  knots,  n  is  1*83  for  varnished 
or  painted  wooden  models  or  clean  iron  ships,  A  is  the  wetted  area 
in  square  feet,  /is  'OO^  for  ships  of  over  200  feet  long,  and  '012, 
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•0106,  -0096  for  ship  lengths  of  8,  20  and  50  feet.  At  speeds  of  6 
to  8  knots  in  ordinary  vessels  this  skin  resistance  is  about  80  or  90 
per  cent,  of  the  whole  ;  at  high  speeds  it  is  about  half  the  whole. 

2.  A  residuary  resistance  due  to  the  fact  that  eddies  (the 
smaller  part)  and  waves  are  produced.  Eddy  resistance  is  thought 
not  to  be  more  than  8  per  cent,  of  the  skin  resistance  even  at  high 
speeds.  It  is  mainly  caused  by  bluntness  of  the  stem  of  a  vessel. 
In  two  perfectly  similar  ships,  similarly  loaded,  of  lengths  /  and  Z,  at 
speeds  v  and  v  \J L\l,  which  are  said  to  be  the  coi^respanding  speeds,  the 
residuary  resistances  are  proportional  to  P  and  L^. 

The  skin  resistances  S^  and  s^  of  the  ship  aiKl  its  model  can  be 
•calculated  from  Fronde's  numbers  given  above.  Hence  if  R  is  the 
resistance  in  pounds  of  a  i^hip  L  feet  long,  A  its  wetted  area  in 
square  feet,  V  its  speed  in  knots,  and  if  r  and  I  are  the  resistance 
and  length  of  a  model  which  is  exactly  similar  and  of  similar 
draught  when  the  model  is  drawn  at  the  corresponding  speed  v 
knots.  Where  V:  vi:  sfL :  sjl,  prove  that  it  follows  from  the  above 
that 

i2  =  4!r-009^ri-83fl-75  ^-l) 

if  the  ship  is  more  than  200  feet  long  and  the  model  is  from  8  to  80 
feet  long. 

Example. — Before   building  a   vessel   400   feet  long   of   wetted 

surface  26,000  square  feet,  we  wish    to  know  B,  its  resistance,  at 

K=  12  knots.     A  model  is  made  ten  feet  long,  it  is  drawn  at  a  speed 

-of  12-r  v^40  or  1'9  knot  in  the  tank,  and  its  resistance  r  is  found  to 

be  0-9  lb.     We  find  R  to  be  39,720  lbs. 

Prove  that  R  in  pounds  x  K  in  knots  -r  307  =  utilised  horse- 
power. In  this  case  we  find  1,550  horse-power.  The  indicated 
power  will  probably  be  more  than  3,000. 

The  vagueness  of  our  knowledge  as  to  the  probable  loss  of  power 
by  friction  makes  any  attempt  to  calculate  R  for  the  above  purpose 
rather  useless,  and  the  better  use  of  the  tank  would  therefore  seem 
to  lie  in  helping  to  improve  a  particular  class  of  vessel. 

The  following  great  simplification  has  recently  been  tried  by 
Colonel  English.  Suppose  nn  existing  vessel  to  be  runat  various  speeds 
And  its  indicated  horse-power  noted.  Now  assume  that  the  effective 
horse-power  in  a  new  ship  will  be  the  same  fraction  of  the  indicated, 
that  we  take  it  to  be  in  the  existing  ship — say  one-half.  Find  the 
resistance  of  the  existing  ship  at  the  speed  V^  We  wish  to  know 
the  resistance  of  the  new  ship  at  the  speed  V^     We  only  need  to 


XVI  ENERGY   ACCOUNT  260 

compare  the  wave  and  eddy  resistances,  which  we  shall  call  W^^  and 
W^  Hake  two  models,  one  of  the  existing  and  one  of  the  ship 
being  designed.  Let  the  values  of  V,  D,  S,  Z,  W  for  the  two  ships 
and  the  two  models  be  indicated  by  capital  and  small  letters,  the 
existing  ship  and  its  model  having  the  affixes  y 

S  is  skin  friction ;  D  is  displacement,  which  in  similar  ships  is. 
proportional  to  the  cubes  of  the  lengths. 

Let^'l=  ^i(y]  )  ,  2^2=  ^^2  (  7?  )  »  ^^^  ^^^  ^'i  =  ^*2i  ^^^^  is,  make  the- 

second  model  of  such  a  size  that  V^  and  r.,,  as  well  as  V^  and  v^  are 
"  corresponding  speeds,"  and  yet  that  the  speeds  of  the  two  models. 

rfj    z>,  V  vj- 

towed  from  the  two  arms  of  a  lever  whose  fulcrum  may  be  adjusted 
and  the  ratio  of  tbe  resiBtancei,  n,  mav  be  measured.  Note  that 
we  need  only  find  this  ratio — a  much  easier  thing  to  do  than  to  find 
either  resistance.  Show  that  the  total  resistance  of  the  new  ship  is — 


shall  be  the  same.    In  fact  -r=  ,}\^\.     Now  let  the  two  models  be 


.%+ (^«y  {  n  FT, +  ^'- ('«,-«,)}. 


Mr.  Froude's  estimate  of  the  disposal  of  the  whole  indicated: 
power  of  a  marine  steam  engine  was  : — 

Friction  of  engine,  26  per  cent. ;  power  wasted  in  driving  air,, 
feed  and  other  pumps,  7 ;  loss  of  power  due  to  slip  of  screw,  91 ;. 
friction  of  screw,  3*8 ;  loss  due  to  the  greater  resistance  of  a  vessel 
when  the  propeller  is  working  than  when  the  vessel  is  towed,  15*5 ; 
power  really  effective  in  propelling  the  vessel,  38"7. 

It  is  usually  stated  (on  what  experimental  authority  I  do  not 
know)  that  in  modern  ships  the  effective  horse-power  is  53  per  cent, 
of  what  is  indicated.  In  the  first  edition  of  this  book,  after  a  long 
description  of  tests  of  propellers  made  in  France,  I  stated  that  a  well- 
arranged  propeller  utilised  §rds  of  the  work  actually  given  out  by 
the  engine.  The  mechanical  efficiency  of  a  good  modem  engine  is 
•85,  and  §  of  85  is  56  per  cent.     Froude's  idea  was  that  the  useful 

38*7 
power  was  the  fraction  '-— -  of  the  useful  power  of  the  engine :  this 

would  give  50  per  cent,  as  the  probable  ratio  of  useful  propelling 
power  to  indicated  power  in  modern  steam  engines. 

Students  will  do  well  to  keep  the  following  figures  in  mind. 

Exercise.  In  1845  a  ship  with  a  total  machinery  and  coal  load 
of  500  tons  (besides  its  cargo  and  hull  load  of  1,000  tons  more)  going 
at  8  knots,  its  indicated  power  being  335,  used  1  ton  of  coal  per  hour,. 


:170  THE  .STEAM    ENGINE  chap. 

what  wa«  th#;  aruoiint  of  c^jal  ii>*f<J  jK-r  hour  per  indicated  horse- 
\ftpmt^'i  Answer,  i'yl.  The  total  weight  of  boilers,  engines,  and 
#;ther  rnarjhinen'  was  120  ton>.  leaving  380  tons  available  for  coal. 
What  waM  the  indicated  horse-power  per  ton   of  machinen' '. 

Anmaer.     2'8. 

What  wa«  the  lrH;oiiiotive  jierformance  ?  Anntrr.  iPt^-i-I  is 
nearly  2(X),  where  IJ  in  1,5W  tons,  r  is  8  knots,  I  is  335. 

The  nhip  could  run  at  full  sj^eed  380-5-24,  or  158  days,  without 
e<jaling,  a  clistarKM'  of  I5'8  x  24  x  8  or  3,040  nautical  miles. 

Now  in  1898  a  nhip  with  the  same  loading  to  run  at  10  knots, 
itH  indicati^l  pr>wc;r  V^jing  524,  has  a  locomotive  performance  of  250. 
Thfj  total  weight  of  its  machinery  is  50  tons,  leaving  a  w^eight  of 
450  tons  available  for  coal.  What  is  the  indicated  power  per  ton  ? 
Answer.  105.  It  uw^s  10  tons  of  coals  in  the  24  hours.  This  is  at 
the  rat<3  of  1  j  lb.  of  coal  per  hour  per  indicated  horse-power.  It 
•can  run  for  45  days  at  full  speed  without  fresh  coal,  a  distance  of 
10,800  nautical  miles. 

With  forced  draught  the  power  per  ton  of  machinery  is  12  in 
brttthjshipH,  30  in  torpedo  catchers. 

144.  Brake  and  Indicated  Power.  The  actual  horse-power 
delivered  from  the  crank  shaft  of  a  steam  engine  (usually  called  the 
brako-horHe-|>ower)  is  less  than  the  indicated  power,  because  of 
friction.  In  mechanical  laboratories  it  is  almost  always  found  that 
whcjn  we  give  power  /to  any  machine  and  receive  power  B  from  that 
moc.hinc*,  there  is  hoiik;  such  law  as — 

li  =  cJ^a (1) 

whtjre  c  and  a  are  constants. 

In  my  book  on  Applied  Mechanics  I  have  considered  this  matter 
carefully,  (h^scribing  the  methods  of  measuring  mechanical  power 
when  it  is  biung  transuiitted  through  belts  or  along  shafts,  and  also 
when  it  is  consumed  by  a  brake  for  the  purpose  of  measurement. 
Whtui  we  test  st(»a!n,  gas,  oil,  electric,  hydraulic,  or  other  motors,  we 
usually  consume  all  the  power  given  out;  but  whether  we  consume 
it  or  not,  we  are  in  the  habit  of  calling  it  the  actual  or  brake-horse- 
power. Hie  total  horse-power  given  to  the  engine  by  the  steam 
pressing  on  the  piston  is  /,  the  indicated  power.  The  following 
specimens  of  the  sort  of  results  obtained  ought  to  be  plotted  on 
Mpiared  jNvper,  and  the  student  ought  to  try  for  himself  if  there  are 
some  sueh  laws  as — 

/>•  =  005  /  -  10,  eondensing    ..,*..     (2) 
/>*  =  095  /  —  5,  non-condensing    ....     (3) 
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The  engine,  when  working  as  a  condensing  engine,  was  supposed 
to  be  at  full  power  at  the  highest  load  shown  in  the  table.  When 
working  as  a  non-condensing  engine  the  highest  figure  is  supposed  to 
be  its  full  power;  in  this  case  the  pumps  were  not  working,  and 
presumably  this  is  what  made  the  difference  in  the  character  of  the 
laws. 


COND 

ENSING. 
B/L 

•80 

10-5 

/. 

NON'-CONDEXSIXG. 

t 

/. 

B. 

S. 

B/f. 

F. 

1 

60-5 

40 

42-5 

:io 

■82 

1 

7-5 

38-5 

30 

•78 

8-5 

31 

25 

•81 

6 

29 

20 

•69 

9 

24 

17-5 

•73 

6-5 

17 

10 

•58 

7 

15-5 

10 

•65 

5  5 

8 

0 

0 

8 

,       5-5 

0 

1 

0 

5  5 

If  we  denote  by  F  the  power  lost  by  friction,  it   is  evidently 
greater  at  greater  loads.     Possibly  there  is  some  such  law  as — 

F  =  —r  I  +  10,  in  the  condensing  trials. 

1  .  •  •        * 

F  =  --  I  +  5y  in  the  non-condensing  trials. 

The  frictional  loss  is  therefore  by  no  means  merely  proportional  to 
the  indicated  or  brake -power,  and  we  always  find  from  our  tests 
of  engines  that  if  we  for  speculative  purposes  assume  the  frictional 
loss  constant  for  all  loads,  we  are  not  greatly  in  error.  This  is 
really  to  assume  that  c  in  (1 )  is  unity.  It  is  the  great  dead  load  of 
all  the  parts  of  the  machinery,  the  flywheel,  for  example,  which 
<»uses  this  result.  Also,  at  the  same  speed  the  loss  by  friction  due 
to  mere  inertia  of  the  parts  of  the  engine  must  be  much  the  same 
for  all  loads.  In  well-made  condensing  engines  we  may  take  the 
loss  as  about  20  per  cent,  of  the  indicated  power  at  full  load,  and  in 
non-condensing  engines  as  about  1 5  per  cent.  For  the  largest  engines 
we  may  perhaps  subtract  five  from  each  of  thesefigures.  A  certain 
triple  expansion  engine  has  given  122  indicated  and  107  actual — a 
mechanical  efficiency  of  88  per  cent.  There  is  usually  more  loss  by 
friction  in  single  cylinder  engines  than  in  double  or  triple. 

If  the  frictional  loss  were  really  constant,  it  would  be  completely 
represented  by  taking  a  constant  back  pressure  as  representing 
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friction.  Thus  in  an  engine  of  the  size  described  in  the  exercises- 
of  Art.  35, 1  find  that  if  a  back  pressure  of  about  14  lbs.  per  square 
inch  for  a  condensing  engine  and  10  lbs.  for  a  non-condensing  engine- 
be  added  to  the  usual  back  pressures  3  and  17  of  the  indicator 
diagrams,  we  may  speak  of  the  calculated  work  or  power  as  actual 
or  brake  work  or  power,  instead  of  iiidicatcd.  Hence  the  remarks 
made  in  Art.  37. 

For  speculative  calculation  the  following  back  pressures  may  be 
fairly  well  taken  as  representing  the  eflfect  of  friction  in  well-made- 
engines,  p^  is  supposed  to  be  the  initial  pressure  of  the  steam  used 
when  the  engine  works  with  its  greatest  load.  These  numbers  ought 
only  to  be  used  in  academic  problems.  I  know  of  engines  whose 
friction  is  represented  by  back  pressures  of  only  about  half  these. 


Condensing. 


Non-Con  DENsiNo. 


Greatostp]. 


Back  preasure  to 
take  as  repre- 
senting friction 
at  any  load  of 
the  engine. 


Greatest  p]. 


50 

10 

50 

75 

11 

75 

.  100 

13 

100 

150 

15 

150 

200 

18 

Back  pressure  to 
'    toko  as  repre- 
-  son  ting  friction 
at  any  load  of 
the  engine. 


8 
10 
13 


In  making  such  calculations,  the  results  of  which  are  only  to  be 
employed  in  rapid  speculative  (but  not  altogether  misleading)  calcula- 
tion, let  ^3,  the  indicated  back  pressure,  be  taken  as  3  in  condensing- 
and  17  in  non-condensing  engines. 

It  is  only  in  calculations  like  those  of  Art.  35  that  I  venture  to  use 
back  pressure  as  representing  friction.  It  is  quite  a  common  practice 
in  finding  the  power  necessary  to  drive  some  machine  to  take  the 
indicated  power  of  the  engine  when  driving  and  when  not  driving 
the  machine,  and  take  the  difference  as  representing  the  power 
given  to  the  machine.  This  method  may  have  its  practical  value, 
but  it  does  not  measure  the  power  given  to  the  machine,  unless 
we  assume  the  same  loss  by  friction  in  engine  and  shafting  in  both 


cases. 


We  have  very  few  actual  power  tests   of  large  steam   engines. 
Captain  Sankey  published  a  set  from  a  Willans'  engine  capable  of 
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developing  150  indicated  horse-power  {Proc.  List.  C,  E.,  1893,  dis- 
cussion on  Mr.  Wi  Hans'  Paper).  Measuring  from  the  published 
diagram  I  find 


I.  H.-P. 


B.  H.  P. 


104-5 
49 
12-5 


»4-5 
38 
0 


I  find  that  B  =  103/-  13,  or  Jf  =  13  -  003  /. 

Here  we  find  less  power  spent  in  friction  at  a  large  load  than  at 
a  small  one.  It  is  in  contradiction  to  the  sort  of  law  found  in  all 
machines  which  I  have  ever  examined,  and  shows  how  important 
such  trials  on  large  engines  might  be.  It  gives  a  very  good  excuse 
for  the  common  practice  of  assuming  that  a  constant  back  pressure 
may  represent  the  friction  of  an  engine.  It  will  be  noticed  that  at 
the  highest  load  published,  which  is  only  |  of  the  full  load  of  the 
engine,  the  mechanical  efficiency  is  over  90  per  cent.  At  the 
average  load  the  friction  would  seem  to  be  represented  by  a  back 
pressure  of  only  4 J  lbs.  to  the  square  inch  on  the  low  pressure 
piston. 

Exercise.  The  following  measurements  were  made  on  a  com- 
pound condensing  engine;  find  the  law  connecting  /  and  B;  also 
check  B/L 


288 


223 


136 


B 


249 


189 


108 


B/I 


•86 


•85 


•80 


Answer.  B  =  922  7-17. 

Exercise.  The  high  pressure  cylinder  of  the  above  engine  was 
used  alone  as  a  condensing  engine,  and  the  following  results  were 
obtained ;  find  the  law  and  check  B/L 


153 


109 


55 


B 


128 


88 


38 


B/I 


•84 


•81 


•69 


Answer,  B  =  0*93  /- 13. 
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Exercise.  The  high  pressure  cylinder  of  the  above  engine  was 
UHtffl  alone  as  a  non -condensing  engine.     Here  are  the  results : — 


146 


KM 


51 


// 


128 


88 


38 


/{ r 


HH 


•So 


74 


Anjtufrr.  B  =  005  /-lO. 

The  frictional  Kiss  of  energy  must  be  divided  quite  differently  in 
<liffen?nt  clfiss<;s  of  engin(;s.  Thc»  following  is  a  rough  average 
division  sornotimos  supp^^sed  to  exist : — 

Crank  shaft  bctarings  and  eccentric  sheaves  1  ;  valve  if  un- 
balanced 0*6;  valve  if  balanced  005;  piston  and  rod  04;  cross 
hea^l  and  slides  02:  crank  pin  014:  total  mechanical  loss  because 
cond(fnsation  is  used  0*3  to  0*5. 

145.  We  are  always  glad  when  related  things,  about  which 
(calculations  have  to  be  made,  are  linear  functions  of  one  another,  and 
when  experimental  numbers  show  that  such  a  relation  is  nearly 
tru(5,  we  take  it  to  be  really  true.     This  is  so  in  the  following  cases. 

From  the  following  results  of  experiments  with  a  gas-engine, 
show,  by  plotting  on  squared  paper  and  correcting  for  errors  of 
observation,  that  if  /  is  the  indicated  horse-power,  B  the  brake  horse- 
pow(!r,  (}  the  cubic  feet  of  gas  per  hour,  including  what  is  used  for 
ignition,  then 

G  =  20-8  /  +  8,  (?  =  20-4  fi  +  45,  i/  =  /  -  IH. 


/. 

H. 

a. 

Oil. 

ajB. 

EfficioQcy 

13-4 

11*6 

280 

20-9 

241 

•166 

10-2 

8-4 

216 

21-2 

25-7 

•155 

7-3 

rr4 

156 

21-4 

28-9 

•138 

4-6 

2-9 

104 

22-6 

35-8 

•112 

1-8 

0 

45 

25  0 

— 

0 

When  we  j)iot  the*  values  of  G  and  /  and  of  G  and  B  on  squared 
paper,  we  find  points  lying  (speaking  roughly)  in  straight  lines. 

Let  thi'  student  fill  in  the  columns  showing  Gjl and  GjB.  Also 
from  the  bnike  hoi'se-power,  and  knowing  that  one  cubic  foot  of  gas 
\M}V  hour  means  an  actual  supply  of  energy  of  a  quarter  horse-power, 
let  him  fill  in  the  column  of  erticiencies.  (The  calorific  power  of  one 
etibic  foot  of  average*  coal  gas  may  be  taken  here  to  be  530,000  foot- 
pounds.") 
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Again,  taking  the  following  experimental  results  from  an  oil- 
engine (1  lb.  of  oil  being  taken  to  give  out  11,700  centigrade  heat 
units  in  burning),  /  being  the  indicated,  B  the  brake  horse-power, 
and  0  the  pounds  of  oil  used  per  hour. 


1 

/. 

'           B. 

,      6-77 

0. 
6-4 

OIL 
■86 

0/B. 
•95 

Efficiency. 

'      7-41 

1 
•128 

8-33 

6-88 

6-8 

•82 

•99 

•122 

4-71 

3-62 

5  0 

106 

1-38 

■088 

0-89 

1       0 

31 

1       3-48 

0 

Let  the  student  show  that  0  =  0*505  /  +  262,  0  =  052  B  +  31 
and  B  =  0*98  /  -  '89.    Let  him  also  'fill  in  the  columns  O/I  and  0/B. 

Prove  that  1  lb.  of  oil  per  hour  means  8*27  horse-power  actually 
supplied,  and  fill  in  the  column  of  efficiency  as  brake-power  divided 
by  supplied  power. 

A  steam  engine  employed  in  driving  a  djrnamo  machine 
delivering  electric  energy  to  customers,  each  load  being  kept  steady 
for  four  hours,  each  measurement  being  the  average  of  the  results 
obtained  during  the  four  hours.  /  is  indicated  horse-power ;  B  the 
brake  horse-power  measured  by  a  transmission  dynamometer ;  the 
electrical  horse-power  E  is  obtained  by  multiplying  amperes  and 
volts  to  get  the  power  in  watts  and  dividing  by  746 ;  C  lb.  is  the 
coal  used  per  hour ;  and  W  lb.  is  the  weight  of  steam  used  by  the 
engine  per  hour.  The  governor  acted  upon  the  throttle-valve  and 
not  upon  the  cut  oflf,  and  the  boiler  pressure  altered. 


/. 

B. 

Amperes. 

Volt8. 

s. 

w. 

c. 

190 

163 

1050 

1 

100 

143 

4805 

730 

142 

115 

730 

100 

96 

3770 

544 

108 

86 

506 

100 

68 

3080 

387 

65 

43 

219 

100 

29 

2155 

218 

19 

0 

^— 

1220 

^— 

First  plot  the  values  of  /  and  W,  I  and  JS,  E  and  B,  I  and  C  on 
squared  paper.  It  will  be  found  that  there  is  approximately  a  linear 
law  in  every  case.     S(*e  if  you  get  some  such  laws  as — 

liT  =  800  -f  21  / 
M  =  •OS  /  -  18 
E  =  -m  B  -  10 
C  =  42/-  62 
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Now  produce  a  few  more  columns  of  numbers  and  study  them. 
Give  W  -r  /and  G^  L  Give  W^  B  and  C  -r  B.  Give  W^4-  ^and 
C  -T  E,  AI<s^>  give  Jr-r  6'.  Obser\'e  that  practical  engineers  use 
iiccanionally  every  one  of  these  methods  of  stating  the  performance 
of  their  plant. 

Students  may  compare  the  above  results  with  the  following 
average  measurements  made  at  an  electric  supply  station  using 
several  engines  and  boilers  in  1891 : — 


m-z 


57  1 


Average  for  H  hoars,  midnight  to  11  a.  m.    .       37 


Twenty-four  hours,  11  a.m.  to  11  a.m.  .    . 


07-3 


68-3 


n'. 


3268         552 


j  Average  for  7  hours,  11  a. m,  to  6  p.m.  .    .    . 

I  ' 

t        •         -  ■-  •       

I  Average  for  6  hours,  6  p. m.  to  midnight  .    .     227*7        163-2         7122         742 


23-64       2143         232 


3718    •    453 


Here  it  will  be  found  that  although  the  load  was  varying,  even 
when  the  averages  for  the  24  hours  are  taken  with  the  others  we 
have  linear  laws  between  /,  E  and  W,  W  =  1150  +  2625  /,  and 
J?  =  -72  /  -  2.  But  C  does  not  follow  a  linear  law  with  the  others. 
The  reason  lies  in  the  fisust  that  a  spare  boiler  was  used  during  part 
of  the  time,  and  there  is  consequently  a  greater  consumption  of  fuel 
than  if  one  or  two  boilers  had  been  used  the  whole  time.  Since  we 
have  considered  fuel  consumption  in  the  above  exercises,  it  may  not 
be  out  of  place  to  introduce  here  some  figures  from  the  testing  of  a 
water-tube  boiler. 


Htofiiii  por  hottr 

from  ami  at  100"  (\ 

per  lb.  of  c<Htl. 


13 '40 
12-4H 
12(K) 
10-29 


Coal  por  nquarc 

foot  of  giutc 

jHjr  hour. 


7-74 
18-6 
29-8 
H6-8 


Wator  evaporated 

lier  Rquaro  foot  of    ' 

total  Imilcr  heating 

Murfacc  per  hour. 

Thifl  iH  not  reduco<l  , 

to  100"  C. 


1-24 
3-20 

4-70 
8 '50 


If. 


103 
233 
357 
686 


[f  ir  =  steam  por  hour  por  squaiv  foot  of  grate,/  =  fuel  per  hour 
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per  square  foot  of  grate.     Plotting  2V  and/  on  squared  paper,  we  find 
A  fair  approach  to  a  linear  law, 

«;  =^  45  +  9-78/ 


or 


^= f .  m 


Evidently  also,  the  total  steam  per  hour  is  a  linear  function  of 
total  coal  per  hour. 

146.  Work  the  following  Exercises  : — 

1.  In  a  spinning  and  weaving  fitctory  suppose  each  spinning 
frame  to  need  1  actual  horse-power  for  every  sixty  spindles  in  it,  and 
that  each  loom  needs  2  horse-power  to  be  actually  supplied.  What 
is  the  actual  horse-power  to  be  supplied  in  the  following  cases  ?  Check 
the  numbers  in  the  table. 

2.  Suppose  a  steam  engine  to  have  the  law 

5=0-95/- 52 

where  /  is  the  indicated  and  B  the  brake  horse-power,  and  that  it 
drives  a  dynamo  which  feeds  motors  which  give  out  mechanical  power 
P,  such  that  F is  090  B. 

Find  the  indicated  horse-power  when  driving  the  following  loads. 
Check  my  answers. 

3.  The  above  steam  engine  drives  ordinary  shafting  which 
delivers  power,  P,  to  the  spinning  frames  and  looms,  the  friction 
being  such  that, 

P= -93  5- 160. 

Find  the  indicated  horse-power  when  driving  the  following  loads 
and  so  check  my  answers. 


Spindles. 


12,000 
6,000 
3,000 


LoomH. 


*„*.-!  u^^^        Indicated  boroe-    Indicated  horse- 
l!!.w«nSSSd.    i  Power^  electrical '    ,x.werb|rdi.ft 


driving. 


95 
48 
24 


390 
196 

98 


511 
283 
169 


driving. 

692 
459 
347 


147.  Two  engines  each  with  the  law  H^=370-h21-6  P,  where 

W  is  weight  of  steam  per  hour  and  B  is  brake  power,  are  required 

to  give  out  70  brake  horse-power.   If  x  is  the  brake  power  given  out  by 

the  first,  and  70— x  by  the  second,  find  x  that  the  total  expenditure 

of  steam  may  be  a  minimum. 

Answer,  The  expenditure  is  370-h21-6ic  -h370-|-2l'6  (70-a;  = 
740 -hi, 51 0  =  2,250  lbs.  per  hour. 
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It  in  therefore  of  no  consequence  what  proportion  of  the  load 
comes  from  each  if  both  must  work.  Of  course  if  one  alone  can 
do  all  the  work  it  only  uses  1,882  lbs.  per  hour. 

It  is  evident  that  if  there  are  many  engines,  the  best  arrangement 
at  any  time  is  for  all  that  are  working  (but  one)  to  be  working 
at  full  power,  one  at  less  than  full  power,  the  others  at  rest. 

148.  The  following  results  of  the  numerous  tests  made  by  Mr. 
WiUans  on  his  condensing  central  valve  engine  (see  Art.  286),  which 
he  used  as  a  simple  or  a  compound  or  as  a  triple  expansion  engine,  are 
interesting.  In  every  ca.se  he  found  that  the  plotted  points  represent- 
ing IV  and  J  lay  in  a  straight  line,  r  and  n  being  constant  and  p^ 
variable.  W  is  water  per  hour,  /  indicated  horse-power,  r  the  total 
ratio  of  expansion  (intended  by  the  valve  setting;  in  the  tables 
published  by  Mr.  Willans  the  true  values  of  r  are  given  as  measured 
on  the  diagram  taking  clearance  into  account).  I  find  that,  using 
the  following  values  of  r,  all  the  compound  trials  fairly  well  satisfy 
the  law: — 

W  =  13  +  al 

Where  ^  =  40  +  -0058  (n  -  100)  (r+ 3-4) 


a  =  12-34  + 


n 


10  r 


-  00105 n 


Condensing  Trials. 


n. 


400 
400 


400 


400 
300 
200 
100 


r. 


2 
3-45 


4-8 


Value  of  W  in 
tonnii  of  /. 


70  +  23-4/ 
90  +  20/ 


29  +  23-8/ 


4-8 
4-8 
4-8 

r>4+15-3/ 
49+14-7/ 
45  +  15-1  / 

27-5+ 161  / 


Uifl4iest  and  lowest 

viUues  of  /  in  the 

triid. 


31  '6  and 
33-2  and 


9-1 
6-9 


33-6  and  11 -8 


40  and  1 1 
31  and    7  6 
20  and    5-3 
9  and    3 


Simple. 
Simple. 


Simple;  steam  much 
wire  drawn  before 
a<lmi8Bion. 


Compound. 
Compound. 
Compound. 
Compound. 


400 
4(H) 
3(K) 
2(K) 

10 
15 -5 
15-5 
15-5 

1 

62+12-8/ 
75  +  11-5/ 
60+12-2/ 
50+13-2/ 

33     and  12 
27 -5  and  13 
20     and  10-6 
13-5  and    6 

Compound. 
Compound. 
Compound. 
Compound. 

i2  5 

12-3 
12-3 
206 

37-5+11-5/ 
37-5+11-4/ 
41     +10-9/ 

29-5  and    8*3 
23     and    6  7 
22     and    9 

Triple. 
Triple. 
Triple. 
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149.  In  an  electric  light  central  station  it  was  found  that 

when  a  steady  load  was  maintained  for  12  hours,  all  the  engines  and 

boilers  at  their  full  load,  the  total  electric  energy  given  out  was  4,600 

units  (a  unit  is  1,000  watt  hours,  and  one  horse-power  is  746  watts) 

and  the  total  coal  consumed  was  6  tons.     In  regular  working  during 

each  month  of  720  hours,  44,200  units  (on  the  average  for  a  year) 

were  given  out  for  a  consumption  of  138  tons.      Assume  a  linear 

law  connecting  coal  and  power  and  that  it  holds  for  average  power  as 

well  as  steady  power  (see  my  Ajyplied  Mechanics^  Art.  77).     What  is 

44200x12 
the  load  factor  of  the  station  ?     Answer.     Aor^  v  790  ~   ^^^  ^^   ^^ 

per  cent.   What  is  the  law  connecting  pounds  of  coal  per  hour  C,  and 
watts  given  out  P  ?     Answer,  We  have  P  = ^o ^^  383,000 

watts  for  C  =  — r^ —  or   1,120   lbs.   of  coal   per   hour  and  P  = 

44200x1000      ^,  .^^      ^^    .      .,      138x2240       ._^„  , 
Y^jri or  61,400  watts  for  U  =  ~    ^^^ — -  or  430  lbs.  per  hour, 

and  if  there  is  a  linear  law  it  is  easy  to  see  that  it  is  C=  298  +  '00215  P- 

Exercise.  If  the  power  factor  sank  to  10  per  cent.,  or  rose  to  20 

or  30  per  cent,  find  the  coal  per  unit.     Answer,    The   full   power 

.    4600x1000       ^^^^^^  m,^       ^  ,,     . 

—  or  383,000  watts,     ihe  above  percentages  would  give 


IS 


12 


38,300,  76,700, 115,000  watts,  as  the  average  powers.  Applying  these 
in  the  formula  we  get  the  coal  consumed.  The  other  numbers  in  the 
following  table  are  easily  found.     One  unit  means  1,000  watt  hours. 


Power  in  watts. 

lbs. 

of  coal  per 
C. 

1120 

hour. 

1 

1 

Ibf).  of  coal  per  hour 
per  unit. 

2-9 

1 

Full  load    .... 

383,000 

Loacl  factor  10%   . 

„     16%   . 
20°/ 

38,300 

61,400 

76,700 

115,000 

380 
430 
463 
546 

• 

1 

9-93 
7-eO 
6  03 

4-74  ■ 

Since  the  above  figures  were  given,  all  the  steam-pipe  arrange- 
ments have  been  simplified.  More  steam  separators  have  been  intro- 
duced. More  precautions  taken  in  regard  to  priming  and  leakage, 
and  chimney  draught  has  been  greatly  increased.  The  total  output 
of  the  station  has  been  increased,  but  there  is  about  the  same  load 
factor,  16  per  cent.,  as 'before.     The  full  power  of  the  station  is  now 
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520,000  watts,  with  an  expenditure  of  1,352  lbs.  of  coal  per  hour, 
and  an  average  load  of  83,000  watts,  the  coal  is  482  lbs.  per  hour. 
Work  out  a  table  like  the  above  one  for  the  reformed  conditions. 


Power  in  watts.  Ib«.  of  oool  per  hour.    .    Ibe.  of  coftl  per  unit.    | 


Full  load    ....  520,000  1352  2^ 


ILood  factor  10%   .  52,000  '  420  84 

\  „  „     16%    .  83,000  482  58 


If  »» 

»»  »» 


20%    .  104,000  524  5*0 

30%    .  156,000  626  4-0 


The  law  is  now  C  =  316  +  002  P. 

1 60.  In  an  electric  light  station  the  load  varies  greatly,  but 
the  change  of  load  is  do  gradual  that  we  can  shut  down  one  engine 
and  boiler  after  another  in  an  installation  of  many  units ;  one  engine 
only  need  be  on  light  load  at  any  time  and  we  can  gradually  decrease 
the  pressure  in  its  boiler.  Thus  (except  for  the  loss  of  heat  diie  to 
the  boilers)  the  engines  are  working  nearly  always  under  their  best 
conditions  and  the  losses  are  mainly  due  to  the  boilers.  In  an 
electric  traction  station  or  factory  where  the  load  is  often  changing 
greatly  and  quickly,  in  a  few  minutes  or  second?,  it  is  evident  that 
we  must  keep  the  pressure  in  the  boiler  or  boilers  nearly  constant 
unless  the  boilers  are  of  very  small  capacity.  Assuming  any  ordinary 
kind  of  boiler  the  pressure  is  nearly  constant.  The  engine  oiight  to 
be  most  efficient  when  working  at  its  average  load. 

In  the  following  case  the  law  is  not  linear. 

Exercise.  The  specification  of  an  engine  for  an  electric  traction 
station,  after  a  clause  stating  that  three-quarters  of  the  whole  load 
might  be  thrown  off  or  on  suddenly  without  a  greater  fluctuation  of 
speed  than  5  per  cent,  above  or  below  the  normal  speed,  went  on  to 
say  that  at  30  per  cent,  of  the  full  load  not  more  than  25  3  lbs.  of  steam 
(at  165  lbs.  absolute  per  sq.  inch)  was  to  be  used  per  actual  horse- 
power hour.  At  full  load,  or  400  actual  horse-power,  the  consumption 
was  not  to  be  more  than  16*5  lbs.  of  steam  per  horse-power  hour. 
Now  if  the  engine  satisfied  these  conditions  exactly,  and  was  governed 
by  the  cut  off,  it  would  in  all  probability  be  working  most  econo- 
mically when  giving  out  280  brake  horse-power,  using  15*73  lbs.  of 
steam  per  hour  per  actual  horse-power. 

Suppose  these  three  points  given  :  draw  approximately  the  curve 
showing  steam   per    hour  and   actual  horse-^iower.      Suppose   the 
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•electrical  power  to  be  given  out  at  a  varying  rate,  which  for 
the  sake  of  simplicit^^  I  shall  take  to  be  shown  by  the  sine  law. 
Electrical  power  =  250+150  sinqt ;  and  that  the  electrical  power 
is  90  per  cent,  of  the  actual  power,  find  the  average  weight  of  steam 
used  per  hour  per  electrical  horse-power.     Ansv:€i\  19'38. 

Taking  it  that  8|  lbs.  of  such  steam  is  evaporated  by  1  lb.  of  coal 
^this  is  the  figure  usually  taken  as  true  in  London),  what  is  the 
average  amount  of  coal  per  hour  per  electrical  horse-power? 
Answer.  2*28. 

The  average  electrical  power  is  250.  If  this  were  steadily  given 
out,  the  consumption  of  steam  would  be  16"2  lbs.  per  hour  per 
■electrical  horse-power ;  whereas  the  two  answers  would  be  the  same 
if  the  Willans  law  were  true. 

161.  The  tests  at  the  small  electric  lighting  station  at  Leyton 
in  1897  showed  the  following  results,  for  E,  the  electrical  horse-power, 
and  C,  the  coal  per  hour  for  one  gas  engine  and  dynamo.  Assuming 
a  linear  law,  and  that  45  electrical  horse-power  was  the  full  load,  find 
the  efficiency  with  load  fectors  of  40,  60,  80,  and  100  per  cent,  on  this 


E 


44 

29 


49 
41 


one  engine  and   dynamo.      (For   experimental  results  on  a  whole 
station  with  many  such  engines,  we  have  still  to  wait :  they  would, 
of  course,  be  higher  than  these.) 
The  numbers  give  the  law — 

6'=/- ^+25-5 
lo 

We  calculate   the    foUowixig   values  of    C    from    the    assumed 
values  of  E. 


E 


C 


C/E 


4o 


49-5 


ri 


36 


44-7 


1-24 


27 


39-9 


1-48 


18 


351 


1-95 


• 

C  per  unit        1  '4' 


1-66 


1-98 


2-61 
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153.  When,  as  in  mast  cases  of  hydraulic  ¥rork,  change  of 
load  means  change  of  speed,  there  is  quite  a  different  connection 
than  a  linear  law  between  useful  and  indicated  power.  In  working 
with  an  engine,  and  pump,  and  accumulator  at  Marseilles,  the  energy 
given  to  the  accumulator  being  called  useful  power,  it  was  found  that 
the  frictional  loss  of  engine  and  pump  was  20  per  cent,  at  slow  speeds,, 
and  30  per  cent,  at  high  speeds.  In  the  lifting  machines  used,  the 
useful  work  was  21  per  cent,  of  the  indicated  work  of  the  engine,  or 
44  per  cent,  of  that  of  the  pressure  water.  In  a  hoist  with  variable 
load,  the  useful  work  was  15  per  cent,  of  the  pressure  water  energy 
with  a  load  of  half  a  ton,  and  60  per  cent,  with  a  load  of  2  tons. 
This  is  of  course  mainly  due  to  the  dead  weight  of  the  cradle. 
The  practical  efficiency  of  any  general  system  of  hydraulic  supply 
in  towns  is  probably  less  than  50  per  cent,  for  useful  work -f- indicated 
work. 

163.  Exercise.  If  JT*  horse-power  is  supplied  at  one  end  of  a 
line  of  pipes  in  a  system  of  hydraulic  transmisiion,  the  useful 
|K)wer  coming  out  of  the  other  end  is — 

where  for  a  straight  line  a  =  'OOS74fl /p^d^,  where  I  =  length  of  pipe 
in  feet,  d  the  diameter  in  feet,  and  j)  the  pressure  in  lbs.  per  square 
inch  at  entrance. 

If  /  =  10,000 feet ;  pipes 6  inches  diameter,  or  d  =  05, p  =  700 lbs. 
per  square  inch,    If  the  useful  power  H  of  the  pump  is — 

H  =  0-7/  -  25, 
and  if 

C  =  1-257+ 225, 

where  /  is  the  indicated  power  of  the  engine  and  C  is  the  coal  used 
per  hour ;  find  U  for  the  following  values  of  H,  and  also  C,  and  cal- 
culate the  efficiency  in  the  form  C/  U,  Plot  G  and  U  on  squared 
paper. 

Here  V  ^  H  -  349  x  10-«iP. 

I 
V  I  ft  f/         I         or        t 


448 

178 

UMI 

%;i 

4-65 

m 

'^im 

l.V) 

138 

3-90 

iV2^\ 

321 

»2tN> 

172         , 

3-65 

716 

Hua 

i>,V> 

190 

3-65 

811 

4«9 

3(K) 

2<M$         1 

3-94 
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It  is  noticeable  here  that  the  economy  does  not  greatly  alter  when 
the  useful  load  alters  very  much. 

164.  Exercise.  If  H  is  the  horse-power  given  to  an  electric 
conductor,   the  useful  power  given  out  is — 

where  a  =  l^QRji^,  R  ohms  being  resistance  of  the  mains,  and  v  the 
potential  difference  at  the  receiving  end.  Take  J?  =  0*64  (this  is  the 
resistance  of  about  4  miles  of  copper  rod  of  one  quarter  of  a  square 
inch  in  section).     Take  v  =  1,000  volt.*?. 

Then  a  =  746  x  -64/10002  =  477  x  10  "  *. 

If  the  above  values  of  ^be  taken  and  the  same  formulae  for  C 
and  -ff,  we  get  another  table  interesting  to  compare  with  the  above 
one. 

It  is  easy  to  frame  many  other  exercises  showing  how  the  economy 
of  a  system  alters  when  the  useful  load  is  altered. 

165.  Mechanical  Transmission.  In  transmitting  power 
through  contrivances  in  which  there  is  approximately  the  solid 
friction  law,  as  through  successive  machines  of  the  same  kind,  or 
wire  ropes  and  pulleys,  &c.,  if  we  take  the  system  as  a  continuous 
one;  on  the  length  U  let  there  be  a  loss  of  horse-power  SP,  and 

dP 
let   —  -—  =  a{P  +  h),  where  a  and  h  are  constants. 

(U 
The  rate  of  loss  ah  would  exist  if  no  power  P  were  being 
transmitted,  being  due  to  the  weight  of  parts  of  the  trans- 
mission mechanism ;  due  to  the  bending  of.  ropes  or  belts,  &c. 
Solving  this,  and  letting  V  be  the  useful  power  transmitted  to  the 
distance  /, 

f;^  =  /f-(ir+fe)(i -c-«o   .   .   . 

or  if  jy  —  U  is  called  t\  the  power  lost, 

F={H+h)(l  -<j-«0- 

Exercise.  Taking  /  to  mean  the  number  of  the  usual  spans  in 
a  certain  line  of  wire  rope  transmission,  I  find  that  a  =  '03,  b  =  60, 
so  that  if  we  take  /  =  12  spans,  that  is,  there  is  transmission  for  a 
distance  of  about  3,000  feet,  we  find  t?  -  «^  =  0*6977,  which  I  shall 
call  -7. 

f;^=ir-(^+60)  X  -3=  Iff-  18, 
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whereas  if  there  is  transmission  for  24  spans,  e  '  ^  =  '487,  which  I 
shall  call  '5,  and  we  have — 

C;^  =  -5  J?  -  30. 

It  is  interesting  to  imagine  the  above  engine  working  one  of  these 
two  systems,  and  then  the  other,  and  finding  in  each  case  the  coal 
per  useful  horse-power  delivered  when  it  varies  as  in  the  other 
oases. 


CHAPTER  XVII. 


THE  HYPOTHETICAL  DIAGRAM. 


166.  In  Art.  32  I  used  the  rough  and  ready  rule  of  expansion? 
pv  constant.  If  a  gas  such  as  air  is  kept  at  co7i$tant  temperature  when 
it  expands,  it  follows  very  nearly  the  law,  pv  constant.  But  the  stuff  we 
deal  with  is  steam  with  water  present,  and  even  if  it  were  air,  it  is 
not  by  any  means  at  constant  temperature.  Indeed  it  is  an  astonish- 
ing thing  that  the  rule,  j^??  constant,  should  be  so  nearly  true,  and  yet 
I  have  heard  men  speak  of  this  law  as  "  the  theoretical  law  of 
expansion."     What  meaning  can  they  attach  to  the  word  theoretical  f 

Exercise.  Calculate  the  numbers  in  the  second,  third  and  fourth 
columns  of  the  following  table.  When  found,  plot  v  and  p  on 
squared  paper,  or  in  some  other  way  try  to  get  an  idea  of  the  sort  of 
departure  we  may  sometimes  expect  from  our  rough  and  ready  rule. 

The  pressures  in  the  third  column  are  calculated  according  to  the^ 
formulae  pv^'^^  constant,  and  in  the  fourth  column  pifi'^  constant. 


Volume. 


1 

H 

2 

2i 
3 

34 
4 


Pressure  according 

to  our  roughly  corr^ 

rule. 


100 
66-7 
50 
40 
33-3 
28-6 
25 


Pressure  in  a  badly 

clothed  cylinder, 

piston  leaking. 


100 

e3-2 

45-7 
35-5 
28-9 
24-3 
20-9 


Pressure  in  a  steam- 
jacketed  cylinder. 


100 
69*4 
53  6 
43-8 
37-2 
32*4 
28-7 


In  hypothetical  calculations  I  use  0  for  temperature,  p  for  pres- 
sure (absolute)  in  pounds  per  square  inch,  u  for  the  volume  in  cubic 
feet  of  one  pound  of  steam,  v  for  volume  in  cubic  feet  in  general,  r  for 
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the  ratio  of  cut  off;  we  cut  off  at  -th  of  the  stroke.     I  use  affixes  to 

letters,  1  to  indicate  admission,  2  to  indicate  the  end  of  expan- 
sion, 3  the  exhaust.  Thus  2hy  means  the  pressure  at  the  end  of  the 
expansion,  u^  means  the  volume  of  1  lb.  of  steam  at  the  initial  pressure, 
as  given  in  the  table,  Art.  180. 

In  Art.  33  I  asked  the  student  to  find  graphically  the  mean 
forward  pressure  during  admission  and  expansion  to  the  end  of  the 
stroke,  the  back  pressure  being  taken  as  0.  I  call  this  |?„j,  the 
effective  pressure  being  p^  =  2^m  —  P^>  if  Pz  is  the  back  pressure. 
Instead  of  taking  so  much  trouble,  the  student  might  have  found  the 
answer  as — 


1  +  loqjT 


(1) 


But  if  the  law  of  expansion  is  ^tw*  constant, 


Vm  =  Pi 


S7* 


—  r 


s-  1 


(2) 


Exercise.  Comparison  between  the  rules  for  the  following  values 
^>f  s.  It  is  a  pity  that  one  formula  like  (2)  will  not  serve  us  for  all 
values  of  8.  But  there  is  one  case  in  which  (2)  is  of  no  use  to  us, 
namely  the  most  common  case,  where  5  =  1;  let  the  student  try  for 
himself  He  ought  to  calculate  every  one  of  the  following  numbers, 
taking  Pi  =  1. 

Values  of  7>ih  for  the  following  Values  of  «. 


r 

0-8 

1-333 

•972 

1-5 

•QdSi 

.     2 

•872 

3 

•743 

5 

•580 

8 

•447 

12 

•351 

20 

■257 

ov 


•970 
•941 
•859 
•721 
•ry49 
•414 
•318 
■225 


1-0 


1-004C 


run 


1135 


•965 

•964 

•961 

•937 

•934 

•931     1 

•846 

•838 

■833 

•700 

•687 

•678 

•522 

•505 

•496 

•385 

•369 

•356 

■2J)0 

•274 

•266 

•200 

•186 

•177 

•960 
•930 
•830 
•674 
•489 
•352 
•259 
•173 


Proofs  of  tht  af}ove  JRults. 

I.  The  student  who  knows  a  little  calculus— surely  it  ought  to  be  taught  to 
mere  beginners — knows  that  when  a  fluid  of  volume  ?'  and  pressure  j}  increases 
in  volume  by  the  very  small  amount  8»',  the  work  done  by  it  is  p  .  8?;.  If,  then, 
fluid  at  Vi  and  j),  increases  in  volume  to  r.„  and  if  its  law  oi  expansion  is  pv  —  PiV^^ 
the  total  work  done  is 


/P2  r""-*  1  r 

J)    dr,  or  piv^  /     - f/r,  or  p,r,  log,  -;. 
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If  the  pressure  pi  kept  constant  when  the  volume  was  increasing  from  0  to  rj 
the  work  done  was  v^pi.     If  the  back  pressure  is  p.^  being  constant,  when  the 
volume  diminishes  from  v^  to  0  the  negative  work  done  by  the  fluid  is  p^v^  and 
-    hence  the  total  amount  in  all  is,  if  we  indicate  I'j/Vi  by  the  letter  r, 

2hVi  +  PiVi  log.  r  -  p^i\. 

Now  if  this  is  to  be  the  same  as  the  work  done  under  a  constant  effective 
pressure  p^,  from  volume  0  to  volume  v\  and  no  back  pressure,  it  ought  to  be 
equal  to  p^r^.     Putting  it  equal  and  dividing  by  Vj,  we  find 


;,,  =  p.(L±i2&i.)  -  ^. (1) 


II.  If  pv  remains  constant  during  expansion  and  a  is  not  1. 
In  the  above  proof, 

/    p.flv  is  J5i»'i*/    r-*.r/i',  or  Pii\*{i^^-'  -  Vi^ '*)/{!  -  »),  and  hence 

J    91  J    VI 

P.  =  Pi{»r-'  -  r-')l(H  -  1)  -  p,.  .  (2) 

I  nearly  always  use  the  first  rule,  but  if  I  want  to  be  more  general   I  use 
j)e  =  PjR  -  />,,  where  R  stands  for  any  of  the  numbers  iu  the  above  table. 

In  hypothetical  calculations  nearly  everybody  uses  the  rough  and 
ready  rule  pv  constant.  To  help  in  calculating  p^,  and  indeed  for 
other  reasons,  I  give  the  table  on  the  following  page. 

If  the  area  of  the  piston  is  A  square  inches,  /  the  length  of  the 
stroke  in  feet  (twice  the  length  of  the  crank),  the  steam  supplied  for 

one  stroke  is  — r-r  -  cubic  feet,  or  — — —  lbs.   The  work  done  in  one 

144  r  ^       1447^1 

stroke  is  PeAl^  and  hence  the  work  done  per  cubic  foot  of  Bteam 

is,  if  expansion  is  according  to  the  law  pv  constant, 

144{j;i(l  +  log.  r)  —  P:^r} 

It  is  easy  to  show  that  this  is  a  maximum  for  given  values  of  p^ 
and  pg  when  r  =  pjp^. 

The  student  must  bear  in  mind  that  we  are  dealing  with  the 
hypothetical  diagram.  It  is  usually  found  that  wire  drawing, 
cushioning,  and  the  effects  of  clearance,  cause  the  real  p^  of  an 
indicator  diagram  to  be  smaller  than  our  hypothetical  pe  by,  roughly, 
the  fraction  cr  of  itself,  where  c  is  the  clearance  as  a  fraction  of  the 
whole  volume.  Mr.  Willans  generally  tabulated  the  ratio  of  his  real 
Pa  to  the  hypothetical  pe,  and  he  called  this  ratio  his  pla^it  efficiency ,  a 
name  of  which  I  do  not  approve.  The  plant  efficiency  would  probably 
have  been  about  97  per  cent,  or  more,  only  for  clearance.  He  usually 
found  it  less  than  90  per  cent.,  often  much  less. 

157.  Important  Exercises  on  Regulation  and  Economy. — 
The  student  will  in  the  following   cases  (Art.  158)  calculate  p^  or 
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Table  of  Napierian'  Logarithms. 

The  Napierian  or  Hyperbolic  Logarithm  of  a  number  may  be  obtained  from  the 
ordinary  Logarithm  of  the  number  by  multiplying  by  2^3026. 


ft 


1-05 

11 

115 

1-2 

1-25 

1-3 

1-35 

14 

1-45 

1-5 

lo5 

16 

1-65 

1-7 

175 

18 

1-85 

1-9 

1-95 
2-0 

2-05 
4^21 
IMS 
22 
2-25 
2-3 
2-35 
2*4 
2-45 
2-6 

2-65 

2  6 

2-65 

2-7 

275 

2-8 

285 

2  9 
2-95 

3  0 


log.  n 

•049 

n 

3-05 

•095 

3  1 

•140 

315 

•182 

3-2 

•223 

3  25 

•262 

3  3 

•300 

3  35 

•336 

3-4 

•372 

3-45 

i     -405 

3-5 

•438 

3-.)5 

i      470 

3  6 

.    •soo 

3-65 

•531 

3-7 

•560 

3-75 

•588 

3  8 

•615 

3-85 

•642 

3-9 

•668 

3  95 

•693 

4  0 

•718 

4  05 

•742 

41 

•765 

415 

•788 

4  2 

•811 

4-25 

•833 

43 

•an 

4-35 

•875 

4-4 

•896 

4-45 

•916 

4-5 

•936 

4*55 

•956 

4-6 

•975 

4-65 

•993 

4-7 

1012 

4-75 

1030 

4-8 

1  1047 

4-85 

'  1065 

4-9 

1-082 

4*05 

1099 

5  0 

log.  n 


•386 


„  I 


•515 
526 
•537 
■548 
•558 
-569 
•579 
•589 
•599 
■609 


ft 


.>-oo 


6^05 
61 
615 
6  2 
6  25 
6  3 
6  35 
0-4 
6  45 
6  5 


log.  ft 

n 

1*619 

7^05 

1629 

71 

1639 

715 

1649 

7  2 

1658 

7-25 

1668 

7  3 

1677 

7  35 

1686 

7-4 

1-696 

7  45 

1-705 

7-5 

1-714 

7  •oo 

1  723 

7-6 

1  -732 

7-65 

1-740 

7^7 

1-749 

7-75 

1-758 

7-8 

1766 

7-85 

1775 

7-9 

1783 

7-95 

1792 

8^0 

1-800 

8^05 

1  -808 

81 

1-816 

815 

1-824 

8^2 

1-833 

8-25 

1-841 

8-3 

1-848 

8-35 

1-856 

8-4 

1-864 

8-45 

1-872 

8-5 

1-879 

8  55 

1-887 

8  6 

1-895 

8-65 

1-902 

8-7 

1-910 

8-75 

1-917 

8-8 

1-924 

8-85 

1931 

8-9 

1-939 

8-95 

1-946 

9  0 

log.  ft 

n 

1  -953 

9  05 

1-960 

91 

1967 

915 

1974 

9  2 

1-981 

9  25 

1-988 

9-3 

1-995 

9-35 

2^001 

9  4 

2^008 

9  45 

2-015 

9  5 

2  022 

9-55 

2  028 

9  6 

2  035 

965 

2-041 

9-7 

2^048 

975 

2-054 

9*8 

2-oei 

9-85 

2-067 

9  9 

2073 

9  95 

2-079 

100 

2^086 

15 

2^092 

20 

2  098 

25 

2104 

30 

2110 

35 

2116 

40 

2-122 

45 

2-128 

50 

2-134 

55 

2-140 

60 

2146 

65 

2152 

70 

2158 

75 

2163 

80 

2169 

85 

2175 

90 

2-180 

95 

2-186 

100 

2192 

1,000 

2-197 

10,000 

log.  n 


2-203 
2-2U8 
2-214 
2-219 
2-225 
2-230 
2-235 
2-241 
2-246 
2251 

2-257 
2-262 
2-267 
2-272 
2-277 
2-282 
2-287 
2-293 
2-298 
2-303 

2-708 
2-996 
3-219 
3-401 
3-555 
3-689 
3-807 
3^912 
4^007 
4-094 

4174 
4  248 
4317 
4  382 
4-443 
4-500 
4-504 
4-605 
6-908 
9210 


p  \  +_!?gA^'  -  p  and  the  work  done  per  stroke,  multiplying  by  the- 

number  of  strokes  per  minute  and  dividing  by  33,000,  to  get  the 
hypothetical  horse-power.  He  will  also  calculate  the  weight  of  steam 
indicated  per  stroke  (neglecting  clearance)  Alll44nc^,  and  from  this, 
the  weight  per  hour. 
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Missing  Water.  In  working  out  the  following  important  exer- 
cises on  a  non-condensing  engine^  the  student  will  assume  that 
the  steam  which  is  not  indicated,  that  is,  which  is  missing  because 
of  condensation  in  the  cylinder  or  through  leakage  past  valve  or 
piston,  is  to  be  found  by  the  following  rule : — 

mssingsteam     =  15  L+T    ....     (1) 
Indicated  steam  d^/n^ 

where  r  is  the  ratio  of  cut  off,  n^  is  the  number  of  strokes  per  minute, 
d  is  the  diameter  of  the  cylinder  in  inches.  Instead  of  15  we  might 
have  as  small  a  number  as  five  in  a  well-jacketed,  well-drained 
cylinder  of  good  construction  with  four  double  beat  valves,  and  we 
might  have  as  great  a  number  as  30  or  even  more  in  badly  drained 
and  unjacketed  engines  with  slide  valves. 

I  am  not  concerned  just  now  with  a  condensing  engine, 
but  I  may  say  that  instead  of  (1)  I  am  in  the  habit  of  using 
the  nile  (jp^  being  the  initial  pressure) — 

_  Missing  steam     _   120  (1  +  r)  .^\ 

"  Indicated  steam  d  s/n^p^ 

in  academic  problems  on  condensing  engines.  Instead  of  120  I  use 
numbers  as  small  as  50  or  as  great  as  300  or  even  more. 

168.  Non-Condensing  Engine,  n  revolutions  per  minute 
means  7i^  =  27i  strokes  per  minute  in  the  following  work,  the 
engine  being  double  acting;  piston  12  inches  diameter;  crank  1 
foot,  so  that  /  =  2,  back  pressure  p^  =  VJ  lbs.  per  square  inch.  Take 
Wj  from  Table  I.,  Art.  180.  Calculate  /  the  indicated  horse-power, 
and  W  pounds  the  weight  of  steam  used  per  hour.  In  Table  II., 
Art.  180,  I  give  the  weight  per  hour  of  each  kind  of  initial 
steam  needed  by  a  perfect  non-condensing  engine  per  horse-power. 
Look  this  up  for  each  initial  pressure  and  multiply  by  each  horse- 
power to  get  W^,  which  may  be  compared  with  W. 

The  student  will  plot  W  and  /  for  all  the  cases  on  one  sheet  of 
squared  paper.  He  will  note  that  JT  is  a  linear  function  of  /  in  two 
of  the  cases,  and  not  in  the  other  two  (see  Fig.  215).  He  ought  to 
plot  them  on  separate  sheets  of  squared  paper  also,  plotting  W^ 
(not  done  in  Fig.  215)  in  each  such  case. 

I.  The  pressure  p^  altering.     100  revolutions  per  minute,  r  =  3. 


Jr^         *   *   *   * 

.  .    100 

90 

80 

70 

60 

60 

40 

30 

f¥         .       .       .       . 

.  .   2200 

1950 

1743 

1530 

1350 

1174 

900 

700 

I.H.P.  .  . 

.  .   71-9 

62-3 

52-9 

43-4 

33-9 

24-4 

14-9 

5-42 

fV  \   .  •  .  • 

.  .   1330 

1220 

1107 

985 

855 

695 

— 

— 

u 
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II.  Cut  off  altering,    p,  =  75,  a  =  100. 

r «           .-.           i         3J           3          21  2  n 

W lfjW>        11*5        l.l*J        1475        1«50        ]»»  2270  2890 

I.H.P,    ....      24-2         3(yr,        37-9         41-8         48-0         548  62'8  72-0 

W, 531)          «65          83U          91(1        1050        1200  1370  1570 

III.  Speed  alteriDg.    p^  =  8-5,  r  =  3J. 

n    .   .      ^i         60         70         80         90        100        110        120        130  140r  150 

IT  .    ,    M7      1090      1230      1370      IdlO      1A50      1780      1910      2040  2)70  2310 

I.H.P.  2.')-«      311      3«-3      41-5      46-7      51-8      570      62-3      ft7-2  72-fl  Ti'T 

W,  ..^25       630       73^       %¥>       945      1030      1150      1260      1360  1470  1570 


IV.  Spuwl  coiistiint  100.     The  pressure  and  cut  off  altering  both 
at  the  same  tiniu  so  us  ti>  kci'i]  }i^  -r  »'  =  -5. 


1598 
48-2 
I0.J0 
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The  student  will  note  that  if  any  point  in  any  of  these  diagrams 
be  joined  to  0  the  origin,  the  slope  (or  tangent  of  the  angle  of  inclin- 
ation) of  the  line  represents  water  per  hour  per  indicated  horse-power. 
For  any  engine  it  always  gets  great  with  the  smaller  loads.  It  is  only 
in  the  case  of  varyijig  cut-off  that  there  is  a  particular  load  giving 
maximum  efficiency,  and  it  is  for  this  reason  that  whereas  for  central- 
station  electric  lighting  work  where  the  load  alters  slowly,  many  small 
engines  are  recommended,  working  most  of  them  at  full  power ;  for 
electric  traction  central-station  work  where  the  load  is  constantly  alter- 
ing, only  one  or  two  engines  are  recommended,  governing  by  the  cut-off. 

In  a  triple  expansion  engine  even  at  full  load  there  is  much  ex- 
pansion ;  hence  cutting  off  much  earlier  in  the  stroke  will  reduce  the 
power  without  much  gain  of  economy  ;  in  fact,  there  is  a  considerable 
range  of  load  possible  with  much  the  same  economy. 

In  a  single  cylinder  engine,  governing  by  the  cut-off,  at  its 
greatest  load  there  is  a  late  cut-off ;  at  small  load,  a  very  early  cut- 
oflF;  hence  there  is  a  very  much  greater  gain  in  economy  with  less 
load  than  in  compound  or  triple  expansion  engines.  In  alL  cases 
there  is  a  great  advantage  in  regulating  by  the  cut-off,  but  it  is  more 
noticeable  in  single  cylinder  engines. 

159.  Condensing  Engine.  Sizes  as  in  the  last  exercise,  ^3  =  3. 

_  missing  steam       __    120(1  -h  ^O 
indicated  steam  d  ^no. 

If  2^1  varies  from  100  to  20,  if  r  =  3J,  n  =  100,  calculate  W 
and  /. 

1  +  log.r  ^  .g^^^  120  (1_+ r)   =   i'S 

2?tf  =  '644  ^1  —  3,  so  that  /  =  '874  p^  —  4.     Also  steam  W  used  per 

,  .  ,     .    5333  /  4-5\ 

hour  in  pounds  is  — —  l  ^  "*"    ~T~ ) 


in  Wlb«.  I. 


100 
80 
60 
40 
20 


1775  83-4 

1492  66  0 

1199  48-4 

887  ,      31-0 

542  ;      13-5 


160.  We  see  various  Teasons  for  thinking  that  the  following 
comparison  is  not  altogether  fair ;  but  it  is  not  altogether  unfair. 
Anyhow,  it  is  worth  making. 

u  2 
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Compare  results  from  the  above  engine  taken  as  a  condensing 
and  as  a  non-condensing  engine ;  but  instead  of  taking  indicated 
power,  which  would  be  too  unfair  to  the  non-condensing  engine,  let 
us  take  actual  or  brake  horse-power,  assuming 

B  =  095  /  —  12  in  the  condensing  engine, 
B  =  0*95  /  —  7  in  the  non-condensing  engine. 


Condensing,    r  = 

=  SJ. 

Non-condenfllug. 

r  =  8. 

Pl 

B. 

W. 

W/B. 

61-3 

w. 

1        W/B. 
35-9 

100 

67-2 

1775 

26-4 

2200 

M 

50*7 

1492 

29-5 

43-3 

1743 

40-2 

60 

340 

1199 

35-2 

25-2 

1350 

!       53-6 

40 

17-5 

887 

60-7 

7-2 

t        900 

125 

20 

10 

542 

"~— 

1 

In  pages  257-8  I  give  a  number  of  characteristic  results  of  engine 
tests.  In  each  case  the  engine  may  be  taken  as  working  under  its 
most  favourable  conditions. 

In  each  case  I  compare  the  result  with  that  of  a  perfect  steam 
engine  using  the  same  kind  of  steam.  It  is  right  to  distinguish 
between  perfect  non-condensing  and  condensing  engines,  because 
there  are  a  great  number  of  cases  where  a  supply  of  water  cannot  be 
obtained  for  condensation  purposes. 

161.  The  IXTiUaas'  I*aw.  The  cslculationB  of  Art.  158  for  non-condensing 
engines  lead  to  a  linear  law  connecting  indicated  water  per  hour  and  indicated 
horse- power,  if  r  is  constant.     We  see  the  reason  from  the  following  algebra : — 

pe  =  PiR  -  Pt  where  R  stands  for ^    or  the  other  function  of  r 

given  in  Art.  156. 

n  being  strokes  per  minute,  A  area  of  piston  in  square  inches,  I  being  length 
of  the  stroke  in  feet,  Uj  being  volume  in  cubic  feet  of  1  lb.  of  the  steam  initially. 
If  the  actual  total  steam  is  z  times  the  indicated  steam,  /  being  the  indicated 
horse-power,  and  W  lb.  the  weight  of  steam  per  hour — 

/=(Pi«-p,)^ (1) 

^^60^„_z 

144rMi 

From  j>]  =  50  to  p^  =  200  I  find  that  with  small  error 

-  =  0171  +  -0021  p^ (3) 

(The  student  ought  to  try  this  as  an  exercise.  He  will  find  that  it  is  not 
more  than  1  '3  per  cent,  in  error  for  any  pressure  between  60  and  300  lbs.  per 
square  inch.     See  Ex.  10,  Art.  128.) 


xvn  THE   HYPOTHETICAL   DIAGRAM  293 

Inserting  this  value  of  — ,  in  the  expression  for  W,  and  using,  instead  of  Pi , 

its  value  from  the  first  equation 

1  /33000/        \ 


we  find 


W=  ^  I -00003  ^/?ip,^l +  8-14- ^+/j (5) 


This  is  of  the  form 

w  =  fi  +  al (6) 

I  usually  take  z  to  be  1  +  our  old  y  of  Art.  159  +  cV  where  c^  is  the  clear- 
ance volume  as  a  fraction  of  the  working  volume  of  the  cylinder.  It  is  evident 
th^t  if  y  is  of  the  shape  (1)  of  Art.  159,  or  if  it  has  any  shape  independent  of  pj, 
we  have  a  reason  for  the  Willans'  rule.  In  condensing  engines  z  certainly  seems 
to  depend  upon  p^;  if  we  had  an  exact  law  it  would  be  worth  while  using  it  in 
the  above  work,  although  the  elimination  of  pj  might  not  be  so  easy  as  before. 

It  is  obvious  that  the  indicated  steam  per  hour  is  a  linear  function  of  /, 
if  r  is  constant,  whether  clearance  is  neglected  or  not.  In  Mr.  Willans'  non- 
condensing  trials  we  see  in  Art.  235  that  y  is  not  a  function  of  pi  and  there- 
fore the  whole  water  per  hour  fT  is  a  linear  function  of  /,  which  is  the  Willans' 
rule.  I  have  found  by  careful  trial  that  the  missing  steam  in  Mr.  Willans*  con- 
densing trials  is  only  in  one  or  two  cases  approximately  a  linear  function  of  /, 
and  as  the  indicated  water  is  such  a  function,  the  whole  cannot  be.  Of  course, 
the  Willans'  rule  is  only  an  approximation  to  the  truth  ;  but  when  the  missing 
water  is  small  in  amount,  the  discrepance  is  small,  as  the  above  algebra  makes 
obvious.  I  would  here  warn  students  of  the  danger  of  assuming  an  empirieal 
law  to  be  true  much  beyond  the  limits  of  the  experiments  on  which  it  is  based. 
I  have  read  mischievous  discussions  as  to  the  meaning  of  the  Willans'  rule  when 
1 1«  negative  ! 

162.  Exercises  on  Glearaaee.  To  see  what  is  the  effect  of  clearance  the 
student  cannot  do  better  than  work  one  or  more  exercises  like  the  following.  In 
an  actual  indicator  diagram,  we  have  cushioning.  The  actual  weight  of  the  steam 
present  just  before  admission  ought  to  be  found ;  and  the  volume  of  an  equal 
weight  at  the  initial  pressure  ought  to  be  subtracted  fi-om  the  volume  of  the 
clearance  space  itself  to  get  the  clearance  which  has  the  same  amount  of  evil 
effect  that  we  find  in  these  exercises.  But,  indeed,  this  is  a  small  matter,  and 
there  are  other  small  matters  which  I  might  refer  to,  but  there  is  no  use  in 
trying  to  get  a  hypothetical  indicator  diagi*am  which  shall  represent  the 
general  case  better  than  ours  of  Art.  156. 

When  the  piston  passes  through  — th  of  its  stroke  let  cut-off  take  place. 

Let  c  be  the  clearance  volume  in  terms  of  displacement  of  piston.     Steam  is 
really  cut  off  at  1/rHh  of  its  final  volume,  if 

r^  ={l+c)l(~  +  c\  =  r{l-\-c)l(l-\'Cr), 

If  j9m  is  the  mean  forward  pressure 

1-1- log.  r^,,        ,  , 

,.=,.{l±^(x.^)_'^|_,. („ 

The  work  done  in  one  stroke  is  PtAl. 
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The  volume  of  steam  used  in  one  stroke  is 


,^(■-7') 


Thus,  taking  jp,  =  17,-4  =112  sq.  in.,  /  i-  2  feet,  n  =  100,  clearance  8  per 
cent. ,  or  c  / 1  =  08,  the  student  ought  to  find  for  many  values  of  the  cut- 
off, the  indicated  horse-power,  /,  and  the  weight,  W  lbs.,  of  steam  per  hour — 
First,  when  pi  =  200  ;  second,  when  pj  =  150  ;  third,  when  Pi  =  100  ;  fourth, 
when  pi  =  75  ;  fifth,  when  />,  =  50.  For  each  case  he  ought  to  plot  the  curve 
connecting  /  and  W  with  and  without  clearance.  These  tables  of  numbers  will 
enable  him  also  for  a  particular  value  of  r,  and  letting  Pi  alter,  to  plot  /  and  W. 
Such  curves  carefully  studied  will  give  much  useful  information.  We  are  neglect- 
ing all  missing  steam.     Here  is  a  sample  table,  Jh  =  100  : — 


1 
No  clearance. 

Clearance  8  per  cent. 

-    1 

r. 

/. 

W, 

/. 

1 

6 

40 

715 

49 

1060 

5 

48 

860 

56 

1200 

4 

58 

1070 

64 

1420 

3-5 

64 

1230 

70 

1580 

3 

72 

1430 

76 

1770 

2-5 

81 

1720 

84 

2060 

2 

92 

2140 

94 

2480 

1-5 

104 

2860 

105 

3  00 

1 

Exercise. — In  a  triple  expansion  engine  where  the  low  pressure  cylinder  is 
nine  times  the  volume  of  the  '^  high,"  and  where  the  clearance  in  the  "high  "  is 
*15  of  its  volume,  what  is  the  true  fraction  to  take  for  clearance  in  comparison 
with  a  one-cylinder  engine?    Anmaer.   '0167. 

The  effect  of  clearance  is  probably  sufficiently  well  illustrated,  unless  when 
r  is  large,  by  the  simpler  assumption  that  the  clearance  volume  of  steam  is  quite 
wasted,  doing  no  work. 

TK««    ^       ^  ^  +  logr 

Thus,  pt  =  pi Pj, 

r 


and  the  volume  of  steam  used  per  stroke  is 

I  usually  employ  y  to  mean  .,.--,  .     It  is  evident  that  in  hypo- 

•^        tr    J   i7  mdicated  steam  '''^ 

thetical  calculations,  the  effect  of  clearance  is  very  nearly  (except  when  r  is 
large)  to  add  a  quantity  <'V  to  y,  c^  being  the  clearance  volume  as  a  fraction  of 
the  whole  volume  to  which  the  steam  expands. 

163.  The  Best  Cut-off.  In 'putting  before  beginners  the  con- 
siderations which  limit  the  value  of  expansion,  I  represent  both 
Friction  and  Missing  water  by  a  back  pressure.  It  is  quite  easy  to 
see  that  if  we  might  do  so,  then  p^  being  the  total  back  pressure, 
the  best  value  of  r  is  j\  I  p^,  and  when  this  value  of  the  expansion 

is  used,  the  work  done  per  pound  of  steam  is  144ajPi  log.  '  ^.    A 
consideration  of  this,  or  of  tabulated  figures,  such  as  a  beginner  can 
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work  out  for  himself  as  in  Chap.  III.,  shows  easily  the  great  inherent 
advantages  of  using  a  small  back  pressure,  and,  consequently,  of  using 
condensation.  It  is  easy  now  to  understand  my  remarks  in  Art.  38. 
In  the  case  of  that  engine,  I  took  a  back  pressure  of  10  lbs.  per 
square  inch  to  represent  the  effect  of  the  missing  -water  when  one 
calculates  work  per  pound  or  cubic  foot  of  steam.  As  we  then  used 
steam  of  100  lbs.  per  square  inch,  initial  pressure,  we  ought  to  use 
the  following  values  of  r : — 

Condensing  Enuine. 


To  get  the  most     per  pound  of 


Indicated  work 
Brake  work 
Brake  work 


Indicated  steam 
Indicated  steam 
Actual  steam 


Non-Condensing  Engine. 


r 

ought 

1 
to  be 

100 

-7-3  = 

33. 

100 

-7-17 

=  6. 

100 

-^27 

=  3-7. 

To  get  the  most 


Indicated  work 
Brake  work 
Brake  work 


yier  pound  of 


Indicated  steam 
Indicated  steam 
Actual  steam 


r 

ought  t 

-7-17  = 

-f  27  = 

-r37  = 

obo 

100 
100 
100 

=  6. 
=  3-7. 
=  2-7. 

If  such  exercises  as  those  of  Chap.  III.  are  worked,  and  the  results 
carefully  studied,  the  beginner  will  leana  a  lesson  which  ought  to  be 
impressed  almost  more  than  any  other  on  Steam  Engine  Engineers. 
The  virtue  of  great  expansion  seems  obvious  to  everybody  at  first 
sight.  But  it  is  evident  that  even  if  we  only  consider  indicated 
power  and  indicated  steam,  we  ought  not  to  let  expansion  continue 
till  the  pressure  falls  below  the  back  pressure  ^3.  It  will  be  found 
that  this  will  just  not  occur  if  r  =  Pi  /  Ps-  When  we  consider 
brake  power  and  indicated  steam,  we  ought  not  to  let  expansion 
continue  till  the  pressure  falls  below  p^  -|-  /,  if  /  is  the  frictional 
back  pressure,  that  is,  r  =  pj(p^  -{-  /).  When  we  consider 
indicated  power  and  actual  steam,  we  ought  not  to  let  expansion 
continue  till  the  pressure  falls  below  p.^  -f  c,  if  c  is  the  number  which 
to  represent  condensation  enters  into  the  calculation  as  if  it  were  a 

back  pressure.     That  is  r  =  _pi  /  (Pz  +  ^)- 

When  we  consider  actual  power  and  actual  steam, — and  although 
we  constantly  forget  it,  this  is  more  important  than  any  of  the  others, 
— we  ought  not  to  let  expansion  continue  till  the  pressure  falls  below 
Ps  +  f  +  Cy  that  is  r  =  p^l  (p^  +  f  +  c) 
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In  all  cases  we  must  cut  off  later  if  we  want  true  economy  rather 
than  if  we  merely  consider  indicated  power. 

In  fSstct,  in  the  above  example,  to  cut  off  very  early,  say  at  Tf^jrd  of 
the  stroke,  is  to  the  man  who  uses  his  mathematics  in  a  foolish  way, 
to  get  wonderful-  economy  :  we  now  see  that  we  get  the  best  results 
if  we  cut  off  at  from  Jrd  to  |th  of  the  stroke  if  the  engine  is  con- 
densing, and  at  from  ^  to  Jrd  of  the  stroke  if  the  engine  is  non- 
condensing. 

There  are  many  other  matters  forgotten  by  these  men,  who  speak 
of  their  absurd  notions  as  ^theorj-,'  and  so  get  true  theory  into 
disrepute — the  most  important  is  this  ; — even  if  by  cutting  off  very 
early  we  did  get  greater  work  per  pound  of  steam,  this  is  only  one 
kind  of  economy.  There  are  other  kinds  to  be  considered,  for 
instance,  the  interest  and  depreciation  on  the  cost  of  a  large  engine, 
which  one  is  using  at  much  less  than  its  full  power :  this  is  another 
consideration  to  make  us  cut  off  still  later  in  the  stroke. 

164.  I  want  to  show  now  that  it  is  not  necessary  to  assume  a  constant  back 
pressure  as  representing  the  friction  of  an  engine  when  we  calculate  the  best  r  ;  it  is 
practically  as  easy  to  do  the  work  when  we  take  any  usual  linear  law  (Art.  144)  as 
connecting  B  and  /.     I  shall  take  the  most  general  case. 

If  the  t&sefal  powder  is  to  be  delivered  at  the  end  of  a  lonff  line  of 
■haftinff ,  and  especially  if  it  is  such  that  there  is  nearly  as  much  friction  what- 
ever be  the  power  transmitted,  this  friction  of  the  shafting  may  be  represented 
by  a  back  pressure,  and  if  we  desire  to  get  maximum  useful  power  per  pound  of 
steam  we  must  use  a  later  cut-off  in  consequence. 

Generally,  if  useful  power  U  =  al  -  b  where  /  is  the  indicated  power,  a 
being  less  than  unitj' — 

we  had  /  =  ^33^^,  so  that  L  =  a  ^^^--^  -  h 


33,000  V  aAl2n) 

33  0006 
so  that  the  back  pressure  to  employ  in  the  calculation  is — 'j/o    >  there  being 

n  revolutions  per  minute. 

Exercise.  In  tlie  engine  of  Art.  42,  piston  12  inches,  stroke  2  feet,  100 
revolutions  per  minute,  back  pressure  17  lbs.,  initial  pressure  100  lbs.  per 
square  inch,  if  we  may  venture  to  say,  as  we  did  in  Art.  38,  that  missing  water 
may  be  represented  in  econom)'  calculations  as  a  back  pressure  of  C=  10  lbs.  per 
square  inch,  and  if,  t/"  being  the  power  given  out  at  the  end  of  a  transmission 
system, 

(.'  =  -6/-  15 (1) 

As  ^7^^^^  is  0-7366,  (1)  may  be  written 


*^  33,000  V'''        -6x^/2 


2  A  hi 
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The  back  pressure  to  use  as  representing  friction  is  then  18*4.   And  we  have  the 
rules — 


I 
To  get  tho  most  ^  per  pound  of 


r  ought  to  be 


Indicated  work  Indicated  steam  >        100 -f- 17    =5*88 

Indicated  work  Actual  steam  100 -r- 27    =3-70 

Useful  work  Indicated  steam  100 -;- 35 '4 =2 '82 

Useful  work  Actual  steam  100  -r-  45*4 = 2*20 


We  see,  in  fact,  that  if  x  is  any  quantity  such  as  **  useful  power,"  or 
"electrical  power,"  or  "yards  of  stuff  woven"  per  hour,  or  any  other  which  is 
a  linear  function  of  /  so  that  a;  =a/  -  &,  where  a  and  6  are  constants  ;  and  if  p^  is 
the  back  pressure  of  the  indicator  diagram,  and  Pi  the  initial  pressure,  and  if  $  is 

33,000  X  4^  J7-»  the  cut-off  which  will  give  maximum  x  per  pound  of  indiccUed 

steam  is  given  by 

and  per  pound  of  actual  steam  r  =  Pi/(pz  H-  c  +  /8). 

166.  In  calculating  the  work  done  per  pound  of  steam,  my  excuse  for  using  a 
back  pressure  term  {c)  to  represent  condensation  is  this,  that  it  represents 
known  facts  not  much  more  unfairly  than  any  other  method,  and  it  lends  itself  at 
once  to  an  easy  way  of  putting  before  a  beginner  the  evil  effects  of  attempting 
to  get  too  much  expansion.  Even  the  student  who  takes  up  the  subject  in'  the 
more  correct  way  of  Art.  168  will  be  glad  to  use  this  c  in  thinking  about 
practical  problems. 

I  was  led  to  its  use  in  the  following  way.  The  late  Mr.  Willans,  as  the 
result  of  his  great  observation  and  experience,  arrived  at  this  rule  for  his  own 
non -condensing  engines,  whether  single  cylinder  or  compound  or  triple  expansion  ; 
— The  indicated  work  done  per  actual  cubic  foot  of  steam  is  greatest  when 

r  =  ^.     Mr.  Willans  gave  a  theory  to  explain  the  reasonableness  of  this  rule, 

which  was  not  correct  in  my  opinion.  The  following  way  of  looking  at  the 
matter  is,  I  think,  reasonable. 

,    .            1-flotr.  r 
Pehemgpi 7^3 (1) 

Pi  being  initial  pressure,  p^  the  indicated  back  pressure,  say  17  lbs.  per  square  inch 
in  a  non-condensing  engine,  r  the  ratio  of  cut-oflf ;  the  work  done  in  one  stroke 
of  length  /  feet,  piston  A  square  inches  in  area  is  p^Al ;  the  cubic  feet  of  steam 

supplied  to  do  this  work  being  -  r^  ,  we  have  to  the  indicated  work  done  per 

cubic  foot  of  steam  as 

w  =  144r7>e (2) 

Now,  because  of  condensation,  we  get  less  than  this  amount.  Let  the  amount 
of  work  lacking  per  cubic  foot  of  steam  be  x  and  write  p^  as  in  (1),  and 
we  get 

iff  =  U4p^  (1  +  log.  r)  ^  lUrps  -  X (3) 
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141//.        ,                "y 
0=         '  -  -  J44/.V  -    ,  4 


^J 


•.al  .•';  tA  r  in  ^4   we  ar*:  I*:*!  V/ 


144  X  i",  -  144/^  -       -=  M 


m     .    =144  -25  -  //^i 

dx 
*fr  BM  //3  =  17,   .-  =  llijQ,  X  =  \ X'flr  T  coiKj^tant.     That  is.  the  U^i-king  work  per 

*:u\n€',  ft/fft  of  nUstun  is  a  linear  fam.-tion  of  r,  the  ratio  of  cat-off,  a  rale  which 
canm^t  Y^e  Mai/1  t/>  lie  <^>ntra'licte'i  hy  experimental  facts  if  we  say  that  it  can 
only  Apply  within  reaffrmaMe  limit**. 

If  there  in  nt>  condensation,  that  in,  if  x  is  0,  ^4)  gives  us  the  rule  r  =  Pi^p^^ 
ami  it  in  fAfviouH  that  our  new  rule  is  exactly  as  if  instead  of  the  ordinary 
lioek  preHHure  7>j  =  Mi  we  Imd  an  additional  back  pressure  of  8  lbs.  per  square 
inch. 

!•••  Hin<M$,  then,  my  idea  in  in  agreement  with  the  practical  rule  adopted 
by  Willans  in  his  single-ai.'ting  engine,  it  is  worth  while  to  see  if  it  agrees  with 
actual  experiments  tm  con<lenKation  in  cylinders.  I  found  that  it  did  agree  very 
well  inilee^l  with  the  results  of  Mensrs.  Oatelejr  and  Kletcby  which  I  tried  first 
lie'^UNe  I  thought  them  much  more  to  be  relie^l  upon  than  any  others  ever  made 
on  the  cylinder  of  a  double-acting  engine. 

Thus  taking  condeuMation  U)  )^  representetl  by  a  back  pressure  c  we  have, 
\1  w  ss  work  done  per  cubic  foot  of  steam  as  above 

w  =  144i/;,(l  +  log.  r)  -  r(pi  +  r)( (1) 

Hut  what  an  experimenter  UHnally  measures  in  x,  the  part  of  a  whole  cubic 
f(K>t  of  steam  which  is  miHHing  at  cut-off. 
From  UjIh  point  of  view,  not  UHing  c, 

w  -  (I  ^  ar)144j;>j(l  +  log.  r)  -  p,r} (2) 

Putting  (1)  and  (2)  equal  to  one  another  we  get,  if  Pf  =  Pi ^^—  -  p^, 

r  -p^x (3) 


'I'- 


To  tcKt  therefore  the  worth  of  my  assumption,  we  must  try  under  what 
circiiniNtanceH  wo  may  couMider  p,.x  to  be  constant. 

<}at(;l<)y  and  Kh)t(;li  (in  1SS4)  tenting  an  engine  with  a  single  unjacketed 
cylinder  and  ('orlJMH'  viilve  gear,  d  (the  diameter  of  cylinder)  being  18  inches  ; 
/  (or  t  wiee  the  length  of  the  crnnk)  being  3'5  feet,  obtained  the  following  results. 
Tiiere  waH  not  niu(*h  variation  of  Npced. 

On  plotting  the  valueH  t)f  p,.x  for  the  engine  when  used  as  a  condensing 
cngint*,  on  Hfjnared  paper  with  /y,  hk  the  abKciHsa,' I  found  so  fair  an  approxima- 
tion to  a  Nttaight  line  that  I  am  convinced  tliat  there  is  almost  no  better  way 
of  reprenenting  thcw  roHultH  than  to  take  c  as 

c  =s  ()'10/>i  wlien  condensing, 
r  :=.  ()'08;>i  when  non-condensing. 
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Thus,  therefore,  to  subject  my  notion  to  a  rather  severe  test,  I  have  calculated 


, 

Pi 

Pz 

61-5 

4-2 

68-3 

3-9 

621 

4 '5 

491 

78-8 

3-7 

3-2 

66-9 

3-8 

53-2 

3-2 

39-8 

3-6     . 

26-7 

3-5 

65-4 

1 
14-7 

50-4 

14-8 

40-5 

14-9 

28-4 

14-8 

1-70 
2-26 
3  03 
7-63 


4-81 
4-85 
410 
4-76 
413 


2-43 
2-38 
2-49 

2ir> 


PeX 

1        n 

;>- 

X 

c  or  2Je^'- 

• 

Pi 

i      3* 

51-20 

-227 

11-6 

•19 

34 

50  94 

-271 

13-8 

•2<l 

34 

38-72 

-339 

13-1 

•21 

34 

15-82 

•501 
•352 

7-9 

•16 

1 

35 

38-92 

137 

1 
•18  .    1 

3.5 

31-77 

-478 

15-2 

•23 

.       36 

28-08 

-369 

10-4 

•20 

34 

17-82 

•414 

7-4 

•19 

34 

1 

11-76 

•412 

4-9 

•18 

1 

34 

36  09 

-109 

3-9 

•06 

34 

24-71 

•235 

5-8 

•11 

34 

16-20 

-159 

2-6 

-06 

33 

8-51 

-273 

2-3 

•08 

Any  one  accustomed  to  deal  with  such  experimental  results  will  say  that  the 
discrepancies  in  p^x/pi  from  constancy  are  surprisingly  small. 

Messrs.  Emery  aad  Icorinff  in  their  famous  experiments  in  1874-5  found 


that  the  best  value  of  the  cut-oflF  was  given  by  r  =  1  +  ^.    It  will  be  found  that 

for  all  values  of  pj  above  35,  this  really  corresponds  to  our  using  in  the  above 
method  of  calculation,  a  total  back  pressure 

167.  As  I  have  already  said,  Mr.  WlUans  used  a  practical  rule  for  best  ex- 
pansion in  non-condensing  engines  (single,  compound,  and  triple),  which  really 
comes  to  using  a  total  back  pressure  of  25.  I  am  sorry  to  say  that  I  cannot  test 
the  rule  by  his  non-condensing  experiments,  as  in  very  few  of  them  did  he  let 
Pi  and  r  vary  independently.     His  single-cylinder  results  would  point  to  using  a 

Off 

f  whose  value  is  42^-^ — j^—  (where  rf**  14"),  only  that  we  may  just  aa  well  write 

fiV7i 

r  -  1 
1050        .-  ,  since  he  varied  r  as  well  as  p^  and  this  last  rule  would  uj)Het  my 
a  \'n 

scheme.     All  his  compound  non-condensing  results  might  point  to  some  surh 
rule  as  c  ex  ^J-. 

I  have  not  tried  his  condensing  results,  and  I  mention  these  facts  here 
merely  to  warn  a  student  that  although  the  idea  of  a  back  pressure  (independent 
of  r)  as  representing  for  some  purposes  the  effect  of  condensation  and  leakage, 
is  exceedingly  valuable  when  one  is  showing  beginners  the  limitations  in  the 
value  of  much  expansion  ;  yet  it  is  not  sufficiently  well  established  for  us  to  use 
it  for  much  more  than  this  at  present. 
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!#•«  When  we  tlKiC/f.t  thi^t  the  mi^a^in^  v*c«r  nu^t  be  regarded  as  if  it 
were  reffmented  >#t  a  W;k  |«<9i<9Gre  <,we  «iv  tLat  tfce^^gtol  >gwag  gircn  bj 

iri'l  the  maximam  work  that  c//aM  be  'lone  per  pomid  of  steam  was 

144wi//,  log,      ^^'    . 

It  Meemii  more  correct,  an/l  for  some  kindii  of  engine  it  must,  I  think,  be 
rfi//re  fy/rrect  to  calculate  f rr/m  the  valne  of  y,  where 

mvmm%  Rteam 
iii4i<^;ated  steam 

« 

If  the  total  Mtearo  i«  :  times  the  indicaterl  steam,  the  work  done  per  pound 
of  Mteani  m 

144«,{;>,(l  +  log.  r;  - /y,r;  -^  s (1) 

J'hin  iM  a  maximum  when 

1  d-* 

^<J\  '  Pi)  =  i/'l^l    -  log.  ^)-/'»^,y^        ^-) 


'!• 


Now  let  2  s=  a  +  fir,  nay,  where  a  and  fi  may  l)e  functions  of  Pi  and  n,  and 
w<!  find 

/V/>.  --  !  -  f  l^^i?-  '^ (3) 

For  given  valucN  of  p^  and  /yj,  a  and  /8,  it  is  easy  to  find  by  trial  the  best  value 
of  r.     If  thJM  Ix.'Ht  value  be  uMcd  it  is  easy  to  see  by  inserting  this  value  of  pj^^i 

in  thi!  work  exprcsHion,  that  the  work  per  pound  =   -^—^  log.  r. 

a 

I.  When  there  is  no  nii.sHing  water  the  work  per  pound  is  144  tLyp^  log.  r. 
Th*!  viilue  of  r  )>cing  Pt/Pz, 

II.  Non-condensing  engine,   probably  z  =  I  +  hr.      The  work  per  pound 
iH  144  w,;/,  log,  r,  and  the  value  of  r  is  given  by 

^'^  --  '   -  h  log.  r. 


TltiH  inny  be  applied  to  the  case  where  there  is  no  condensed  or  leaking 
water,  but  tliero  is  ^\  clearance  volume,  which  is  the  fraction  c^  of  the  working 
voliune  of  the  cylinder,  and  we  Himply  use  r^  instead  of  h. 

Cr  a 

If,  again,  y  of  Art.    X^u  Ih   .    /    we  merely  use  ~t'  -^  ^"^  for  6. 

111.  (.'ondonsing  engine  ~  =  1  +  r^-  so  that  o  =  1  -  ap^  "^ 

144  //j/?!  log.  r 
Work  per  pound  =      .  _        _  ^ 

and  the  boHt  value  of  a  is  given  by 
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Exercise.  In.  a  non-condensing  engine  of  a  certain  size  at  a  certain  speed, 

2  =  1  -  +  -r.     Find  r  to  give  the  best  actual  work  per  pound  of  steam,  letting 
o      8 

the  friction  of  the  engine  be  represented  by  a  back  pressure.     Take  p^  —  27, 

j9j  s  100,  find  the  best  value  of  r,  and  the  work  per  pound  when  this  best  value 

is  used.     For  the  best  r, 


1       1,  27 

;~9^^«-^-ioo 


=  0. 


Taking  various  values  of  r,  and  calculating  the  value  of  this  expression,  and 
using  squared  paper,  I  find  that  r  =  2*646  satisfies  it  nearly,  and  the  work  per 
pound  is  128  u^p^  1<>I?-  2646  or  124*5  WjPi,  or  54200  foot-pounds.  Now  if  there 
were  no  condensed  water  the  best  value  of  r  would  be  3*703,  and  the  work  per 
pound  of  steam  would  be  82,000  foot-pounds. 

By  drawing  a  curve  showing  —  ^  log.  r  for  various  values  of  r  on  squared 

paper,  it  is  easy  to  find  those  values  of  r  which  give  to  this  the  value  27//:,  and 
so  we  find  the  following  other  most  economical  values  of  the  cut-off.  I  tabulate 
also  r^  as  giving  indiccUed  work  most  economically,  and  it  is  interesting  to  com- 
pare them  both  with  the  Willans'  rule.  This  shows  why  Case  IV. ,  p.  290,  was 
so  uneconomical  with  light  loads. 


1 

Pi '    '    ' 

200 

150 

100 

r    .     .     . 

3*69 

3*20 

2-66 

ri  .     .     . 

413 

3*80 

3-28 

WiUansV 

8 

6 

4 

76 


2-21 


2*88 


60 

1*68 

2*28 

2 

CHAPTER  XVIII. 

TEMPERATURE   AND    HEAT. 

169.  In  the  first  part  of  this  work  I  have  usually  expressed 
temperature  on  the  Fahrenheit  scale  because  all  practical  engineers 
use  that  scale.  I  am  sorry  that  this  should  be  so,  as  scientific  men 
both  of  the  English  and  other  races,  calculate  in  and  think  according 
to  the  Centigrade  scale.  To  the  average  practical  engineer,  this  is 
of  no  consequence  because  he  cares  nothing  about  Physical  Science, 
and  as  he  never  calculates  (except  in  that  sense  in  which  any 
shopkeeper  may  be  said  to  calculate)  he  rather  welcomes  artificial 
obstructions  to  calculation,  and  it  is  astonishing  how  much  obstruction 
is  caused  by  that  obnoxious  32°. 

To  the  one  or  two  engineers  who  are  interested  in  science  it 
does  not  matter  either,  because  they  use  both  scales  readily  ; 
but  it  is  of  enormous  consequence  to  young  men  trained 
scientifically,  because  even  a  small  thing  like  this  will  gradually 
create  a  disinclination  to  keep  up  their  acquaintance  with  physical 
science. 

It  is  imperative  that  the  young  engineer  should  think  in  the 
scale  which  he  practically  uses,  but  the  disadvantages  of  the  use  of 
either  scale  by  itself  are  so  great  that  during  the  writing  of  this  book, 
all  temperature  measurements  have  been  altered  from  one  scale  to  the 
other  four  times.  I  have  therefore  come  to  the  conclusion  that  in 
general  heat  problems  I  will  use  either  scale  indifferently  and  in 
practical  steam  engine  problems  I  will  incline  rather  to  the  use  of 
Fahrenheit.  I  would  use  only  the  Fahrenheit  scale  if  it  were  not 
that  I  want  no  readers  who  are  ignorant  of  chemistry  and  physics, 
and  they  must  have  used  only  the  Centigrade  scale  when  studying 
those  subjects.     I  am  glad  to  say  that  I  know  of  no  science  class 
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or  text  book  on  these  subjects  in  which  the  Fahrenheit  scale  is 
used. 

Steam  from  water  boiling  under  atmospheric  pressure  is  at  a 
temperature  called  100°  C.  or  212°  F.  The  temperature  of  melting 
ice  is  called  0  °C.  or  32°  F.  These  two  points  being  marked  on  a 
mercurial  thermometer  (and  eveiy  beginner  ought  to  make  a 
thermometer  for  himself  and  graduate  it  and  compare  it  at  various 
temperatures  with  a  good  standard  one),  the  volume  between  is 
divided  into  180  equal  Fahrenheit  or  100  Centigi*ade  degrees.  Hence 
it  is  that  if  /  is  a  Fahrenheit  reading  and  c  is  a  Centigrade  reading 
for  the  same  temperature 

/- 32  ^    c 
180     ""  100 

If  this  equation  is  remembered  there  is  no  difficulty  in  changing 
at  once  from  one  kind  of  reading  to  another.     It  may  be  written 

c  =  §(/-32)or;^=32  +  |c 

Or,  in  words,  32°  F.  and  0°  C.  correspond ;  212°  F.  and  100°  C. 
correspond.  Therefore  subtract  32  from  the  Fahrenheit  reading, 
multiply  by  5,  and  divide  by  9,  and  we  have  Centigrade  reading.  Or 
multiply  Centigrade  reading  by  9,  divide  by  5,  add  32,  and  we  have 
Fahrenheit  reading. 

Any  change  in  a  reading  Fahrenheit  multiplied  by  5  and  divided 
by  9  gives  the  same  change  in  the  reading  Centigrade. 

To  get  absolute  temperature  Fahrenheit,  add  460*7  to  the 
ordinary  reading.  To  get  absolute  temperature  Centigrade,  add 
2737  to  the  ordinary  reading. 

1.  Convert  the  following  readings  to  Fahrenheit.  At  atmospheric 
pressure  mercury  freezes  —  39"4°  C,  ice  melts  0°  C,  greatest  density 
of  water  4°  C,  blood  heat  36(r  C,  water  boils  100°  C,  red  heat 
526°  C,  cast  iron  melts  1530°  C. 

Anstvers,  -  38-9°  F.,  32°  F.,  39*2°  F.,  97-9°  F.,  212°  F.,  969°  F., 
2786°  F. 

2.  What  is  the  C.  equivalent  to  a  difference  of  temperature  of  15 
on  the  F.  scale  ?     Answer,  833.° 

Change  the  following  readings : — Polished  steel  is  of  a  deep  blue 
colour  at  580°  F.,  pale  straw  colour  at  460°  F.;  sea  water  freezes  at 
28°  F.    ATiswers,  3045°  C,  23775°  C,  -22°  C. 
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Change  the  following  Centigrade  temperatures  and  quantities  of 
heat  (see  Art.  175)  to  the  Fahrenheit  scale. 


Sulphur     

Mercury 

Oil  of  turpentine 

Water 

Alcohol 

Bromine 

Bisulphide  of  carbon 
Ether     


Boiling  points  at 

atmospheric 

pressure. 


Latent  heat  of       |    Ratio  of  volume  of 
vapour,  above  atmo- '   vapour  to  volume 
spheric  pressure.     '  of  liquid  per  pound. 


444  o' 
350 
169-3 
100 

77-9 

58 

46-2 

34-9 


C. 


Centigrade  heat 

units. 

1 

62              1 

74 

193 

536 

1696 

202 

528 

45-6 

86-7 

— 

90-4 

298 

1 70.  The  latent  heat  effusion  of  ice  is  79  Centigrade  heat  units 
or  142  Fahrenheit.  I  would  give  a  table  of  the  latent  heats  of  fusion 
of  some  other  substances,  but  inasmuch  as  good  authorities  give  quite 
different  numbers  it  seems  on  the  whole  better  to  leave  them  out 
altogether.  Rankine  gives  500  as  the  latent  heat  of  fusion  of  tin 
and  Box  gives  2fr6.  Rankine  gives  148  for  spermaceti,  Box  46*4. 
M.  Person  gives  the  empirical  formula  for  substances  generally 

ovL  =  (A^2-^i)  (^°F+256) 

where  K^^  and  K^  are  the  specific  heats  in  the  solid  and  liquid  states 
and  0  the  temperature  of  fusion  at  atmospheric  pressure,  Z,  the  latent 
heat  of  fusion.   Regnault's  latent  heat  of  steam  is  in  Centigrade  units 

Z  =  605-6 -0-695  (J-SSxlO-^  (^-4)3 
change  this  to  Fahrenheit.     Answer.  L  =  1091-7  -  0695  {0  -  32) 

-103x10-7(5-39)3. 

Commonly  we  use  in  Fahrenheit  units 

Z  =  966-0-7  (5-212)  or  1092-07  (5-32)  or 
1114-4-0-7  0  or  1436-8 -07  t 

change  these  to  Centigrade  units  and  also  to  foot-pounds. 

Rankine's  formula  for  saturated  steam,  p  being  in  lbs.  per  square 
foot,  and  t  the  absolute  temperature  Fahrenheit  {t  =  0°  F. +  460-7), 
is 

log.ioi^  =  «-28203-f -J; 

where  log.jo  B  =  3441 474,     log.^o  C  =  5583973 

alter  these  to  Centigrade  and  pounds  per  square  inch. 
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Many  temperatures  are  stated  in  this  book,  sometimes  on  the 
Fahrenheit,  sometimes  on  the  Centigrade  scale ;  convert  them  into 
the  other  scale.  For  example  test  the  numbers  given  for  tempera- 
tures in  the  Tables,  Art.  180.  It  will  be  observed  that  I  use  0  for 
the  oi-dinary  and  t  for  the  absolute  temperature  on  either  scale. 

171.  Expansion  of  Solids  and  laiquids.  The  linear  ex- 
pansion of  bodies  by  heat  is  practically  proportional  to  the  rise  of 
temperature.  The  values  of  a,  the  co-efficient  for  linear  expansion 
(the  fractional  increase  in  length  for  a  rise  in  temperature  of  1** 
Centigrade),  are  supposed,  I  have  no  doubt  quite  incorrectly,  to  be 
the  following  numbers  divided  by  10^ : — Aluminium,  2*34  ;  copper, 
1-79  ;  gold,  145  ;  iron,  1*2  ;  lead,  2'95 ;  platinum,  0*9  ;  silver,  1'94 ; 
tin,  227  ;  zinc,  29 ;  brass  (71  copper  to  29  zinc),  187  ;  bronze  (86 
copper  to  10  tin  to  4  zinc), '18;  German  silver,  1-8  ;  steel,  1*11  ; 
brick,  0*5 ;  glass,  09  ;  granite,  0*9 ;  sandstone,  1*2 ;  slate,  1*04  ;  box- 
wood (across  the  fibre),  61 ;  boxwood  (along  the  fibre),  0*3 ;  oak 
(across),  5*4  ;  oak  (along),  0*5 ;  pine  (across),  3*4 ;  pine  (along),  0*5. 

The  co-efficient,  &,  of  cubical  expansion  is  three  times  the  co- 
efficient of  linear  expansion,  because  {\  +  af  =  l-|-3a,  is  practically 
correct  for  these  small  values  of  a.  The  average  values  of  k  between 
0°  and  100°  C.  are  the  following  numbers  divided  by  10' : — Alcohol, 
1*26 ;  mercury,  018  ;  olive  oil,  0*8 ;  petroleum,  104  ;  pure  water,  0*43 ; 
sea  water,  05.  Column  7  of  the  table,  Art.  180,  gives  more  exactly 
the  volume  of  water  when  subjected  to  the  pressure  corresponding  to 
its  temperature. 

The  student  is  supposed  to  have  worked  many  exercises  like  the 
following  ones : — 

1.  Steel  rails  at  0°  C.  have  an  aggregate  length  of  1  mile.  What 
is  the  length  at  33°  C.  ?     Answer.  1  mile  232  inches. 

2.  A  vertical  column  of  water  12  feet  high  is  heated  from  4°  C. 
to  210°  C.  under  steam  pressure.  If  its  section  remains  constant, 
what  is  its  increase  in  length  ?     Anewer.  206 feet. 

3.  A  cylindric  plug  of  copper  just  fits  into  a  hole  4''  diameter 
in  apiece  of  cast  iron.  After  heating  the  mass  to  1240° C.  by  how 
much  is  the  diameter  of  the  hole  too  small  for  the  plug  ?  Answer. 
•0293  inches. 

4.  A  bar  of  iron  is  70  centimetres  long  at  0°  C.  What  is  its  length 
in  boiling  water  (100°  C.)  ?  What  is  its  length  at  50°  C.  ?  Answer. 
70084,  70042. 

5.  Two  rods,  one  of  copper,  the  other  of  iron,  measure  98  centi- 
metres each  at  0°  C. ;  what  is  the  difference  in  their  lengths  at  57°  C.  ? 
Attswer.  '033  cvi. 
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6.  Rails  of  wrought  iron  each  30  feet  long  are  laid  down  at 
the  temperature  of  lO""  C.  What  space  is  left  between  every  two, 
if  they  are  intended  to  close  up  completely  at  40**  C.  ?  Answer. 
01 3  inch. 

7.  A  wrought  iron  connecting  rod  is  12  feet  long  at  10°  C.  What 
is  its  increase  in  length  at  80"*  C.  ?     Ansvjer.  0121  inch. 

8.  An  iron  Cornish  boiler  33  feet  long,  the  shell  at  0**  C,  the  flue 
at  100°  C. ;  what  would  the  diflference  of  length  be  if  the  flue  were 
not  prevented  from  expansion  ?     Answer,  0*475  inch. 

9.  A  steel  pump  rod  1,000  feet  long,  what  is  its  change  of  length 
for  a  change  of  10  Centigrade  degrees  ?  •  Anstver.  1*33  inch. 

10.  In  a  thermometer  "01  cubic  inch  of  mercury  at  10°  C.  is 
raised  to  15°  C,  and  rises  1  inch  in  the  tube.  What  is  the  cross- 
section  of  the  tube  ?     Answer.  9  x  10~*  square  inch. 

11.  The  volume  of  a  mass  of  iron  being  5  cubic  feet  at  10°  C,  find 
its  volume  at  80°  C.     ATiswer.  5'0126  cubic  feet. 

172.  BSxpansion  of  O-ases.  Many  gases  follow  closely  a  law 
which  is  said  to  be  the  law  for  a  perfect  gas,  namely,  that  if  a 
quantity  of  gas  at  the  volume  v^,  pressure  (absolute,  that  is,  a 
vacuum  is  the  zero),  p^^  and  absolute  temperature,  t^,  changes  to  v,  p, 
and  t,  then 

t  t. 

When  we  deal  with  1  lb.  of  gas,  the  constant  quantity,  vpjt^  is  called 
R,  and  it  has  the  values  given  in  Art.  187  for  various  gases,  v  being 
in  cubic  feet,  x>  being  in  lbs.  per  sq.  foot,  and  t  being  absolute 
Centigrade  temperature.  When  we  deal  with  any  other  quantity 
than  1  lb.  of  stuff,  or  any  other  units  of  pressure  and  volume,  pvjt 
remains  constant,  but  this  constant  is  no  longer  the  R  of  the  table. 

Exercises. 

1.  A  cubic  foot  of  gas  at  27°  C.  is  heated  to  137°  C,  and  an  in- 
variable pressure  is  maintained  by  using  a  movable  piston  in  a  tube 
from  the  containing  vessel ;  what  is  the  new  volume  ?  Answer.  1*367 
cubic  feet. 

2.  If  in  the  last  question  the  pressure  becomes  half  what  it  was 
before  (shown  by  using  the  proper  weights  in  loading  the  piston) ;  if 
it  becomes  twice  as  great,  or  if  its  new  pressure  is  to  its  old  as  4:3, 
what  are  the  corresponding  volumes  ?     Ansxcer.  2734,  0*683,  1*0252. 

3.  Air  goes  into  a  furnace  at  16°  C,  and  reaches  the  chimney  at 
903"  C.     The  chimney  contains  2,200  cubic  feet  of  this  hot  air :  what 
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is  the  difference  between  the  weight  of  this  hot  air  and  of  an  equal 
bulk  of  cold  air  ?  A  cubic  foot  of  air  at  0°  C,  and  at  the  ordinary 
pressure,  weighs  '0807  lb.     Answer,  126*5  lbs. 

4.  500  litres  of  hydrogen  at  60  C,  and  a  pressure  of  750  milli- 
metres, being  cooled  to  20°  C.  under  840*  mm.,  what  is  the  new 
volume  ?     Ansvjer,  392  litres. ' 

5.  100  cubic  feet  of  steam  at  100°  C,  and  15  lbs.  pressure,  is 
heated  to  160°  C.  at  17  lbs.  pressure :  what  is  its  volume  ?  Answer 
102*4  cubic  feet.  The  student  will  notice  that  the  steam  is  super- 
heated. 

173.  The  following  measurements  of  pressure  and  volume  were 
made  upon  a  gas  engine  diagram  in  1883  from  the  beginning  of 
the  compression  until  the  exhaust  opened.  Assuming  that  the 
amount  of  stuff  remained  constant,  and  that  it  behaved  like  a  perfect 
gas  throughout,  find  the  temperatures. 

The  actual  scales  of  v  and  ^  are  unimportant.  The  temperature, 
120°  C,  where  v  =  25  before  compression  began,  is  the  only  tempera- 
ture known  beforehand ;  calculate  the  temperature  at  every  other 
point.     One  of  my  students  found  the  following  answers : — 


r. 


Compro8.Hion 


2»' 


10 

45-2 

10-4 

10-6 

10-8 

— 

11 

39-7 

12 

36-7 

13 

32-2 

14 

29-7 

16 

24-7 

18 

21 

20 

19-5 

23 

25 

14-7 

e^c. 


210 


194 
185 
175 
171 
150 
131 
144 

120 


Ignition  and  expansion. 


/>• 


45-2 
123-2 

157-7 

181-7 

188-2 

166-2 

146-2 

129-7 

105-7 

87-2 

74-2 

58-7 


rc. 


210 
1096 
1515 
1825 
1943 
1860 
1759 
1669 
1536 
1406 

i3as 

1171 


Plot  the  values  o{p  and  v  to  scale  on  squared  paper. 

Plot  also  the  values  of  the  temperature  and  of  v. 

Plot  also  log.  p  and  log.  v  on  squared  paper  to  see  if  the  expansion 
curve  follows  any  such  law  as  ^^^  *  =  constant.  Also  see  if  the  com- 
pression curve  follows  some  such  law.  Some  of  my  students  plot 
also  temperature  and  time,  assuming  simple  harmonic  motion  and 
150  revolutions  per  minute. 

X  2 
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1 74.  Exercise.  It  is  sometimes  said  that  the  weight  of  a  cubic 
foot  of  steam  is  about  |th  of  the  weight  of  a  cubic  foot  of  air  at  the 
same  temperature  and  pressure.  This  is  fairly  true  except  with  high 
pressure  saturated  steam.  But  for  high  pressure  steam,  if  we  want 
an  easy  rule  of  this  kind  we  had  better  use  '6546  instead  of  f . 
Calculate  the  volume  of  1  lb.  of  air  at'each  of  the  following  pressures 
and  temperatures;  divide  by  '6546,  or  multiply  by  1*528  and  com- 
pare with  the  values  for  steam  taken  from  the  table,  Art.  180.  If 
we  use  p  in  lbs.  per  square  inch  we  must  divide  95*67  (the  JB  given 
for  air  in  Art.  187)  by  144 ;  multiplying  by  1*528  we  get  the  volume 
of  -6546  lb.  of  air  as  t;  =  1  '01 5  tjp.    Use  ^  =  tf + 273*7. 


Temp.  *"  C. 

1 

1 

1  Pressure  in  lbs.  per 
sq.  inch. 

14-70 

Volume  of  1  lb.  of 
steam  from 
Table  180. 

Volume  of  1'528  lb. 
of  air. 

100'' C. 

26-43 

25-8 

120*  C. 

28-83 

1404 

13-9 

140"  C. 

52  52 

7-993 

7-99 

lec'c. 

89-86 

4-828 

4-90 

180"  C. 

145-8 

3065 

316 

200"  C. 

225i) 

2030 

2-12 

1 76.  The  Meararement  of  Heat.  This  subject  must  remain 
quite  unknown  to  all  students  who  get  their  information  by  mere 
reading.  What  I  write  is  merely  to  remind  students  of  some  of  the 
facts  learnt  by  them  in  their  study  of  heat. 

Heat  which  is  measured  by  G  units  on  the  Centigrade  scale  is  F 

C  F 

units  on  the  Fahrenheit  scale  if  —   =  — -.     To  convert  heat  into 

foot-pounds  we  multiply  by  Joule's  equivalent,  which  is  774  or  1,393. 

Exercise  1.  A  unit  of  heat  is  the  heat  given  to  1  lb.  of  water  to 
raise  its  temperature  1**  Centigrade ;  what  is  the  heat  required  to 
raise  3  lbs.  of  water  through  30  of  the  F.  degrees  ? 

Answer.  50  centigrade  heat  units. 

Exercise  2.  The  latent  heats  of  1  lb.  of  water  and  1  lb.  of  steam 
(at  atmospheric  pressure)  are  respectively  79  and  637  Centigrade 
units ;  convert  these  into  Fahrenheit  heat  units. 

Answer.  142  and  967  units. 

Exercise  3.  How  many  Fahrenheit  and  Centigrade  heat  units 
(as  used  by  Regnault)  per  second  and  per  minute  correspond  to 
1  horse-power  ? 

Armver.  0712,  4275  Fahr.;  0*396,  2375  Cent. 

For  academic  exercise  work  the  student  may  use  the  following 
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numbers.  The  heat  energy  required  to  raise  m  lb.  of  any  solid  or 
liquid  substance  n  degrees  in  temperature  is  mns  units  of  heat  if  s 
is  the  specific  heat  of  the  substance  as  given  in  this  table. 

Subfltaiice.  Specific  heat !  Substance.  Specific  heat. 


Brass  or  bronze      ....  0*088 

89  copper  +  11  aluminium  O'lOi 

German  silver        .       .    .  0*095 

Rose's  and  Wood's  alloys  0*086 

Olass  (crown) 0*161 

„     (flint) 0*117 

Wood '5  to  '7 

Ice 0*5 

Carbon *25 

Coal -2  to -25 

Olive  oil 0-471 

Petroleum 0*511 

Sea  water 0*938 


Aluminium 0*214 

Copper 0*092 

Gold 0-030 

Cast  steel,  hard 0*119 

soft 0117 

Rolled  steel 0*116 

Iron  (wrought) O'll 

,,     (white  cast) 0*13 

,,     (grey  cast) 0*122 

Lead        003 

Mercury 0033 

Platinum,  0"  to  lOOO'C.  .    .  0032 


Gases  at  Constant  Pressure. 

Air -238 

Oxygen -218 

•Hydrogen .        3*406 

Superheated  steam  (doubtful) '37  to  '48 

Carbonic  oxide 0*245 

Carbonic  acid 0*216 

« 

The  specific  heats  of  some  other  gases  are  given  in  Art.  187. 
In  the  case  of  very  expansible  bodies  like  gases  it  is  very  important 
to  note  that  heat  given  during  a  change  of  state  depends  on  some- 
thing more  than  on  the  change  of  temperature.  Cp  of  Art.  187 
means  the  specific  heat  if  the  pressure  is  constant,  C„  if  the  volume 
is  constant  during  the  rise  of  temperature. 

Example,  3  lbs.  of  mercury  at  96°  C.  is  thrown  into  2  lbs.  of  water 
at  5**  C. ;  what  is  the  temperature  of  the  mixture  ? 

Let  aj°  C.  be  the  common  temperature.  The  water  rises  through 
a:— 5°  and  therefore  receives  2{x  —  S)  units  of  heat.  The  mercury 
falls  96—0;°  and  therefore  gives  out  3(96— a;)  X '033  units  of  heat. 
Putting  these  quantities  equal  we  have  2(a;— 5)  =  3(96  — a3)x '033, 
and  wefinda;  =  9°-33C. 

Example.  1  lb.  of  iron  at  its  welding-point,  1,500°  C,  is  thrown  into 
100  lbs.  of  water-at  0°  C. ;  find  the  temperature  of  the  mixture.  Let  x" 
be  the  temperature  of  the  mixture,  and  since  about  '122  is  the  mean 
specific  heat  of  iron  (1,500-^) x -122  =  2; x  100,  from  which  a;=l''-83 
the  answer. 

Exercises. 

1.  A  ton  of  air  at  630°  C.  at  the  ordinary  pressure  is  passed  through 
oil  originally  at  7°  C.  The  air  is  allowed  to  sink  to  58°  C.  How  much 
oil  will  it  raise  to  the  temperature  of  28°  C.  ? 

Answer.  30,800  lbs. 
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2.  How  much  wrought  iron  will  be  raised  fix)m  18*  C.  to  30°  C.  with 
the  heat  given  out  by  3  tons  of  water  sinking  from  60°  C.  to  30°  C.  ? 

Ansvjcr,  68*3  tons. 

3.  While  1  lb.  of  air  at  700°  C.  is  passing  round  a  superheater,  it 
sinks  to  430°  C.  What  weight  of  dry  steam  will  this  raise  from 
100°  C.  to  140°  C,  at  the  pressure  of  one  atmosphere?  And  what 
will  be  the  new  volume  of  the  steam,  supposing  steam  to  have  §th 
of  air  at  the  density  of  air  at  the  same  temperature  and  pressure  ? 

Answer,  3*346  lbs. ;  100*4  cubic  feet. 

4.  Twenty  grammes  of  carbonic  oxide  at  680  ""C,  and  at  the 
ordinary  pressure,  is  passed  through  a  kilogramme  of  water  at  0""  C, 
and  escapes  at  the  temperature  of  30°  C. ;  what  will  be  the  temper- 
ature of  the  water  ? 

Answer,  3185°. 

6.  How  many  units  of  heat  are  required  to  raise  the  temperature 
of  1  lb.  of  air  from  20°  C.  to  600°  C.  ?  What  will  be  the  volume  of 
the  heated  air  ? 

Answer.  138*04 ;  39'6  cubic  feet. 

6.  What  will  be  the  relative  capacities  for  heat  of  the  same 
volumes  of  air,  carbonic  oxide,  steam,  and  hydrogen,  at  the  same 
pressures,  if  their  densities  are  144,  14,  9,  and  1  respectively  ? 

Answer,  All  equal. 

7.  What  is  the  capacity  for  heat  of  a  cubic  foot  of  air,  and  hence 
(Exercise  6)  of  a  cubic  foot  of  any  other  gas  at  the  ordinary 
temperature  and  pressure  ? 

Answer,  '0192  heat  units. 

From  the  answers  to  Exercises  6  and  7  just  preceding,  it  is 
seen  tJiat  a  cubic  foot  of  any  gas  requires  the  same  amount  of  heat  to 
raise  its  temperature  one  degree  as  a  cubic  foot  of  air  requires,  provided 
we  have  the  same  pressure  at  all  times  in  both  cases.  This  amount  of 
heat  is  expressed  by  the  decimal  '0192,  when  the  air  is  at  the 
ordinary  pressure  and  temperature. 

176.  Latent  Heat.  The  work  done  by  heat  in  the  molecules  of  a 
body  is  not  always  measurable  as  a  rise  of  temperature,  for  heat  may 
enter  into  a  body  doing  work  among  the  molecules  without  raising 
the  temperature.  A  mass  of  ice  may  absorb  much  heat,  its  tempera- 
ture never  rising  above  0°.  In  fact,  heat  may  enter  into  ice,  doing 
work  among  its  molecules,  converting  it  into  water,  the  melting  being 
the  only  indication  of  the  entrance  of  heat. 

Latent  heat  is  tJie  heat  which  enters  into  a  body  without  increasing 
its  temperature,  being  neccssai^  for  its  condition,  or  in  producing  a 
change  in  the  state  of  aggregation  of  its  molecules. 


XVIII  TEMPERATURE   AND    HEAT  311 

When  we  say  that  the  latent  heat  of  water  is  79  we  mean 
that  to  melt  a  quantitj^  of  ice  at  0°  C.  without  raising  it  in  temper- 
ature, requires  as  much  heat  as  would  raise  the  temperature  of  an 
equal  weight  of  water  79  degrees. 

1  lb.  of  water  at  0°  and  1  lb.  of  water  at  79°  C,  when  mixed,  form 
2  lbs.  of  water  at  39°'5  C. ;  but  1  lb.  of  ice  at  0°  and  1  lb.  of  water  at 
79°  C.  form  2  lbs.  of  water  at  0°  C,  the  water  having  fallen  in  temper- 
ature 79  degrees  to  melt  the  ice. 

In  the  same  way  we  say  that  the  latent  heat  of  1  lb.  of  steam  is 
536.  If  we  measure  the  amount  of  heat  necessary  to  raise  1  lb.  of 
water  from  0°  to  100°,  it  will  take  about  536  times  this  measured 
heat  to  convert  the  whole  of  the  water  into  steam  under  atmospheric 
pressure. 

If  we  condense  all  the  steam  from  1  lb.  of  water  boiling  at  the 
ordinary  pressure  of  the  atmosphere,  by  passing  it  into  a  large  vessel 
of  cold  water,  it  will  be  found  that  the  steam  has  given  up  536  units 
of  heat  on  condensation,  besides  a  certain  amount  of  heat  in  passing 
as  water  from  100°  to  the  new  temperature  of  the  water  in  the 
cistern. 

Regnault  found  that  the  total  quantity  of  heat  in  1  lb.  of  steam — 
that  is,  the  number  of  units  of  heat  which  it  is  capable  of  giving  out 
if  liquefied  at  constant  temperature,  and  then  cooled  to  0° :  —  was 
H  =  606*5  +  "305  6,  where  ff"  C.  is  the  temperature  of  the  steam. 
The  latent  heat  and  other  properties  of  steam  not  at  atmospheric 
pressure  are  more  fully  considered  in  Arts.  180 — 1. 

In  working  exercises,  it  will  be  remembered  that  the  number  of 
units  of  heat  received  must  be  equal  to  the  number  of  units  of  heat 
given  out  by  the  parts  of  a  system. 

Example,  How  many  pounds  of  ice  at  0°  C.  will  be  melted  and  raised 
in  temperature  to  9°  C.  by  90  lbs.  of  water  at  87°  C.  falling  in  tempera- 
ture to  9°  C.  ?     Let  there  be  x  lb.  of  ice,  then  the  heat  received  by 

the  ice  is 

latent  heat       to  raise  to  9°  C. 

79a;         -h  9a; 

The  heat  given  out  is  90  x  78,  hence  90  x  78  =  79a;  +  9a',  from 
which  X  =  79*77  lbs. 

Exercises. 

1.  How  much  ice  will  be  converted  into  water  at  4°  C.  by  6  lbs. 
of  water  at  70°  C.  ? 
Answer,  4*77  lbs. 
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2.  When  10  lbs.  of  water  is  converted  into  steam  at  atmospheric 
pressure,  how  many  units  of  heat  does  it  take  from  the  source  of  heat 
and  surrounding  bodies  ? 

Answer.  5,360  units. 

3.  6  lbs.  of  superheated  steam  at  122°  and  atmospheric  pressure 
is  passed  into  1,250  lbs.  of  water  at  4**  and  20  lbs.  of  floating  ice 
at  0"* ;  to  what  height  will  the  water  be  raised  in  temperature  ? 

Answer.  5°'7  C. 

4.  20  lbs.  of  saturated  steam  at  144**  is  converted  into  water  at 
30°;  how  many  heat  units  has  it  given  out  ? 

Answer.  1,241. 

5.  20  lbs.  of  steam  from  a  boiler  at  the  pressure  of  1 J  atmospheres 
condenses  in  passing  into  1,735  lbs.  of  water  originally  at  the  tem- 
perature of  16° ;  what  is  the  new  temperature  of  the  water  ? 

Answer.  23°-2  C. 

6.  600  lbs.  of  mercury  at  130°  C,  and  723  lbs.  of  olive  oil  at 
110°  C,  are  poured  into  a  vessel  containing  165  lbs.  of  water  at  0°  C, 
and  20  lbs.  of  floating  ice ;  what  will  be  the  temperature  of  the 
mixture  ? 

Answer.  70°-5  C. 

177.  The  specUlc  heat  of  a  substance  is  usually  not  at  all  constant.  Thus 
ice  from  -  78*  C.  to  0**  C.  has  an  average  specific  heat  '463,  but  from  —  21"  to 
0'  C.  it  is  0-502.  Of  aluminium  at  about  20"  C.  it  is  0-2135,  whereas  about  300  ''C. 
it  is  -2401.  Copper  about  0"  C.  is  -090,  whereas  about  300"  C.  it  is  "0985.  The 
best  wrought  iron  about  15"  C.  is  *1091,  whereas  about  200"  C.  it  is  '1249  ;  about 
850"  C.  it  is  '218,  about  1,100'  C.  it  is  '200,  and  it  has  the  extraordinarily  high 
value  of  -3243  about  700"  C. 

All  the  values  of  the  specific  heats  of  substances  quoted  b}'  me  are  vitiated 
by  uncertainty  as  to  their  chemical  purity  and  the  specific  heat  of  the  water 
with  which  they  were  compared.  I  give  the  received  values,  knowing  their 
untrustworthiness,  which,  however,  is  not  very  important  in  ordinary  steam 
engine  calculations. 

The  heat  required  to  raise  a  pound  of  water  one  degree  may  be  taken 
tobe  1  +  10~*6'  in  Centigrade  units  and  on  the  Centigrade  scale  ; 
1  +  3-09  X  10-7  (^  _  39)2  in  Fahrenheit  imits  and  on  the  Fahrenheit  scale. 
These  empirical  formula^  may  be  taken  as  according  with  Regnault's  measure- 
ments. It  is  difficult  to  say  exactly  what  these  units  of  heat  mean,  because 
Regnault  did  not  pay  much  attention  to  the  variation  in  the  specific  heat  of 
water  below  100"  C. 

The  latest  determination  of  the  average  heat  energj'^  recjuired  to  raise  one 
pound  of  water  one  degree  (called  Joule's  Equivalent)  from  0"  C.  to  100"  C, 
is  by  Professor  O.  Reynolds,  and  is  1,399  foot-pounds;  or  for  1  gramme  it  is 
0*995  calorie.  One  calorie,  tiie  heat  required  to  raise  1  gramme  from  10"  C.  to 
IV  C,  is  4-2  Joules  or  42  x  10"  Ergs.  The  heat  irom  20°  C.  to  21"  C.  is  ^th 
of  one  percent,  less.  Regnault's  value  of  h  in  the  table,  Art.  180,  shows  the 
heat  given  to  onje  pound  of  water  to  raise  it  to  d"  C.  under  the. constant  pressure 
corresponding  to  that  temperature.  The  best  thing  in  my  power  is  to  notice 
that  Regnault's  heat  given  to  water  from  0"  to  100""  C.  is  100*5  units.    According 
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.  to  Reynolds,  this  is  139,900  foot-pounds,  and  so  I  shall  take  one  of  what  I  call 
Regnault's  units  to  l>e  1,393  (or  774  on  the  Fahr.  scale)  foot-pounds.  There  is 
no  present  possibility  of  comparing  the  Reynolds's  measurement  with  those  so 
carefully  made  between  10^  C.  and  25'"  C.  by  Rowland  and  Griffiths. 

178.  I  must  warn  students  that  the  tables  of  numbers  given  in  engineering 
books  as  the  heat  properties  of  water  and  steam  and  other  substances  are  generally 
wrong  ;  often  very  greatly  wrong.  The  tables,  pages  320 — ^3,  have  given  me  and 
one  of  m}'  assistants  (Mr.  D.  Baxandall)  an  enormous  amount  of  trouble,  because 
we  ventured  once  or  twice  to  assume  numbers  to  be  correct  which  we  found 
published  in  treatises  and  scientific  papers  by  the  most  noted  of  English  and 
American  and  other  writers.  It  is  particularly  annoying  when  a  result  of  this 
dependence  on  others  is  the  necessity  of  altering  some  hundreds  of  scattered 
calculations.  I  am  soiTy  to  say  that  one  writer  on  whom  I  usually  place  great 
reliance  has  increased  Rankine's  u  of  the  table,  Art.,  180,  in  the  ratio  778/772. 
I  have  just  shown  that  the  ratio  ought  to  be  774/772,  and  this  is  what  I  have 
used. 

It  may  be  remarked  that  almost  all  calorimetric  measurements  made  until 
quite  recently  are  open  to  suspicion,  if  for  nothing  else  than  the  •rrors  of  the 
thermometeni.  Now  that  the  German  Reichsanstallt  is  improving  the  glass 
manufacture,  it  may  be  hoped  that  in  time  thermometers  of  mercury  in  glass 
may  be  depended  on  to  give  always  the  same  reading  at  the  same  temperature. 
For  all  temperatures  and  for  the  most  exact  readings,  practical  men  will  find 
the  "Electrical  Resistance  of  Platinum*'  thermometer  better  than  any  other. 
A  handy  "  Thermal  Junction  "  thermometer  reading  in  degrees  of  the  hydrogen 
thermometer  is  greatly  wanted.  There  is  a  German  glass  mercury  thermometer 
of  the  ordinary  kind  which  reads  to  1022'*F.,  or  550' C,  with  considerable 
accuracy,  using  a  zero  correction. 

In  time  our  measurement  of  temperature  will  probably  be,  not  by  marks  on 
an  instrument  showing  expansion  due  to  heat,  but  by  the  pressure  of  some 
vapour  or  vapours.  I'he  melting  points  of  various  substances  in  degrees  on 
the  air  thermometer,  furnish  the  best  standards  for  practical  men  at  the 
present  time. 

Rowland  has  shown  that  when  0"  C.  and  100°  C.  are  the  same  on  the  air  and 
mercury  (in  glass)  thermometers,  the  readings  t*  C.  (air)  and  T"  C.  (mercury)  are 
connected  by 

t  =  r  -  a  ({100  -  t)(h  -  t) 
where  a  and  h  are  constants.     Thus,  with  some  kinds  of  glass, 

a  =  44  X  10  -  8,  6  =  260. 

It  is  to  be  remembered  that  a  mercurj'  thermometer  has  its  stem  between 
the  0'  C.  and  100"  C.  marks  divided  into  parts  of  equal  volume. 

A  mercury  thermometer  kept  for  five  hours  at  a  high  temperature  will  often 
have  its  freezing  point  of  water  depressed  one  to  two  degrees,  but  it  will  recover. 
After  forty  years  of  use  a  mercury  thermometer  may  read  1°  C. ,  instead  of  0*  C. 
In  fairly  exact  work  the  stem  is  supposed  immersed  to  the  level  of  the  top  of 
the  mercurj' ;  in  the  most  exact  work  the  whole  thermometer  is  supposed  to  be 
at  the  same  temperature. 

But,  indeed,  remarks  like  this  are  misleading.  The  errors  of  English 
thermometers  are  very  great,  and  must  remain  great  until  we  have  a  physical 
laboratory  which  will  do  for  our  heat  measurements  what  Whitworth  did  for 
our  measurements  of  length.  The  glasses  used  differ  greatly,  and  even  the  best 
thermometers  at  Paris  and  Berlin  show  remarkable  secular  changes  of  behaviour. 
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Rises  of  Vf  or  more,  occur  after  exposure  to  high  temperatures,  so  that  all 
readings  have  to  be  checked  by  taking  an  ice  reading  afterwards.  That  pressure 
coefficients  must  be  used  is  obvious,  if  one  remembers  that  even  the  effect  of  the 
pressure  of  the  mercury  column  itself  is  very  evident  when  we  change  a  ther- 
mometer from  its  vertical  to  a  horizontal  position ;  and  barometric  pressure 
alters  sometimes  in  these  islands  by  3^  inches.  It  is  true  that  at  the  Bureau 
International  they  are  able,  with  a  uem't  dur  glass  mercury  thermometer,  and 
possibly  at  Berlin,  to  get  readings  which  approach  those  of  the  hydrogen 
thermometer  with  errors  +  •002*'  C.  ;  but  it  is  absurd  for  any  experimenters 
using  English  glass  mercury  thermometers  to  pretend  to  a  greater  accuracy  than 
a  tenth  of  a  degree. 


CHAPTER   XIX. 

PROPERTIES  OF  STEAM. 

1 70.  Squared  paper  is  now  in  ver}^  common  use  to  show  how 
one  thing  depends  upon  another.  I  assume  that  students  have 
already  used  it  to  express  the  results  of  experiments  in  a  mechanics 
or  heat  laboratory. 

The  following  experiment  must  be  made  by  every  student  who 
hopes  to  understand  the  steam  engine. 

Get  a  little  boiler  with  some  water  in  it  and  a  gas  flame  to  heat 
it  with.  Most  of  the  air  must  have  been  driven  out  by  escaping 
steam  before  the  following  observations  are  made.  There  must  be  a 
safety  valve.  A  thermometer  (its  bulb  protected  so  that  pressure 
shall  not  alter  its  readings)  measures  the  temperature  of  the  steam. 
It  is  worth  while  to  have  two  thermometers,  one  reading  Centigrade, 
the  other  Fahrenheit.  A  Bourdon  s  pressure  gauge,  whose  construc- 
tion is  described  in  Art.  110,  may  be  used  for  the  roughly  correct 
measurement  of  pressure.  I  use  also  a  mercury  gauge  which  may 
be  graduated  so  as  to  measure  the  absolute  pressure  ;  the  outer 
end  of  the  tube  being  closed  and  containing  air  kept  at  constant 
temperature  by  a  bath.  It  is  an  ordinary  part  of  the  work  in  a 
mechanical  laboratory  to  test  the  readings  of  pressure  gauges  by 
the  use  of  a  column  of  mercury  and  cistern  gauge,  and  in  accurate 
work  a  barometer  must  be  observed  for  the  atmospheric  pressure  at 
the  time.  I  shall  quote  only  the  absolute  pressure.  The  first  thing 
which  the  student  ought  to  note  is  that  when  the  temperature  is 
120°C.  the  pressure  is  28*8  lbs.  per  square  inch,  and  if  the  tempera- 
ture alters  and  comes  back  again  to  120°  C.  the  pressure  returns  to 
288.  He  will  make  out  a  table  showing  what  the  pressures  are  for 
many  temperatures,  so  that  by  means  of  it  he  knows  the  pressure  of 
steam  for  any  temperature  if  the  steam  is  in  the  presence  of  water 
or  what  we  call  saturated  steam.     This  is  a  very  important  fact,  and 
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shows  that  a  thermometer  may  be  used  on  a  boiler  instead  of  a 
pressure  gauge  to  tell  what  the  pressure  is,  but  of  course  a  table  of 
the  corresponding  numbers  is  needed.  The  student  ought  to  verify 
columns  1  and  2  of  Table  I.  or  of  Table  II.  These  tables  are  due  to 
the  very  careful  measurements  of  Regnault. 

Now,  having  his  table  of  numbers,  let  a  student  get  a  sheet  of 
squared  paper.  Such  sheets  in  which  the  length  is  17  inches  and 
the  breadth  is  10  inches,  divided  into  tenths  of  an  inch  so  that 
there  are  horizontal  and  vertical  lines  forming  little  squares  each 
one-tenth  of  an  inch  in  side,  may  be  bought  for  sevenpence  a  quire. 
Mark  off  a  scale  of  temperatures  horizontally  and  another  of  pres- 
sures vertically.  Any  scales  will  do,  depending  upon  the  ranges  of 
values  in  our  experimental  numbers.  Now  plot  a  point  for  the 
temperature  120°  C.  and  the  pressure  28*8  lbs.  per  square  inch;  and 
each  point  in  the  curve  marked  P  and  0,  Fig.  216,  represents  one 
pair  of  observed  numbers.  Having  plotted  all  such  points  use  a 
thin  batten  of  wood  to  help  in  drawing  the  curve  which  passes 
through  all  the  points.  If  there  are  errors  of  observation,  their 
probable  values  will  be  seen  when  we  have  drawn  the  curve  which 
lies  most  evenly  among  the  points.  The  curve  not  only  represents 
the  observed  numbers,  but  corresponding  values  of  temperatures  and 
pressures  lying  between  the  observed  ones. 

There  are  some  men  who  keep  curves  of  this  kind  hanging  up 
on  the  walls  of  their  rooms  for  ready  reference,  not  merely  to  show 
how  pressure  and  temperature  of  steam  depend  upon  one  another, 
but  many  other  corresponding  quantities.  Every  morning  you  will 
find  in  the  newspaper,  curves  showing  the  heights  of  the  barometer 
and  of  atmospheric  temperature,  &c.,  at  various  times.  A  merchant 
plots  the  price  of  silk  or  cotton  yarn  or  copper,  showing  by  curves  how 
it  varies  from  day  to  day. 

Squared  paper  is  peculiarly  valuable  to  the  engineer.  A  curve 
shows  at  a  glance  the  general  nature  of  the  relationship  of  one  thing 
to  another,  and  if  it  is  drawn  to  a  large  enough  scale,  there  is  often 
as  much  accuracy  as  with  a  table  of  numbers.  Besides,  a  table  does 
not  give  one  the  intermediate  values,  and  it  is  troublesome  some- 
times to  interpolate.  The  curve  shows  to  the  eye  the  rate  of  increase 
also,  of  one  quantity  relatively  to  the  other. 

180.  In  a  laborator}^  for  the  use  of  students  of  the  steam  engine 
there  is  supposed  to  be  simple  apparatus  for  measuring,  not  merely 
pressures  above  that  of  the  atmosphere,  but  less  pressures,  and  also 
some  of  the  other  columns  of  numbers  shown  in  Tables  I.  and  II.,  Art. 
180,  and  it  is  only  by  such  measurement  that  a  student  gets  a  good 
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working  knowledge  of  the  properties  of  steam.  Of  course  there  are 
men  of  genius,  one  in  a  century,  who  may  know  of  things  through 
mere  reading ;  but  the  engineering  world  is  getting  too  much  filled 
up  by  men  whose  knowledge,  or  rather  ignorance,  of  practical  physics 
is  due  merely  to  reading.  One  cannot  in  a  few  woi-ds  describe  why 
actual  observation  should  be  so  necessary  for  true  knowledge ;  pro- 


^0 


SO      "^      7£d  IBS' 

Degrees  Centigrade. 


£00 


Fif;.  216. 


bably  a  lying  witness  after  a  simple  cross-examination  by  a  skilful 
barrister  would  be  able  to  describe  it  easily  enough. 

There  is  no  better  practice  for  the  student  than  to  plot  the 
various  columns  of  numbers  given  in  the  following  table,  so  that  one 
may  find  the  value  of  jp,  u,  H,  I,  <f>  for  water  or  0  for  steam,  rapidly, 
for  any  value  of  the  temperature  or  for  any  value  of  the  pressure. 
Some  of  these  are  shown  in  Figs.  216  and  217.  Notice  how  P 
increases  more  and  more  rapidiy  as  0  increases,  and  how  L  regularly 
diminishes  as  6  increases.     Table  II.  is  obtained  from  Tabic  I.  by 
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interpolation.  Very  often  it  is  a  definite  pressure  that  is  given  and 
we  wish  to  6nd  the  other  properties,  and  then  such  a  table  will  be 
found  valuable. 


WaU-r-Steam. 
Although  the  properties  of  water-steam  used  in  the  steam  engine 
are  tabulated,  it  sometimes  saves  trouble  to  use  Regnault's  formulae 
in  many  calculations.     These  are : — 

Total  heat   of  a  pound   of  steam  JET  at  ff'C.  or  ^  F.,  absolute 
temperature  being  t 

H  =  6065  +  -305  ^  1  -    ^     ,.       , 
(1)     -     .     .     .     ff=  522-5  + -305 /r°*^^''*'S«de  units. 

E=  1082  +  305^)  .    „  ,       ,    .        .^ 
H  =  041-4  +  "305  e  )  '"  **"f*"°^>*  units. 

The  hoat  for  water  froiu  0°  C.  to  ff"  C.  may  be  taken  to  be 

/,  =  (  +  -00002  C-  +  -0000003  (^     ....     (2) 
The  latent  heat  /  i^ 

l  =  H-h     .     .     .     .     (3) 
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In  almost  all  calculations  on  the  steam  engine  we  may  take  h  as 
equal  to  6  on  the  Centigmde  scale  or  to  ^  —  32  on  the  Fahrenheit 
scale,  so  that 

I  =  606-5  -  -695  ^  I  ^     ,.       . 
(4)     .     .     .     .     Z  =  796-2  -  -695  t  i  Centigrade. 

/=  1114  -  -695^)  ^  u      L  -. 
/  =  1433  -  -695  t  \  Fahrenheit. 

It  is  convenient  in  this  place  to  give  other  formulae  which  we  are 
likely  to  employ  in  our  heat  calculations. 

Rankine's  formula,  probably  the  most  accurate,  is 


7  A        ^       ^ 


.     .     (5) 


Where,  if  p  is  in  pounds  per  square   inch,  and  t  is   absolute 
temperature  Fahrenheit,  we  have 


A 

6-1007 
5-8123 
5-4148 
5-1854 

Log.  10  B. 

Log.  10  C. 

Water  and  ateaiii    .... 

Alcohol 

Ether 

3-43642 
3-31233 
3-31402 
3-30728 

5-59873 
5-75323 
5-21706 
5-21839 

Bisulphide  of  carbon  .    .    . 

With  Centigrade  temperature  subtract  '25527  from  log.B,  and 
'51054  from  log,  C. 

A  fairly  accurate  formula,  of  easy  application,  is  that  of  Professor  Unwin  : 
p  is  in  pounds  per  square  inch, 

log.  ,„;,  =  3-8031-^;'^ (6) 

if  t  is  absolute  temperature  Fahrenheit ; 


7625 


or  log.  10 ;j  =  5-8031  -  -^^-^ 


(6) 


if  t  is  absolute  temperature  Centigrade. 

A  formula  sometimes  used  is  this,  p  being  in  atmospheres, 

__  ^fl^F.  -  212_  .rC-  100  ,-^ 

log.io?'-'>^op,_^3g5- 0^,^—221 .7    •    -    -U) 

There  are  formulae  often  used  which  are  of  the  type 

2)  =  a{9  ■{■  hY 


(8) 


where  a,  h  and  r  may  be  found  from  the  table  by  a  class  of  students.  In  many 
cases  c  is  taken  as  5.  But  any  value  of  c  between  5*7  and  4*7  may  be  taken, 
and  values  of  6  and  a  are  easily  found  which  will  give  a  useful  formula.     It  is. 
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however,  easy  to  show  that  no  such  formula  can  be  satisfactory  ;  for,  if  it  were 

d$ 
true,  then  ^^  ought  to  be  a  linear  function  of  $.     Now,  my  students  have  cal- 

culated  -71  very  carefully  from  Regnault's  values,  using  the  method  of  Ex.  7,  Art. 

dB 
128,  and  they  have  plotted  the. values  of  p^  and  B  on  squared  paper,  and 

they  do  not  get  a  straight  line :  the  departure  from  a  linear  law  is  very  marked. 
I  therefore  use  (8)  only  when  I  wish  to  interpolate,  but  when  I  wish  to  actually 
calculate  p  from  B,  or  B  from  p,  I  use  the  Rankine  formula,  or  in  less  accurate 
work  I  use  (6)  or  (7). 

In  Art.  366  we  see  how  to  calculate  u  the  volume  in  cubic  feet 
of  a  pound  of  steam  at  the  pressure  p  lbs.  per  square  inch.  The 
values  so  calculated  are  given  in  our  table.  We  find  that  these 
numbers  satisfy  the  rule 

j^i  0646  =  479     ....     (9) 

181.  Imagine  A  (Fig.  218)  to  be  a  cylinder  of  one  square  foot 
in  cross  section  with  a  piston,  containing  one   pound  of  water 


^^^^^^^N^^5^ 


s^^C"^^^^^^^^ 


'  -   ^■.• 


■  > 


Fia.  218. 


BtuiTy  and  let  us  suppose  it  to  be  surrounded  by  a  bath  which  keeps 
it  at  any  known  temperature. 

The  total  load  on  the  piston,  including  its  own  weight,  being 
2737*6  lbs.,  I  know  that  the  normal  atmospheric  pressure  being 
2116*4  lbs.  per  square  foot  there  is  a  total  downward  pressure  on  the 
water  of  4,854  lbs.  per  square  foot,  or  33*71  lbs.  per  square  inch.  Now, 
if  the  bath  and  water  were  originally  at  0°  C,  the  water  stuff  being 
liquid,  if  the  water  is  raised  gradually  in  temperature  to  125°  C,  it 
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gets  a  little  larger  in  volume,  but  this  small  change  of  volume,  and 
indeed,  the  whole  volume  of  the  water  I  shall  neglect.  The  heat 
given  to  the  water  is  called  h  in  the  table,  and  is  125*6  units,  or 
125*6  X  1,393  foot-pounds.  The  bath  is  supposed  to  keep  the 
temperature  of  the  stuff  exactly  at  125°  C.  in  all  that  follows,  and 
therefore  our  changes  must  proceed  very  slowly.  The  slightest 
lessening  of  the  load  will  cause  the  piston  to  rise  and  part  of  the 
water  becomes  steam,  and,  although  the  temperature  remains 
constant,  the  bath  must  give  heat,  called  latent  heat  to  the  stuff. 
When  as  shown  in  C.  the  stuff  is  all  steam,  it  has  received  from  0""  C. 
the  total  heat  644*5  units,  called  H  in  the  table.  That  is,  it  has 
received  the  additional  heat  called  latent  heat,  519  units,  called  I  in 
the  table,  being  H  —  h.  The  smallest  increase  of  pressure  will  cause 
the  piston  to  fall,  and  as  the  bath  keeps  the  temperature  constant  at 
125""  C.  the  steam  becomes  water  again,  giving  up  its  latent  heat. 
In  the  state  jB,  suppose  that  there  is  0*4  lb.  of  water  and  0*6  lb.  of 
steam  at  125''  C,  the  water  has  received  the  total  heat  h  x  '4, 
and  the  steam  H  x  '6,  so  that  the  total  heat  of  the  pound  of 
stuff  is  easily  calculated,  and  if  we  start  in  the  condition  A,  all  water 
at  0**  C,  and  get  to  the  condition  B  at  125°  C,  it  is  this  total 
amount  *4  A  +  '6  JT",  which  has  been  given  to  the  stuff  from  the 
bath. 

It  is  well  to  remember  that  the  steam  has  not  this  total  amount 
of  energy  in  it,  for  although  it  has  received  this  or  ('4  A  +  '6  jBT) 
1,393  foot-poimds,  it  has  done  work  on  the  piston,  whose  amount  is 
4,854  x  the  change  of  volume.  Now,  I  shall  neglect  the  volume  of 
the  water,  and  the  volume  of  one  pound  of  this  kind  of  steam  is 
12*12  cubic  feet,  so  that  the  increase  of  volume  has  been  0*6  X  12*12. 
Hence  to  get  the  actual  energy  in  our  pound  of  stuff  we  must 
subtract  4,854  x  0*6  x  12*12,  or  35,300  foot-pounds. 

182.  I  have  sometimes  had  tables  printed  giving  the  values  of 
H  and  A  and  /  in  foot-pounds ;  every  H  and  A  and  I  of  Table  I., 
Art.  180,  being  multiplied  by  1393,  Joule's  Equivalent;  but  in 
practice  I  find  that  everybody  prefers  to  use  heat  units.  The  value 
of  u  was  calculated  by  Rankine  from  the  thermodjmamic  formula — 

Art.  366.      The  values  of  -f~  have  been  worked  out  by  my  students 

at 

as  in  Ex.  7,  Art.  128,  and  tabulated  after  correction  by  a  curve.    The 

external  work  done  by  the  steam  in  its  formation  is  pu  foot-pounds,  if 

p  is  in  pounds  per  square  foot ;  I  have  converted  it  into  heat  units  b 

dividing  by    Joule's  Equivalent.      I  have  subtracted  this  from  H 

to  find  the  intrinsic  energy  JP,  or  energy .  actually  possessed  by  a 
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pound  of  steam  in  excess  of  the  energy  possessed  by  a  pound  of 
water  at  0**  C. 

183.  In  Chap.  XXUL  I  endeavour  to  describe  the  use  of  i^^ 
and  ^f.  <f>y,  is  the  entropy  of  a  pound  of  water  calculated  as  in  Art. 
208 ;  <l>g  is  the  entropy  of  a  pound  of  steam.    It  will  be  seen  that 

^  latent  heat 

Ym  —  <Pw  -r  absolute  temperature 

The  student  must  understand  that  (f>y,  and  ^^  are  properties 
possessed  by  a  pound  of  water  and  by  a  pound  of  steam, 
respectively. 

Example.  What  is  the  entropy  of  1  lb.  of  water-steam  containing 
0-4  lb.  of  water,  and  06  lb.  of  steam  at  125^  C.  ?  Answer  (see  Table  I.). 
One  way  of  working  is  to  say  0-4  x  '380  +  06  X  1-680  =  1160 


APV 


^ 


Fic.  219. 


ranks.  Another  equally  good  is  to  say: — There  is  the  entropy  of 
1  lb.  of  water  at  125"*  C,  or  0*380,  and  addition  of  entropy  due  to  the 
formation  of  0*6  lb.  of  steam,  or  06  x  the  latent  heat  519  divided 
by  the  absolute  temperature  399. 

Curves  P  and  Q,  showing  the  values  of  <f>^  and  <f>,  for  every  tem- 
perature in  the  table,  are  usually  drawn  by  my  students  (see  Fig, 
219)  upon  somewhat  larger  and  more  expensive  squared  paper  than 
what  they  use  for  ordinary  calculation. 

Intermediate  curves  are  also  drawn,  dividing  every  horizontal 
distance  between  P  and  Q  into  ten  equal  parts.  Indeed,  some  of 
my  students  who  use  the  d  <f>  diagram  for  many  practical  purposes, 
divide  the  spaces  into  many  more  parts  than  ten,  so  that  for  example 
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in  the  above  case  they  have  only  to  look  for  the  line  APQ  which 
corresponds  to  125°  C. ;  they  take  SQ  2&  0-4  of  QP,  so  that  the 
point  S  represents  the  state  of  the  pound  of  water  stuff  given 
above. 

A  carefully  prepared  0if>  diagram  will  also  have  drawn  upon  it 
curves  of  constant  volume  for  a  pound  of  mixed  steam  and  water. 
It  will  also  have  curves  of  constant  volume  and  pressure  of  super* 
heated  steam  as  described  in  Art.  205.  I  find  that  a  blackboard 
with  all  these  lines  upon  it  is  very  useful.  The  lines  of  the  squared 
paper  are  especially  useful  as  the  area  of  each  square  represents 
energy  (see  Art.  208). 

184.  The  numbers  in  the  last  two  columns  of  Table  II.  are 
described  in  Art.  214,  1st  case.  For  example  take  100  lbs.  pressure. 
A  perfect  non-condensing  engine  using  the  Rankine  cycle  would 
use  18*54  lbs.  of  this  steam  per  hour  to  produce  one  horse-power, 
and  this  number  serves  as  a  standard.  Thus,  suppose  some  non- 
condensing  engine  to  give  one  horse-power  for  25  lbs.  of  such  steam, 
we  should  say  that  its  efficiency  as  compared  with  the  most  perfect 
non-condensing  engine  using  such  steam  is  18'54  -r  25,  or  0*7416, 
or  74*16  per  cent. 

It  is  the  fashion  just  now  to  use  this  kind  of  standard.  A 
better  one  is  illustrated  in  the  following  exercise : — 

Exercise.  Feed  water  is  supplied  to  the  boiler  at  60°  F. ; 
30  lbs.  of  steam  at  100  lbs.  pressure  are  used  per  hour  per  brake 
horse-power.     What  is  the  efficiency  ? 

The  total  heat  of  1  lb.  of  such  steam  is  1,182  in  Fah.  units. 
Subtracting  60  —  32,  or  28,  we  get  1,154  units  as  the  heat  given  to 
form  each  pound  of  steam,  or  1,154  x  30,  or  34,620  units  per  hour. 
Now  one  horse-power  is  33,000  x  60  -r  774,  or  2,558  heat  units  per 
hour,  so  that  the  efficiency  is  2,558  -f  34,620,  or  0739,  or  7*39  per 
cent.,  a  very  different  sort  of  answer  from  the  last. 

The  student  will  find  it  well  at  this  point  to  work  the  exercises 
given  in  Arts.  248  and  249. 

In  my  steam-water  calculations,  I  almost  always  neglect  the 
▼olume  of  water  present.  In  other  calculations  we  need  to  know 
the  volume  of  a  pound  of  water  (see  Table  I.).  At  ordinary  tem- 
peratures, about  60°  F.,  we  take  016  cubic  feet.  At  the  following 
temperatures  we  multiply  '016  by  the  following  numbers : — 

212^  F.  or  100°  C.  multiply  by  1*04 
284"  F.  or  140' C.  „  108 

356"  F.  or  180*' C.  „  113 

392' F.  or  200  C.  „  116 
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Rankine  gives  the  following  formula  for  the  volume  in  cubic 
feet  of  one  pound  of  liquid  water  at  any  absolute  Fahrenheit 
temperature  t: — 

Exercise.  A  cylinder  is  12  inches  diameter.  The  area  of 
bounding  surface  of  the  clearance  space,  including  the  area  of  the 
piston,  is  350  square  inches.  What  is  the  total  area  exposed  when 
cut  off  takes  place :  if  the  crank  is  I  foot  and  cut  off  takes  place  at 
one-third  of  the  stroke  ?  If  the  initial  steam  is  120  lbs.  pressure, 
what  is  the  weight  of  indicated  steam  ?  If  35  per  cent,  of  the  steam 
admitted  is  condensed,  what  is  the  weight  of  condensed  steam  ? 

Take  twice  this  quantity  of  water,  and  imagine  it  spread  over  all 
the  surface  exposed  at  cut  off,  what  would  be  the  thickness  of  the 
water  ?  What  thickness  of  cast  iron  would  have  the  same  capacity 
for  heat  as  this  thickness  of  water  ?  If  the  exhaust  pressure  was 
4  lbs.  per  square  inch,  what  thickness  of  iron  would  be  changed  from 
the  exhaust  to  the  admission  temperature  by  the  same  amount  of 
heat  as  the  difference  in  total  heat  of  the  condensed  steam  ? 

Exercise.  In  one  stroke  0*7  cubic  feet  of  steam  at  150°  C.  is 
supplied  to  a  cylinder  during  yV^^  ^^  *  second.  Half  of  it  is 
condensed.  The  exposed  area  of  metal  is  450  square  inches,  and  its 
temperature  is  nearly  constant  llO""  C.  How  much  heat  enters  the 
metal  per  second,  per  square  c  m  of  surface,  per  degree  difference  of 
temperature  ? 

This  steam  is  6*1 7  cubic  feet  to  the  pound,  so  that  '057  lb.  is 
condensed.    In  condensing  each  pound  gives  out  the  heat 

606-5  +  -305  (150)  -  110,  or  542  units, 

so   that   the  heat  given   to  the   metal   is   30*9   units.     The  area 

exposed  is  450  x  6*45  square  c  m,  and  the  answer  is  evidently 

30*9  X  15 

-  ■- -— --        -  or  -004  units  of  heat  per  second  per  square  centi- 

450  X  6*45  X  40  ^  f       ^ 

mfetre  per  degree  difference  of  temperature.     This  is  twenty  times 

the  greatest  emissivity  observed  between  a  small  polished  copper 

ball  and  the  atmosphere,  and  such  a  ball  owes  half  its  emissivity  to 

having  a  great  curvature  of  surface,  so  that  the  above  number  is 

about  forty  times  what  we  might  have  expected  the  emissivity  to  be 

between  air  and  polished  metal. 

185.  If  a  point  P  is  given,  to  draw  through  it  a  curve  PF^N^ 

representing   the   pressure  and  volume  of  a  quantity  of  saturated 
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steam  where  PB  represents  pressure  and   PA  represents  volume, 
to  any  scale. 

Find  the  pressure  represented  hy  PB:  let  it  be,  say  89'86  lbs.  per 
square  inch ;  PA  is  given  in  inches  as  the  linear  representation  of 
the  volume.  Let  F'^F  represent  the  pressure  6921  to  find  0 F. 
We  note  that 

OF     vol.  of  1  lb.  of  steam  at  69-21     6153.      .i.     *  li  .u  * 

OB  =vol.  of  1  lb.  of  steam  at89-86'4-^6  ^^  ^^^  '"^''' ^  '^'  "" 
0 Bis  known,  0 F can  be  found. 

In  this  way,  using  the  tables,  we  can  find  0  F  for  any  pressure 
and  plot  the  point  F^  and  so  get  the  saturation  curve  PF^N\  I 
prefer  this  method  of  drawing  the  curve.  It  may  be  more  tedious 
than  some  other,  but  it  keeps  one  in  touch  with  necessary  ideas  con- 
cerning the  properties  of  steam. 

I  do  not  know  to  what  extent  the  following  exercises  are  worth 
doing  by  students. 

Expansion  curoes  in  Steam  and  Qob  Engine  Cylinders. 

It  often  hftppena  that  we  ore  uiked  to  draw  >  p,  v  carve  through  the  point 
P  BDch  that  pt^  ie  coDEtant,  where,  for  any  point  F'  on  the  curve,  the  distance 
OF  repreeenla  t>  to  some  acale,  and  the  distanoe  FF''  tepretents  p  to  lome  scale. 
It  is  not  necessarj'  to  pay  any  attention  to  these  scales. 


Fio.  sso. 

Given  P.     Draw  PB  at  right  angles  to  or. 

Take  points  /',  O,  H,  I,  J,  M,  N,  &c.,  at  distances  from  0,  IJ,  \\,  2,  2),  i 
3},  4,  orftc.  times  OB. 

Thus,  suppose  OM  is  3^  times  OB, 

To  find  if  the  corresponding  point  in  the  curve, 
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Set  off  o&  =  1  along  OP,  to  any  convenient  scale,  say  oft  =  1  inch. 

Join  P  b  and  produce  to  L. 

Choose  the  column  of  numbers  on  the  following  table  under  any  particular 

OM 
value  of  k  that  may  be  given.     Thus,  if  k  is  0*9,  then  as  -jj^    is    3), 


we 


om 


find    —r  =  0*324,  and  hence  we  set  up  om  as  0*324  inch  if  o 6  is  1  inch. 

Join  Lm  and  produce  to  m".  Project  horizontally'  and  vertically  from  m"" 
and  M  to  find  the  point  M*  which  is  on  the  curve. 

A  number  of  points  like  M  ought  to  be  set  off  at  starting,  so  that  the  points 
like  m  may  be  set  off  rapidly. 

In  Fig.  220  we  wanted  o  draw  the  curve  pi/^'^  constant  through  the  givea 
point  P. 

We  made  oh  =  1,  o/=  '818,  og  =  *694,  oh  =  *536,  oi  =  438,  and  so  on,  the 
numbers  in  the  column  headed  '9  in  our  table,  and  so  found  all  the  points- 
quickly  on  any  scale  whatever. 

We  give,  among  other  values  of  k  in  our  table,  X;  =  1  *0646,  that  steam, 
saturation  curves  may  be  easily  drawn  :  ib  =  1  *130, because  this  gives  a  fair  ap. 
proximation  to  many  adiabatic  curves  (see  Art.  211),  when  little  water  is  present 
at  the  beginning  of  the  expansion.  We  give  k  =  1  '3  and  k  =  1  *414,  because  they 
are  the  adiabatics  for  superheated  steam  (?)  and  for  air ;  also  we  give  k=l  '37,  be- 
cause it  is  the  adiabatic  for  the  usual  mixture  found  in  gas  and  oil  engine  cylinders* 

^*  =  1  gives  the  rectangular  hyperbola  ;  the  curve  of  expansion  of  perfect 
gases  at  constant  temperature,  easily  drawn  in  other  ways. 

It  is  a  good  exercise  for  the  student  to  draw  all  these  curves  to  a  large 
scale  from  the  same  point  P,  so  that  he  may  have  a  working  notion  of  the 
differences  between  them. 


2 

24 
3 

3i 

4 

5 

6 

8 
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*7 


•855 
•753 
*616 
•527 
•463 
416 
•379 
•324 
•285 
•233 
•200 


•8    !    -9 
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•837 
723 
•574  i 
•481 
•415 
•367 
•330 
•276 
238 
189 
•158 


•818 
•694 
•536 
•438 
•372 
•324 
•287 
•235 
199 
•154 
•126 


•800 
667 
•500 
•400 
333 
*286 
•250 
•200 
•167 
•125 
•100 


13       137  I    1*4      1*414 


•789 
•649 
•478 
•377 
311 
•263 
•229 
•180 
•148 
•109 
•0862 


•782 
•640 
•467 
•365 
•299 
•252 
•218 
*170 
139 
•102 
•0794 


•777 
•632 
•457  ; 
•355  I 
•289  ' 
•243  I 
•209 
-162 
•132 
•0954  1 
•0741 


•765 

•615 

•435 

•333 

•268 

•222 

•189 

•145 

•116 

•0825 

•0631 


•748 

•590 

•407 

•304 

•240 

•196 

•166 

•124 

•0974 

•0670 

•0501 


737 

574 

•387 

285 

222 

•180 

•149 

•113 

•0869 

•0579 

•0427 


732 

•729 

567 

•564 

379 

•375 

•277 

•274 

215 

•212 

173 

•170 

144 

•141 

105 

•103 

•0814 

0794 

0544 

•0529 

•0398 

•0394 

Let  the  student  notice  the  sort  of  difference  that  exists  between  a  curve 
pv  =  constant,  and  pv^  *^*^  =  constant,  and  remember  that  there  are  some  practical 
men  who  treat  pv  =  constant,  as  if  it  were  the  saturation  curve  ;  some  people 
treat  it  as  if  it  were  an  adiabatic  curve  for  steam,  and  some  others  call  it 
vaguely  **  the  theoretical  curve  for  expansion." 


CHAPTER  XX. 

PROPERTIES  OF  GASEOUS  FLUIDS. 

186.  A  pound  of  fluid  stuff  has  three  qualities,  its  pressure 
assumed  to  be  the  same  everywhere  in  it,  its  temperature  assumed 
to  be  the  same  everywhere  in  it,  and  its  volume.  Thus  a  poimd  of 
air  at  0°  C.  (or  ^  =  274)  and  at  atmospheric  pressure  (or  ^  =  2,116  lbs. 
per  square  foot)  has  a  volume  v  of  12*39  cubic  feet,  and  it  is  very 
nearly  true  that  for  all  values  of  p,  v  and  t 

^=96-7 (1) 

z 

Hence  if  we  know  any  two  of  p,  v  and  t  we  can  calculate  the 
other.  And  so  we  say  that  if  any  two  are  known,  the  state  of  the 
stuff  is  known. 

Again,  a  pound  of  any  of  the  following  gases  has  a  law  like 

■f--B (2) 

Where  li  is  given  in  the  following  table.  The  law  is  not  strictly 
true  for  any  gas,  but  it  is  so  nearly  true  that  (2)  may  be  used  in  all 
engineering  calculations.  The  law  connecting  p,  v  and  t  for  any 
substance  is  called  its  characteriitic. 

In  Art.  172  I  give  some  exercises  on  the  calculation  of  ^  or  t?  or 
t  when  the  other  two  are  given.  I  give  here  a  table  of  such 
properties  and  laws  of  the  gases  with  which  engineers  concern  them- 
selves, as  are  necessary  in  engineering  calculations.  The  reasoning 
which  has  led  us  from  experimental  facts  to  these  laws  or  rules  will 
be  found  in  Chap.  XXXI.  The  student  will  find  his  knowledge  of 
the  subject  and  security  in  thinking  about  it  greatly  increased  by 
reading  Chap.  XXX.  on  the  Kinetic  theory. 
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187.  Properties  of  Oases.  The  unit  of  heat  is  what  is 
equivalent  to  774  or  1,393  foot-pounds.  C^  and  iare  the  specific  heats 
at  constant  volume  in  heat  units  and  foot-pounds.  Cp  and  K  are  the 
specific  heats  at  constant  pressure  in  heat  units  and  foot-pounds. 

p  is  pressure  in  pounds  per  square  foot  at  London. 

V  volume  in  cubic  feet  of  1  lb.  of  stufi*. 

t  absolute  temperature  centigrade. 


jrv 


K 


^=n=K-k,^=y 


Substance. 


a 


Air.    .   . 

Oxysen  . 

Hydrogen 

A 

B 

D 

£ 

F 

Carbonic  acid  ^ 

Carbonic  oxide 


•169 
•156 
2-416 
•1802 
•1889 
•1803 
•1902 


173 


•238 
•218 
3-406 
•250 
•258 
•250 
•260 
•25 
•216 
•243 


k 

K 

330-1 

B 

y 

2345 

96-67 

.  1-407     ' 

216-3 

302-9 

86-60 

1-466 

3354 

4729 

13750 

1410    : 

262-3 

349-4 

97-16 

1386    , 

264-5 

361-3 

96-88 

1-367 

252-4 

349-4 

97-01 

1-387 

266*3 

363-2 

96-88 

1-364 

^__ 

62-68 

241 

338 

98-9 

1-403 

Superheated  steam.  Cp  is  usually  supposed  to  be  0*475,  but 
this  is  more  than  doubtful.  Mr.  McFarlane  Gray  thinks  Cp  to  be 
0-3864+9  X  10V^-»*.  In  Chapter  XXXI.  I  show  that  if  Regnault's 
results  are  to  be  relied  upon,  then  Cp  is  '305  at  0°  C,  -36  at  100°  C, 
-43  at  150"  C. 

I  give  a  characteristic  for  steam  in  (2)  Art.  371,  which  is  however 
probably  untrue  except  near  saturation.  This  seems  the  best  result 
at  present  available,  and  yet  there  is  a  consensus  of  opinion  among 
physicists  that  vapours  tend  to  become  more  and  more  nearly  constant 
in  their  specific  heat  at  constant  pressure  as  the  temperature  increases. 

A  is  the  usual  mixture  in  gas  or  oil  engine  cylinders  using  coal 
gas,  before  ignition ;  and  B  is  the  mixture  after  ignition. 

D  is  the  usual  mixture  in  gas  engine  cylinders  using  Dowson  gas, 
before  ignition ;  and  S  is  the  mixture  after  ignition. 

F  is  the  usual  mixture  of  furnace  gases  from  boilers  when  24  lbs. 
•of  air  is  admitted  per  pound  of  coal. 

^  Carbonic  acid  is  so  far  from  being  a  perfect  gas  that  we  can  only  say  that  Cp 
from  16'  C.  to  100"  C.  is  -2025,  and  from  IT  C.  to  214"  C.  it  is  -2169,  the  mean  ratio 
of  its  specific  heats  being  1  -30.  It  is  my  opinion  that  there  is  no  possible  explanation 
of  the  increasing  values  of  Cp  both  for  carbonic  acid  and  steam  except  that  of  dis- 
sociation, although  chemists  ridicule  the  idea  of  possible  dissociation  at  these  low 
temperatures. 
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188.  FormalsB  for  Gases.  All  energy  in  foot-pounds.  One 
pound  of  gas.     Only  true  for  gases  which  satisfy  (2). 

dH^  k .  dt  +p .  dv 

=iK,dt^v,dp 

\ 

= d{jpv)-\-p  .  dv 

7-1 

■fi'i2  = T  (P2^2-i^i^i)  +  work  done 

7  —  1 

jffjj  is  the  total  heat  given  in  any  kind  of  change  from  the  state 

Pv  ^i>  h  *o  i^2»  ^2»  K 

Expansion  according  to  the  law  jm;*  =  c,  a  constant,  the  work  done 

is (  v^'^—v^"^  j  and  the  heat  given  to  the  gas  during  expansion 

=  "^"^  X  work  done. 

Expansion  according  to  the  law  pv  =  c,  a  constant,  the  work  done  is 
c  log,e  —  and  the  heat  given  to  the  gas  during  expansion  is  equal  to- 

the  work  done. 

In  gases  the  entropy  0  =  4  log.  t  +  R  log,  v+ constant. 

The  intrinsic  energy  i?=i^+ constant. 

Exercise.  If  HgO  can  be  in  the  state  of  a  perfect  gas,  its 
density  relatively  to  hydrogen  is  in  the  proportion  of  2  +  15*88,  or 
17-88  to  2,  or  8*94.  Hence  if  the  R  of  hydrogen  is  1375-0,  the  jB 
of  gaseous  HgO  is  154. 

For  the  various  values  of  the  pressure  and  temperature  of  Table  I.,. 
Art.  180,  calculate  v  if  pvjt  =  154.  The  answers  are  headed  v  in  the 
table. 

Exercise.  The   fractional  difference  between  the  volume  of  a 

pound  of  saturated  steam  u,  and  of  gaseous  HgO,  or being 

called  X',  plot  log.  x  and  log.  ^  on  squared  paper  and  see  if  there  is- 
such  a  law  connecting  them  as 

X  =  000101  p^  *^3 

which  has  been  found  by  one  of  my  students. 

189.  To  £nd  the  specific  heats,  K  and  k^  of  a  mixture  of  gases.     If  we- 
have  Wi,  tc,,  10^,  &c.,  lb.  of  gases  whose  specific  heats  are  K^,  K^  &c.  ;  huh^^  &c. 
Then 
K={io^KY  +  WjiTa  +  Ac. )/(?('!  +  w<^  +  &c.)andl'  =  {wik-^  +  wJc^-\'kQ.)l{i')^  +  W2+kc.} 


J  J 
«'?. 


Important  Results  to  be  Checked  hy  Students, 
Table  I. — One  cubic  foot  of  coal  gas  with  the  following  ccMnposition  (by 
volume),and  5*76  cubic  feet  of  air,  and  4*5  cubic  feet  of  the  prpduc^Cs  of  a  previous-- 
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oombostioD.  What  I  call  r^  and  r^  for  each  kind  of  gait,  are  capacities  for 
heat  per  cubic  foot,  q  in  the  amount  of  each  constituent  in  cubic  feet  to  one 
cubic  foot  of  coal  gaH. 

OiAL  OaS    ExOIJfE   MlXTTKE    BEFORE  CoMBrSTION. 


cubic  ft. 

9 
0-46 

*'p 
•2359 

•99    X 

•1085 

?<•» 

Hydrogen .... 

•168 

•4554  X 

•168 

Orbon  monoxide. 

0-075 

•237 

1 

If 

•0178 

•0750 

♦» 

Marsh  gas     .    .    . 

0-3950 

•?arn 

154 

ti 

•1294 

•6062 

>» 

OlefUnt  gas  ,    .    . 

0038^) 

•4106 

203 

t* 

•0156 

•0771 

?f 

Nitrogen    .... 

0-005^) 

•237 

1 

» t 

•0012 

•0050 

»f 

HjO  vapour  .    .    . 

o-<j2rjo 

1 

6-76 

•2984 
•2374 

1-36 

»f 

•0060 

1       0272 

t» 

Air 

1 

«i 

13680 

5760 

»» 

Products    .... 

4-5 

1 1  -253 

1 
1 

•2581 

1124 

>> 

11614 
28079 

'    5058 

I 
I 

ff 

Total 

12066    X 

1 

•168  . 

Hence  for  the  mixture  Cp  =  02496,  c,  =  0^1802 ;  ratio  1385  ;  difference  -0694. 
Coal  Oa»  ExfaNE  Mixttke  after  Combustion. 


cubic  ft. 

1-3714 
'    0-6714 
,     4-6554 

6-4982 

•2984 
•3307 
•2370 

136  X 
1-55 

1 

•168 

«t 

qc. 

gc- 

HgO  vapour  . 
Carbon  dioxide 
Nitrogen   . 

...     _ 

•4092 

•1889 

10790 

1-6771 

1865    X    168 

•8865      „ 
45654      ,, 

!  ToUl 

1 



73069  X    168 

Or  for  the  mixture  c^  =  0^2681,  r,  =  01889 ;  ratio  1*367  ;  difference  -0692. 
D0W8ON  Oah  Engine  Mixture  before  Combustion. 


Hydrogen  .... 
Carbon  monoxide 
Marsh  gas .... 
OleAant  gas  .    •    •  | 

Nitrogen 

(IJarbon  dioxide       ! 


>  l^^iuots 


A  •  •• 


cubic  ft. ' 

•7        , 

^P 

c. 

9fp 

gc 

•1873 

•2359 

•99      X 

•168 

•0442 

•1854  X 

•168 

•2507 

•237 

1 

»i 

•0604 

■2607 

If      1 

•0031 

•3277 

154 

It 

•0010 

•0048 

»f 

•0031     . 

•4106 

203 

(t 

•0013 

•0063 

1 
11 

•4898    1 

•237 

1 

»f 

•1161 

•4898 

ti 

•0657 

•3307 
•2374 

156 

*i 

»> 

•0217 

•1018 

f> 

11325 

1 

•2689 

11325 

9» 

2 

•2694 

11323 

>» 

•5188 

22646 

»l 

41322 

— 

1 

10314 

44359  X 

•168 

(/=: -2496,  r,  =    1803  ;  ratio  1-385  ;  difference  0693. 
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DowsoN  Gas  Engine  Mixture  after  Combustion. 


cubic  ft. 
^        1 

<^P 

136  X 

165 

1 

•168 

»» 
fi 

qCp 

qc. 

Water  vapour  .    . 
Carbon  dioxide 
Nitrogen    .... 

0-2019 
0-3279 
1-3845 

•2984 
•3307 
•2370 

•0602 
•1084 
•3281 

■2746  X    168 
-5083 
1-3845 

TotAl 

19143 

— 

•4967 

21674  X    168 

Cp  =  -2594,  c,  =    1902  ;  ratio  13637  ;  diflFerence  0692. 

1 90-  When  we  develop  thermod)niamic  rules  (Chap.  XXX.)  for 
all  kinds  of  stuff,  it  is  an  excellent  exercise  to  apply  them  to  the  case 
of  a  gas  which  approximately  satisfies  (2),  Art.  186.  But  the  student 
must  remember  that  (2)  is  only  approximately  true  for  any  substance. 
It  is  very  nearly  true  in  air,  nitrogen,  oxygen,  and  hydrogen.  In  nitro- 
gen and  air,  ^  decreases  slightly  as  p  increases.     For  hydrogen,  -^ 

increases  as  p  increases.  An  examination  of  the  more  correct 
characteristic  for  carbonic  acid  will  show  that  (2)  is  nearly  true 
at  the  temperatures  and  pressures  which  exist  in  ordinary  chimneys 
and  flues.  It  is  not  very  wrong  to  assume,  as  I  shall  do  in  exercise 
work,  that  (2)  is  true  for  superheated  steam  ;  our  knowledge  of  water 
in  this  state  is  described  in  Chap.  XXXII. 

The  important  fact  to  remember  is  this,  that  there  is  some  law 
^called  its  characteristic)  connecting  the  j?,  v  and  ^  of  a  pound  of  any 
kind  of  stuff,  although  our  knowledge  of  it  may  be  quite  defective. 

Again,  the  state  of  a  pound  of  water  stuff  consisting  of  x  lb.  of 
:steam,  and  1  —  ic  lb.  of  water  is  supposed  to  be  completely  known  to 
us  (it  is  well  to  recollect  that  we  suppose  the  temperature  the  same 
everywhere  in  the  stuff)  if  we  know  its  v  and  its  p,  or  its  v  and  its  t. 
It  is  a  peculiar  case  this  of  change  of  state,  because  there  is  a 
-discontinuity,  a  sudden  change  from  water  to  steam,  and  if  the 
pressure  is  known  the  temperature  is  already  known,  so  that  there 
must  be  a  second  independent  thing  given,  such  as  t?  or  a;.  If  t?  is 
known,  x  can  be  found  (or  indeed  if  x  is  known,  v  may  be  found). 
For  in  the  tables  of  Art.  180  if  we  know  p  or  i,  we  know  ?t,  the 
volume  of  a  pound  of  steam ;  here  we  have  x  lb.  of  steam,  so  that  its 
volume  is  cm,  and  as  the  volume  of  the  water  is  very  small,  we 
neglect  it  in  our  steam  engine  calculations,  so  that  v  —  xu. 


CHAPTER    XXL 

WORK  AND   HEAT. 

191.  There  are  many  forms  of  energy  which  may  be  given  to 
or  given  out  by  bodies  in  Nature,  but  in  our  study  of  thermo- 
dynamics we  recognise  only  two: — 

1.  Mechanical  work  done  by  a  fluid.  If  the  volume  increases 
from  t?  to  «?  +  St?,  we  say  that  the  work  done  by  the  fluid  is  more 
and  more  nearly  'p .  h)  foot-pounds,  as  the  change  of  volume  Sv  is 
considered  to  be  smaller  and  smaller.  Indeed,  I  am  not  sure  that 
the  best  definition  of  pressure  is  not  this :  If  fluid  has  already  done 
work  W^  and  if  in  the  increase  of  volume  Si;  the  extra  work  iW  \» 
done,  then  y  .  &?  =  8  JT,  or  rather 

^        dv 

That  is,  pressure  is  the  rate  at  which  work  is  done  per  cubic  foot 
of  expansion. 

Of  course  if  Sv  is  negative ;  if  the  volume  gets  less,  the  work 
done  by  the  fluid  is  negative ;  that  is,  work  is  done  upon  it. 

Observe  that  the  most  immediate  way  of  finding  BW  is  through 
the  infinitely  small  change  of  volume  Sv,  We  could  calculate  BW  in 
more  laborious  ways  from  knowing  infinitely  small  changes  in  pressure 
p  and  the  temperature  Bt. 

2.  Heat  S-H"  given  to  the  fluid  when  it  changes  its  state  in  any  way. 
If  the  change  of  state  is  an  infinitely  small  one  we  can  calculate 

BH  from  our  knowing  any  two  of  the  changes  Bt  or  Bv  or  Bp.  The 
changes  being  infinitely  small  we  can  say  that 

BH=  k  .Bt+  l.Bv (1) 

=  K,Bt  +  L,Bp (2) 

=  F,Bp+V.Bv (3) 

where  A,  /,  K,  L,  P  and  V  are  numbers  which  we  know  if  we  know  all 
the  properties  of  the  stufi:  These  numbers  are  called  specific  heats 
or  latent  heats  or  capacities,  and  they  may  be  quite  different  in  one 
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state  of  the  stuff  from  what  they  are  in  another.  We  might  have 
expressed  BJi'^  in  some  similar  way,  but  how  cumbrous  and  un- 
necessary it  would  have  been!  Now,  just  as  BW  '^  p,Bv,  so  there 
is  a  much  quicker  way  of  calculating  Sff  than  by  either  (1),  (2) 
or  (3).  There  is  a  property  of  the  stuff  called  its  entropy  0,  which 
is  such  that  any  change  in  it,  S0,  if  multiplied  by  t  the  absolute 

temperature,  gives  Bff  or 

g^=^.S0 (4) 

When  stuff  changes  in  state  we  can  use  either  (1)  or  (2)  or  (3)  to 
calculate  the  amount  of  heat  given  to  it,  but  if  we  only  know  the 
change  in  <f>,  the  rule  (4)  is  of  all  ways  the  easiest  for  calculation. 

The  most  general  statement  of  the  laws  of  thermodynamics  is  this : 

When  a  body  changes  its  state  and  has  heat  energy  BIT  given  to 
it,  and  it  gives  out  mechanical  energy  BW,  the  intrinsic  gain  of 
energy  is  BH^-BW]  call  this  B£  and  use  the  name  "intrinsic 
energy  "  for  K     This  is  the  total  energy  actually  in  the  stuff. 

1st  Law.  The  U  in  the  stuff  is  always  the  same  when  the  stuff 
returns  to  the  same  state ;  in  fact,  U  can  be  calculated  if  we  know 
p  and  v,  or  p  and  t,  or  v  and  t. 

2nd  Law.  The  0  of  the  stuff  is  always  the  same  when  the  stuff 
returns  to  the  same  state ;  in  fact,  <f>  can  be  calculated  if  we  know 
the  state. 

192.  First  I«aw.  A  great  number  of  practical  problems  are 
solved  at  once  if  we  remember  the  first  law,  and  if  we  know  how  to 
calculate  the  intrinsic  energy. 

Now  we  do  not  know  the  real  intrinsic  energy  of  any  stuff,  but 
we  do  knov^r  in  many  cases  how  much  greater  it  is  in  one  state  than 
in  another.  For  example :  In  air,  oxygen,  nitrogen,  hydrogen,  and 
other  gases  we  find  it  nearly  true  that  the  intrinsic  energy  depends  only 
on  the  temperature.  Thus,  when  the  temperature  keeps  constant,  if 
the  stuff  expands  doing  work,  the  amount  of  heat  given  is  exactly  equal 
to  the  work  done,  that  is,  there  is  no  gain  or  loss  of  intrinsic  energy. 
When  no  work  is  done  (volume  constant)  the  heat  given  to  a  gas  is 
all  stored  as  intrinsic  energy.  Now  it  is  found  that  the  heat  given 
to  a  gas  at  constant  volume  to  raise  it  from  tQ  to  t  is  k  (t  —  to) 
where  A;  is  a  constant  quantity  called  the  specific  heat  at  constant 
volume.  As  we  are  only  concerned  with  differences  we  may  say  that 
the  intrinsic  energy  in  a  pound  of  stuff  is  let,  although  we  can  attach 
no  meaning  to  such  a  statement  at  such  low  temperatures  that  the 
stuff  no  longer  behaves  like  the  mathematical  substance  called  a 
perfect  gas. 

Exercise  1.  What  heat  must  be  given  to  a  pound  of  gas  when 
it  changes  in  volume  from  v^  to  v^,  its  pressure  p  remaining  constant  ? 

z 
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Answer,  Heat  =  gain  of  intrinsic  energy  +  work  done.  The 
work  done  =  ^(Vg  —  v^).  To  find  the  gain  of  intrinsic  energy  we  must 
find  the  change  of  temperature.     The  stuff  follows  the  law  pv  =  Rt. 

Hence  t^  =  ?^,  t^  =  ^  ;   gain  of  intrinsic  energy  =  ^(t^  —  tj)  = 


k 


I 


k 
Hence  heat  =   j.piv^--  v^)  +  p  (v^  —  v{) 


^P{^+  l)  (^2  -  ^i)- 


This  may  be  put  in  many  shapes.  Thus  pv^  =  Rt^,  pv^  =  St^  and 
the  above  becomes  (k  +  B)  (t^  —  t^).  Now,  if  we  say  "  Heat  given  = 
specific  heat  K  at  constant  pressure,  multiplied  by  change  of  tem- 
perature "  we  see  that  k  +  B  =  K. 

Exercise  2.  When  a  pound  of  gas  changes  in  any  way,  what  is 
the  heat  given  to  it  ?     ATiswer,  Heat  =  A;  (^g  ~  ^i)  +  work  done. 

We  see  therefore  that  the  question  cannot  be  answered  in  numbers 
unless  we  know  the  work  done.     Calling  the  work  done    W,  and 

seeing  that  t^  =  ^^  t,  =  -?|i. 

k 
Heat  =  -  (^2^2  -  Pi^i)  +  ^• 

This  formula  is  of  great  value  in  air  engine,  gas  engine  and  oil 
engine  work. 

Exercise  3.  A  pound  of  gas  at  400"  C.,i?  =  10,000  lbs.  per  square 
foot  whose  -B  is  9567,  what  is  its  volume  ? 

Answer,  As  ^  =  95-67.      v  =  5*729. 

It  receives  7  x  10^  foot-pounds  of  energy  as  heat  at  constant 
volume,  find  its  new  pressure  and  temperature. 

Ansiver.  The  heat  is  all  stored  as  intrinsic  energy,  and  as 
k  =  252-3  (see  Art.  187),  the  change  of  temperature  is  7  x  10^-r  252%3 
or  2,775°  C.  It  is  easily  seen  that  the  new  pressure  is  3,300  lbs. 
per  square  inch. 

Exercise  4.  Given  a  pyV  diagram  for  a  pound  of  one  of  the  gases 
of  the  table  Art.  187,  find  the  rate  of  reception  of  heat. 

Bff  =  k.Bt  +  p.Sv 

dH       J  dt    ,  ,,. 

dv=^'dv+^ ^'> 

We  shall  call  this  h. 

It  is  evident  then  that  our  answer  is  just  of  the  same  dimen- 
sions as  a  pressure ;  the  one  being  "  mechanical  energy  given  out 
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l)y  the  stuff  per  unit  increase  of  volume,"  the  other  being  "  heat 
•energy  taken  in  by  the  stuflf  per  unit  increase  of  volume."  Suppose 
we  get  an  indicator  diagram  and  we  do  not  know  the  temperature 
anywhere,  we  only  see  jp  drawn  to  scale,  we  know  not  what  scale, 

except  that 


dv 


or  h  must  be  shown  to  the  same  scale. 


It  is  convenient  to  change  (1). 

As^  =  ^     -^  =  ^   (p  +  "f^  -^\     Hence  (1)  may  be  written, 
R'    dv      B   \  dv/ 

since  R  =  K  —  k  and  K/k  is  called  7 


or 


This  is  really  the  same  as  (1),  but  it  will  be  observed  that  we  can 
^et  h  in  terms  of  p  without  knowing  how  much  stuflF  is  present,  and 
we  need  not  care  what  are  the  scales  of  ^  or  v.    . 

193.  The  following  numbers  were  measured  on  a  gSM  engine 
indicator  card  of  the  stuff  A  of  the  table  Art.  187,  whose  7  is  1*385. 
The  stuff  was  in  a  cylinder  whose  clearance  volume  was  known, 
and  of  course  this  is  included.  The  student  will  do  well  to  draw  the 
diagram  from  the  dimensions  given.  If  he  does  so  he  will  get  much 
more  accurate  answers. 


V. 


Compres 


25 
20 
14 
10 


Expan 


sion 


14-7 
19-6 
29-7 
45*2 


8ion 


10 

45  2 

10-2 

79-7 

10-4 

123-2 

10-6 

157-7 

10-8 

181-7 

110 

188-2 

120 

166-2 

13 

146-2 

15 

116-7 

17 

95-7 

19 

80-7 

21 

68-7 

23 

58-7 

ip/Sv. 


-0-96 
-1-70 

-3-88 


average  r. 


avorage  p. 


22-5 

17 

12 


173 

218 

173 

120 

33 

-22 

-20 

-14-8 

- 10-5 
-7-5 
-60 
-5-0 


101 

10-3 

10-5 

10-7 

10-9 

11-5 

12-5 

14 

16 

18 

20 

22 


171 
24-6 
37-5 


h  or 


dv 


5-92 
13-8 
14-6 


62-4 

101-5 

140-4 

169-7 

184-9 

177-2 

156-2 

131-6 

106-2 

88-2 

74-7 

63-7 


4760 

6210 

5230 

3930 

1590 

-20-8 

-85-8 

-64-9 

-54-5 

-33-8 

-41-5 

-57-1 


z   2 
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It  is  to  be  noticed  that  during  compression  as  t;  is  diminishing  or 
Sv  is  negative,  since  -j-  is  positive,  it  means  that  heat  is  being  lost 

by  the  stuff.  Until  v  =  109  in  the  expansion,  notice  that  the  stuff 
first  receives  heat  and  thereafter  loses  heat.  The  student  ought  to- 
draw  h  to  the  same  scale  as  that  to  which  pressure  is  drawn. 

If  it  is  required  to  know  rate  of  reception  of  heat  per  second,, 
h  X  velocity  of  piston,  evidently  represents  what  is  wanted.  For  this, 
purpose  we  may  without  much  inaccuracy  imagine  the  connecting 
rod  to  be  infinitely  long ;  therefore  we  describe  a  semicircle  on  the 
distance  which  represents  to  scale  the  length  of  the  stroke,  and  we- 
multiply  the  ordinate  of  our  h  diagram  by  the  ordinate  of  the  semi- 
circle for  any  position  in  the  stroke. 

It  is  obvious  that  an  exercise  like  this  well  carried  out  will  teach 
students  a  great  deal  more  than  may  be  described  here. 

If  an  expansion  curve  follows  the  law  pv^  =  c  a  constant,  aisi 

p  =  CV"', 

dp 
v-±-  =  — 


dv 


Hence  (2)  becomes 


h  = {-sp+-fp)  ^'^- ^p 

Thus  in  the  latter  part  of  the  above  expansion,  if  we  plot  log.  2> 
and  log.  V  on  squared  paper,  we  shall  find  |w?^'^^^  =  constant,  and  hence 
A  =  -  0-50^7. 

Again,  in  the  above  compression  it  will  be  found  that  pv^'^^^  i& 

constant,  and  therefore   ,     =  047  p, 

dv 

194.  I  give  a  little  thermodsrnamici  in  Chap.  XXXL,  but  I 
write  for  students  who  are  supposed  to  know  something  of  thermo- 
dynamics already,  and  especially  the  proof  of  the  second  law. 
Elementary  students  of  heat  and  advanced  students  who  wish  to 
study  the  philosophy  of  this  subject  will  find  no  great  help  here. 
I  think  that  the  mathematical  basis  of  the  second  law  as  given  in 
my  book  on  the  Calculus  is  well  worth  study.  The  course  or 
one'i  elementary  study  is  usually  this : — 1.  The  equivalence  of 
mechanical  and  heat  forms  of  energy.  2.  When  change  of  state  of  a 
body  occurs ;  what  is  the  heat  given  ?  what  is  the  work  done  ?  how 
are  these  usually  calculated  ?  3.  The  mathematical  conception,  a 
Camot  cycle,  stuflF  taking  in  heat  H  when  expanding  at  constant 
temperature  T\  giving  out  heat  h  when  being  compressed  at  constant 
temperature  t\   when  change  of  temperature   occurs  it  is  due   to 
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:adiabatic  expansion  or  compression.  4.  An  engine  which  could 
follow  a  Carnot  cycle  is  reversible.  The  study  of  this  section  of  the 
.subject  may  break  over  the  barriers  of  our  mathematical  assumptions 
in  regard  to  the  nature  of  matter  and  energy  and  become  a  study  of 
the  universe.  Keeping  to  mathematics  we  are  led  to : — 5.  All  rever- 
sible engines  working  between  the  same  higher  and  lower  tempera- 
itures  are  equally  efficient,  and  therefore  this  efficiency  depends 
oipon  the  temperatures  alone.  6.  Define  temperature  to  be  such 
that  in  a  reversible  engine 

Nett  work  ^  T  -  t 

7.  Calculate  what  this  scale  of  temperature  must  be  by  calculating 
nett  work  and  H  when  some  particular  substance  is  used  whose 
properties  are  known.  8.  The  scale  of  temperature  so  found  is  such 
that  if  we  can  imagine  the  substance  to  be  one  whose  intrinsic 

•energy  depends  only  upon  its  temperature,  and  if  it  is  also  such  a 

(■  jt\ 
-=-)  is  a  linear  function  of  the  scale  of 

dp/v  const 

temperature  employed,  then  the  value  of  p  (—J  being  called 

the  absolute  temperature,  the  above  condition  is  satisfied.  9.  The 
properties  of  air,  nitrogen  and  hydrogen  are  such  that  we  can  approxi- 
mate very  closely  to  the  scale  of  temperature  required,  and  as  a  help 
to  our  recollection  of  our  results  we  have  invented  an  ideal  substance, 
<5alled  a  perfect  gas,  which  is  such  that  if  t  is  our  absolute  tempera- 
ture, and  if  v  and  p  are  its  volume  and  pressure 

vplt=^Ii 

where  E  is  constant  and  where  t  may  be  taken  as  ^0.4-273*7. 
'$°  C.  being  the  reading  on  what  we  call  sometimes  an  air  thermometer 
4ind  sometimes  a  nitrogen  or  hydrogen  thermometer  with  delightful 
vagueness. 

105.  The  fact  most  impressed  upon  the  young  engineer  is  this, 
that  in  trying  to  convert  as  much  of  the  heat  energy  IT  as  possible 
into  the  mechanical  form,  the  temperatures  limit  our  power,  and 
we  can  only  in  the  most  perfect  heat  engine  convert  the  fraction 

of  the  whole. 

Carnot  thought  that  when  heat  fell  in  temperature  and  work 
was  done,  it  was  like  water  falling  down  a  height  in  a  water-wheel. 
He  was  wrong.  H  at  the  higher  temperature  T  becomes  only  h  at 
the  lower  temperature  t,  the  difference  H—h  being  converted  into 
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work  w  in  SL  perfect  engine.  Taking  it  that  all  energy  is  in  the  sam& 
units,  we  have  -  =  — ^yr* 

Instead  of  thinking  of  -ff  as  analogous  with  weight  of  water,  let 

IT 

US  take  -=  as  analogous  with  weight  of  water. 

rr 

A  weight   y^ falling  through  the  height  T—t  would  do  the  work 

rr 

—  (T—t),  so  that  the  analogy  is  complete. 

106.  Lord  Kelvin  put  forward  a  suggestion  once  that  may 
not  probably  be  acted  upon  much,  until  coal  is  more  expensive.  It  is- 
this.  Just  as  in  a  heat  engine  we  take  in  heat  ff  at  T,  give  out 
heat    h  at  t,  converting  only  the  small  quantity  w  =  ff  —  h  or 

ff  into  work ;  so  in  a  reversed  heat  engine,  we  might  take  in 

h  at  the  lower  temperature  t,  do  work  w  and  deliver  the  large 

T 
amount  of  heat  k  +  tt\  or  w at  the   higher    temperature^ 

Many  refrigerating  machines  already  work  on  the  principle.  Let  us- 
take  a  concrete  example. 

Exercise.  Suppose  that  for  1  lb.  of  coal  whose  calorific  energy 
is  8,300  centigrade  units  of  heat,  we  get  1  brake  power  hour,  using^ 
Dowson  gas  and  a  gas  engine ;  that  is,  we  get  work  equivalent  to 

-       '  —  or  1,422  heat  units.     Suppose  that  this  work  is  given  to  a 

reversed  heat  engine  taking  in  heat  h  in  air  on  a  cold  day  at  10°  C^ 
the  atmospheric  temperature,  and  by  compression  giving  it  out  at 
20°  C.  Let  us  imagine  this  to  be  done  with  an  efficiency  of  90  per 
cent.,  which  is  quite  practical.     Then  the  work  1,422  will  allow  the 

heat  1,422  ^^^.'t  ^^  x  9  or  37,620  to  be  given  to  the  air. 

Here  then  is  a  comparison  : 

By  direct  heating,  the  usual  way,  all  the  heat  of  the  coal  being 
given  to  the  air  (it  is  unusual  to  give  nearly  so  much),  the  air  gets 
8,300  units  of  heat. 

By  using  a  gas  engine  and  reversed  heat  engine,  the  heat 
37,620  is  given  to  the  air. 

It  looks  at  first  sight  like  a  creation  of  energy,  but  the  student 
will  see  that  the  heat  energy  is  not  created  ;  we  have  the  work 
1,422,  this  is  changed  into  heat,  and  the  extra  heat  36,198  is  raised 
in  temperature.     All  that  is  disadvantageous  in  the  heat  engine- 
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becomes  advantageous  in  the  reversed  heat  engine,  whether  it  is 
used  for  heating  or  for  refrigerating. 

The  comparison  would  be  more  striking  if  we  assumed  that  by 
some  electric  battery  method  we  could  get  more  useful  work  from 
1  lb.  of  coal  than  we  can  get  by  using  Dowson  gas  in  a  gas  engine. 

107-  The  reversibility  of  a  heat  engine  depends  upon  this,  that 
when  the  stuff  gains  or  loses  heat  it  shall  do  so  to  a  body  of  infinite 
capacity  for  heat  at  the  same  temperature.  In  the  Camot  cycle 
heat  H  is  taken  in  at  the  higher  temperature  T,  heat  h  is  given 
out  at  the  lower  temperature  t ;  change  of  temperature  occurs 
adiabatically. 

Stirling's  regenerator  produces  a  reversible  heat  engine  in  the 
same  way.     Imagine  air  to  be  the  stuff  used.     A  pound  of  air  ex- 

pands  from  v^  to  v^  at  T,  taking  in  the  heat  H  =  RT  log.  -^  and 

doing  work  equal  to  H,  The  air  then  goes  through  a  passage  whose 
walls  have  infinite  capacity  and  gradually  alter  in  temperature  from 
T  to  t,  so  that  the  air  gets  lowered  to  t  in  passing  through,  its 
volume  keeping  constant.^  The  heat  given  up  by  the  air  and  stored  in 
the  regenerator  is  k  (T—t)  the  pressure  falling.  The  air  is  now 
compressed  at  the  constant  temperature  t  from  v^  to  v^,  giving  out 

the  heat  h  =  Rt  log.  --,  the  work  done  upon  it  being  equal  to  A.     It 

is  now  passed  in  the  reversed  way  through  the  regenerator,  taking 

in  the  heat  k  {T—t)  in  reaching  its  initial  condition,  volume  t?j, 

temperature  T, 

The  regenerator  gives  out  the  same  heat  that  it  took  in.     At 

every  point  in  the  passage  through  it,  the  air  gives  up  or  takes  heat 

from  a  part  of  the  regenerator  which  is  at  the  same  temperature  as 

itself.     The  heat  taken  in  was  H\  the  heat  given  out  was  h\  the 

S      T 
net  work  done  was  ff—h,  and  we  see  that     -  =  -,  so  we  have  the 

fi        t 

efficiency  — --  as  before.     The  student  can  work  out  the  Ericsson 

form  for  himself 

The  Joule  air  engine  is  not  reversible.    The  stuff  takes  in  heat 
at  Constant  pressure  and  gives  it  out  at  lower  constant  pressure,  the 
other  two  parts  of  the  cycle  being  adiabatics.     It  is  specially  inter- 
esting because  in  its  reversed  form  it  is  the  best  known  form  of  * 
refrigerating  machine. 

^  Ericsson  let  its  pressure  keep  constant. 


CHAPTER  XXII. 

WORK  AND   HEAT.       ENTROPY. 

198.  I  TAKE  it  that  my  readers  know  something  of  thermody- 
namics already.  The  application  of  the  above  notions  to  chemical  and 
physical  questions  generally  will  lead  to  the  study  of  the  availoMlity 
of  the  heat  in  a  system  of  bodies  whose  temperatures  are  not  the 
same.  With  this  matter,  so  all-important  in  physical  chemistry,  the 
engineer  need  not  concern  himself;  he  is  more  concerned  to  study 
thermodynamics  from  the  entropy  point  of  view,  because  he  has 
one  stuff  at  the  same  temperature  and  pressure  throughout.  I  have 
given  the  mathematics  of  the  subject  in  Chap.  XXXI. 

190.  If  stuflF  is  at  the  absolute  temperature  t  and  we  give  the 
small  amount  of  heat  hH  to  it,  we  say  that  we  give  it  the  entropy 

-    .     Engineers  seem  to  have  great  difficulty  in  understanding  why 
z 

we  introduce  the  notion  of  this  ghostly  quantity,  but  they  must  get 
accustomed  to  it.  The  entropy  of  a  body  is  said  to  be  its  0.  If 
a  body  has  the  entropy  <^,  the  pressure  jp,  the  temperature  t,  the 
volume  V,  and  the  intrinsic  energy  E,  and  receives  heat,  does  work, 
goes  through  all  sorts  of  changes,  and  is  brought  back  to  the  same 
2>  and  v  again,  it  will  be  found  that  it  is  also  at  its  old  t,  that  its  E 
is  the  same,  and  also  its  (f>  is  the  same.  The  heat  given  to  and 
taken  from  the  body  are  by  no  means  the  same ;  the  work  done  by 
and  upon  the  body  are  by  no  means  the  same ;  but  the  entropy 
given  to  and  taken  from  the  body  are  exactly  the  same. 

It  is  a  mathematical  idea  which  must  be  taken  in,  and  it  is 
ahnost  impossible  to  get  the  idea  without  working  exercises  on  heat 
engines.  There  is  no  good  analogy  to  help  the  beginner,  but  I 
may  try  this  one. 

When  a  body  changes  its  state  by  a  small  amoimt  and  we  have 
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given  to  it  the  heat  energy  SIT,  and  let  it  give  out  the  mechanical 
■energy  B  W,  and  if  all  sorts  of  such  changes  take  place  and  the  body 
•comes  back  to  its  old  state  again,  how  do  we  take  account  of  what 
has  happened : — 

1.  If  we  reckon  up  all  the  work  done  Jy,  and  done  on  the  stufif  we 
•do  not  find  that  the  accounts  balance. 

2.  If  we  reckon  up  all  the  heat  given  to,  and  given  out  by  the 
stuflF  we  do  not  find  that  the  accounts  balance. 

3.  If  we  look  upon  all  the  work  and  heat  as  energy  and 
calculate  it  all  in  foot-pounds,  we  find  that  the  account  does 
balance. 

Now,  is  there  any  way  in  which  we  can  make  the  work  account 
l)alance  by  itself?  Yes ;  when  the  work  BW  is  done,  do  not  reckon 
it  up  directly,  but  divide  by  the  p  at  the  time,  and  tJien  reckon  up : 
what  we  really  reckon  up  is  BW -r- p.  or  Bv,  the  mere  change  of 
volume,  and  this  mtcst  come  back  to  the  same  value  again. 

Similarly,  if  we  divide  every  Bff  by  t,  so  that  when  1,000  units 
of  heat  are  taken  in  at  the  constant  temperature  500,  we  say  "  the 

entropy  added  is  -rTwt-  or  2,"  and  again  when  we  take  out  the  heat 

500  at  the  constant  temperature  400  we  say,  "  the  entropy  taken 

away  is  j^  or  2  " ;  if  we  take  care  to  reckon  in  this  fashion,  every 

amount  Bff  being  divided  by  the  t  at  the  time,  and  if  we  call  the 
BJI  divided  by  the  t  by  the  name,  entropy,  we  shall  find  that  when 
the  stuff  is  brought  back  to  its  old  state  again,  we  have  just  given 
out  as  much  entropy  as  we  have  taken  in.  The  account  balances 
oxactly. 

Is  there  any  other  good  analogy  ?  Many  a  time  have  I  worried 
over  this  pedagogic  difficulty.  How  to  give  this  powerful  idea  in 
a  simple  way.  What  is  the  use  of  trying  to  prove  this  second 
law  of  thermodynamics  unless  one  knows  that  one  can  compre- 
hend it  when  one  has  proved  it  ?  And  so  many  men  prove  it  in 
books  and  talk  glibly  about  it,  to  whom  it  is  a  mere  bit  of  mathe- 
matics !  Is  it  a  name  for  its  unit  that  is  wanted — then  here  I  give 
it  a  name  for  the  first  time.  When  1,800  units  of  heat  are  given  at 
the  absolute  temperature  600,  I  shall  say  that  entropy  of  the 
amount  1,800  -r  600  or  3  Banks  is  given  to  the  body.  This  will 
be  3  Ranks  whether  the  heat  is  in  Fahrenheit  units  at  absolute 
Fahrenheit  temperature,  or  Centigrade  units  at  absolute  Centigrade 
temperature.  The  name  Rank  I  take  from  the  name  of  Rankine 
who   first  used   (f>   and  gave   it   a   name  which    I    need  not   now 
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mention,  as  everybody  ases  another  name  *  entropy/     In  general 
equations  entropy  is  measured  as 

heat  received  in  work  units 
lute  temperature  of  reception 

so  that  Ranks  must  be  mnltiplied  by  Joule  s  equivalent. 

300.  Latent  heat  is  usually  given  to  water  kept  at  constant 
temperature,  to  convert  it  into  steam;  in  this  case  the  gain  of 
entropy  is  easily  calculated.  It  is  the  latent  heat  divided  by  the 
absolute  temperature. 

When  the  temperature  of  a  body  changes  as  it  receives  heat,  we 
have  to  calculate  the  gain  of  entropy  by  small  amounts  and  add 
up.  The  gain  B<f>  is  the  gain  of  heat  Sff,  divided  by  the  absolute 
temperature  t  Thus  a  pound  of  water  receives  heat  Sff,  which 
in  heat  units  is  very  nearly  Bt  when  being  heated  from  t  to  t  +  SC 

(see  Art.  208).  We  say  that  it  has  gained  the  entropy  dif>  =  —  and  we 

must  integrate  this  to  get  the  total  gain  from  the  temperature  t^  or 

<f>-<f>Q  =  log.  t  -  log.  t^ 

If  tf,  is  461  +  32  Fahrenheit  or  2737  Centigrade,  the  freezing 
point  of  water,  and  <f>  is  counted  from  this,  so  that  <f>Q  is  0,  as  I 
usually  employ  <f>v,  to  denote  the  entropy  of  a  pound  of  water. 

Of  course  <f>,  for  a  pound  of  steam  is  <(>„,  +-.    The  <^  of  a  pound  of 
stuff  made  up  of  x  lb.  of  steam  and  1  —  aj  lb.  of  water  is  evidently 

201.  We  shall  see  in  Art.  362  that  in  a  pound  of  perfect  gas 

whose  laAV  is  ^-  =  S  where  p  is  in  pounds  per  square  foot,  and  v  in 
cubic  feet,  if  the  entropy  was  c^^'when  the  stuff  was  in  the  state  ^^,1;, 


o 


and  Iq 


<t> -<!>,  =  }:  log.  Jl+JClofr^ (1) 

or  =  A' log. '- -  i?  log  ^i (2) 

or  =  ^  log. -f  +  iJ  log  J^ (3) 
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Here  A,  K  and  R  are  in  foot-pound  units.  Or  if  we  divide  all 
across  by  Joule's  equivalent,  we  get  <f>  in  Ranks,  and  we  may  still 
use  k  and  K  for  the  specific  heat  at  constant  volume,  and  constant 
pressure,  respectively,  in  units  equivalent  to  Banks,  and  if  R  is  known,, 
it  is  easy  to  divide  it  by  Joule's  equivalent ;  thus  for  air,  RjJ  becomes 
•0687  ranks.  Our  numbers  are  now  the  same  for  either  scale  of 
temperature. 

Exercise.    One    pound  of   air,  p^  =  2116  (one    atmosphere),. 

Vq  =  12-39,  ^0  =  493  (Fah.)  and  R  =  5315,  let  if)^  be  called  0 ;  find  <^  in 

Rt 
ranks  when  i?  =  3,  ^  =  900.     We  find  that  p  would  then  be or 

15,950  lbs.  per  square  foot. 

R 
K  for  air  in  heat  units  is  2375,  y^^  =  0687,  and  as  if  -  i  =  -B' 

for  any  perfect  gas  when  in  foot-pound  units 

k  =  K-R=-  -2375  -  -0687  =  1688  in  heat  units. 

Hence  (1),  (2)  ^nd  (3)  become 

<f>  ranks  =  -1688  log.  ^^  +  2375  log.  j^=  00041 
= -2375  log.  |g  -  0687  log.  i|^^  =  00041 

=  -1688  log.  |g  +  -0687  log.  ^^  =  00041 

so  that  we  see  we  get  the  same  answer  by  all  the  ways  of  working, 
302.  The  statement  that  <f)  depends  on  the  state  of  the  stuff,  is 

often  put  in  other  ways. 

Thus  in  classes  in  physics  we  are  taught  how  Camot  conceived  of 

stuff  working  in  an  engine  under  these  conditions ; — 

1.  Receiving  heat  IT  at  constant  temperature  T,  from  a  source  of 
heat  at  the  same  temperature,  expanding  and  doing  work. 

2.  Expanding  adiabatically  in  a  non-conducting  vessel,  and  doing 
further  work,  till  it  reaches  the  temperature  t, 

3.  Being  compressed  (having  work  done  upon  it)  at  constant 
temperature  t,  and  giving  up  heat  A  to  a  refrigerator  at  this  lower 
temperature. 

4.  Being  further  compressed  adiabatically  so  that  it  shall  retumi 
to  its  first  condition  again. 

Carnot  showed  that  this  engine  is  reversible,  and  that  it  is  not 
possible  to  conceive  of  an  engine  taking  the  heat  If  at  T,  and  giving; 


/ 
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.  up  heat  at  t^  which  would  do  more  work.  We  know  that  the  netN^ 
Avork  done  by  this  perfect  engine  is  -H*  —  A  (all  our  measurements  of 
energy  being  mechanical). 

TT 

The  gain  of  ij>  in  the  first  operation  is  -jp  and  its  loss  in  the 

third  operation  is  -  and  there  is  no  gain  or  loss  of  ^  in  the  second  or 
.fourth  operations. 

Our  statement  as  to  <^  is  that  -^  =  - 


or 


H-h      T^t 


H 


T 


That  is,  the  efficiency  of  our  perfect  heat  engine  or  of  any  rever- 
sible engine  working  between  the  absolute  temperatures  T  and  t  is 

(T-'tyT.  Perhaps  the  second 
law  of  thermodynamics  may  be 
better  known  to  students  in 
this  form  than  in  the  form  of 
Art.  191. 

203.  If  we  are  given  the 
values  of  any  two  of  the  quali- 
ties V,  p,  t,  E,  and  <^  for  a  pound 
of  stuff,  we  are  supposed  to  be 
able  to  find  all  the  others. 

This  statement  may  be  said 
to  be  the  most  general  way  of 
presenting  the  two  laws  of 
thermodynamics.  Indicator  dia- 
grams show  the  state  by  the 
values  of  jp  and  r,  and  areas  represent  work  done.  Many  investi- 
gators have  in  a  general  way  used  other  diagrams,  and  indeed  a 
diagram  connecting  any  two  of  the  above  properties  may  be  used 
in  studying  the  behaviour  of  a  pound  of  stuff. 

The  tij>  diagram  is  not  particularly  valuable  in  calculations  on  air 
or  other  gases,  but  for  stuff  which  is  in  two  forms,  water  and  steam 
for  example,  the  changes  which  Rankine  and  Clausius  had  so  much 
difficulty  in  calculating,  go  on  visibly  on  the  diagram. 

It  is  to  Mr.  MacFarlane  Gray's  persistence  that  we  owe  the  now 

common  use  of  the  t<^  diagram,  so   directly   applicable   to   steam 

engine  problems.     Even  when  steam  is  superheated  a  good  deal,  we 

probably  still  have  both  steam  and  water  always  present   in  the 

•cylinder  of  an  engine. 


^A 
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If  we  make  a  t<f>  diagram  for  a  pound  of  any  kind  of  stuff.    If 
the  stuflF  changes  in  state  (Fig.  221)  from 

<f>  or  FQ  and  t  or  PM,  to  (f)  +  Bif>  or  MS  and  t  +  SiorSV 

if  the   heat  taken  in   is  Sff,  the  definition    of   entropy   is   that 

S(f)  =  ——SO  that  t'Bff)  =  SH,  and  therefore  the  area  PSVR  repre- 

sents  the  heat  taken  in  during  the  change.  Hence  in  any  great 
change,  say  from  C  to  F,  the  total  heat  taken  in  is  represented  by 
the  area  CFSFODC, 

a04.  Thus  the  rectangle  DEFC,  Fig.  222,  shows  a  Carnot. 
cycle ;  heat  H  is  taken  in  during  the  isothermal  operation  DE,  at 
the  absolute  temperature  t^ ;  heat  H^  is  given  out  during  the  iso- 
thermal operation  FC,  at  the  absolute  temperature  ^3.     Now,  the 
distances  DG  and  CG  represent  these  absolute  temperatures,  and  it. 
is  evident  that  as  H^  is  represented  to  scale  by  the  area  BEJG,  and. 
iTg  by  CFJG  then  H^  —  H^  or  the  area  DEFG  is  the  work  done. 

™    ,  work  done      DEFG      DC 

We  have  ____=__  or -^^ 

or  -^-- — ^ 

h 

It  is  worth  while  for  the  student  to  study  the  figure  more  care- 
fully, writing  1,  2,  3,  4  for  the  operations,  writing  the  value  of  the 
entropy  at  each  comer  and  noting  that 

It  makes  an  excellent  set  of  exercises — I  hope  that  they  will  not  be- 
thought too  tedious — to  work  out  very  carefully  all  that  occurs  in  a 
Carnot  cycle  performed  upon  a  pound  of  air ;  calculating  both  from. 
the  pv  diagram  point  of  view  and  the  0ij>  point  of  view.  The  student 
had  better  illustrate  the  work  with  two  figures,  one  like  Fig.  222,  the 
other  a  jM?  diagram,  both  drawn  to  scale. 

We  can  find  the  values  given  in  the  following  table  in  various 
ways.  In  these  four  exercises  I  take  the  most  easy  way  for  each 
operation,  but  the  student  ought  to  accustom  himself  to  all  the  ways 
suggested  in  Art.  192. 

Exercise  1.  A  pound  of  air  v  =  3  cubic  feet,  2?  =  15,950  lbs.  per 
square  foot,  t  (absolute  Fahrenheit)  =  900  (these  agree  with  i2  =  5315 
Art.  186)  expands  at  constant  temperature  to  v  =  12,  find  the  new 
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Pf  the  heat  taken  in,  the  work  done,  the  gain  in  E  the  intrinsic 
energy,  and  the  gain  in  entropy. 
Answer. 

pxl2      15,950  X  3  ^^^^ 

90r=  —900—  o^i^  =  3^9««- 

Work  done  =  pv  log.  4  (see   Art.  188),  or  66,310  foot-pounds  (or 
'85'68  in  heat  units).     Gain  in  entropy  =  heat  85*68  *-  temperature 


^ 


^ 


r^-s 


^r^ 


m 
£. 


% 


-i* 
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«00  =  0-0952.      Gain  in  JE  =  0.      Let  these  results  be  written  in 
the  table. 

We  had  better  count  entropy  ^  as  0  at  atmospheric  pressure,  and 

t  2?  - 

0**  C.    It  is  easy  to  show  as  in  Art.  362  that  ff>  =  K  log.-jQ-q  —  B  log.  — 

^jo  Pq 

so  that  at  7>,  0  is  00041 5. 

Exercise  2.  A  pound  of  air  v  =  12,  p  ^  3,988,  t  =  900,  expands 
adiabatically  to  v  =  4246,  find  the  new p  and  t,  &c. 

Ansnyer,  Expansion  being  according  to  the  law  pv^'^^  constant 
p  (42-46)**<»'^  =  3,988  (12)i*^*,  so  that p  =  676.     Hence  t  =  539. 

Exercise  3.  A  pound  of  air  at  v  =  4246,  p  =  676,  t  =  539,  is 
oompressiKl  at  constant  temperature  to  the  volume  10*62 :  what  is  its 
pressure,  the  work  done  upon  it,  the  heat  taken  from  it  and  the  loss  of 
entropy  ?     Ayiswer,  Its  pressure  is  2,704.     The  work  done  upon  it  is 

4*^*46 
Ri  log.  j^-^^  or  53*15x539  log.  4  or  39,720,     This  is  also  the  heat 
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taken   from   it,  or   dividing  by  774   we  have  51*32  units  of  heat. 
Dividing  this  by  539  we  find  0952  the  loss  of  entropy. 

Exercise  4.  A  pound  of  air  at  t?  =  10*62,  jp  =  2,704,  t  =  539,  is 
compressed  adiabatically  to  ^  =  900 :  find  its  v  and  p  and  the  work 
•done  upon  it.  There  is  no  loss  or  gain  of  heat  or  entropy.  Answer. 
4?  =  3,i?  =  15,950,  w;  =  -  47,350. 


Points. 

V. 

p- 

D 

3 

15950 

E 

12 

3988 

F 

42-46 

676 

C 

10-62 

2704 

D 

— 

900 

900 
540 

540 


B. 


38-21 

38-21 
5  099 

5-099 


<fr 


Heat  taken 
in  (heat  and 
work  units). 


-00415^ 


•09935 J 


-09935 


) 


-00415) 


47-40 
66360 


28-44 
39820 


Work  done 
by  stuff. 


} 
} 
}- 


66310 

47350 

39720 

-47350 


The  student  will  notice  that  in  the  Carnot  cycle  of  a  perfect  gas 
the  works  of  the  two  adiabatic  operations  are  equal.  This  becomes 
<5learer  when  we  recollect  that,  work  done  in  an  adiabatic  operation  is 
at  the  expense  of  intrinsic  energy  and  intrinsic  energy  of  a  perfect  gas 
depends  only  upon  temperature. 

He  is  not  likely  to  spend  too  much  time  in  all  kinds  of  study  of 
the  Carnot  cycle  of  a  perfect  gas.  All  the  calculations  are  of  a 
nature  likely  to  teach  useful  lessons,  both  when  they  are  being 
carried  out  and  in  the  study  of  their  results. 

205.  Oases.     t<f)  diagrams, 

1.  Take  H  =  5315,  ^o=  493,  Pq=  2116,  K  =  238.     Plot  <l>  for 

values  of  t  =  493,  550,  600,  650,   700,  750,  800,  &c.,  if 

t 
■<f>  =  K  log.  T(7o  ;  cut  this  curve  out  of  a  sheet  of  zinc  as  a  template. 

For  the  values  of  p,  1  J,  2,  2^,  3,  3^,  &c.,  atmospheres,  calculate 

P 
the  value  of  B  loff.  — . 

^  Po 
Now  draw  t<f)  curves  of  equal  pressure,  sliding  the    template 

Jiorizontally  so  that  each  shall  represent 

t  p 

<f>  =  -K'log.  -r  —R  log.  — . 
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2.  In  the  same  way  make  a  template  for  ^  =  Z;  log.  -j-  and  for 
^  =  li,  %,  2,  v^,  2J,  v^,  &c.,  \  v^,  \  Vq,  \  v^,  \  v^,  &c.,  calculate  B 
log.-  the  distance  through  which  the  template  must  slide  hori- 
zontally. 

In  this  way  my  students  have  obtained  sheets  of  curves  which 
they  use  for  rapid   calculation   of  difficult   looking   problems.     Of 
course  isothermal  and  adiabatic  lines  are   straight  horizontal   and 
vertical  lines.     On  such  a  diagram  it  is  easy  to  lay  out  the  t<f>  expan- 
sion curve  of  a  given  gas  engine  indicator  diagram. 

Superheated  Steam, 

If  from  the  point  of  saturation  we  may  imagine  the  stuff  to 
behave  as  a  perfect  gas,  the  intrinsic  energy  of  1  lb.  of  superheated 
steam  is  the  same  as  that  of  1  lb.  of  saturated  steam  at  the  same- 
temperature,  because  intrinsic  energy  of  a  gas  depends  upon  tempera-^ 
ture  only.  This  assumption  is  good  enough  for  many  steam  engine- 
calculations.  Hence  then  a  tif>  diagram  for  a  perfect  gas  is  also  an 
E<f>  diagram.  I  think  that  to  assume  K  to  be  "475  in  any  important- 
calculation  is  very  wrong  (see  Chap.  XXXI.),  but  until  a  proper 
measurement  is  made  we  may  adopt  it  for  academic  purposes.  The 
density  of  steam  being  taken  as  f  that  of  air,  the  72  of  a  j)ound  of 
superheated  steam  may  be  taken  to  be  153.  Also  {K  —  k)  774  =  R 
so  that  h  =  0  278. 

My  students  have  added  to  the  ordinary  tif>  diagram  for  water  and 
steam,  the  t(f>  diagrams  for  constant  pressure  and  volume  of  super- 
heated steam  to  facilitate  some  exercise  work  that  is  really  some- 
what misleading.  For  example :  If  there  is  only  a  pound  of  dry 
steam  in  a  cylinder,  how  does  it  receive  heat  if  it  expands  accord- 
ing to  the  law  pv  constant,  or  pif  constant,  if  a  is  less  than  1*13- 
so  that  we  know  there  is  heat  received  during  expansion.  As. 
I  believe  that  there  is  always  some  water  present  in  cylinders  I 
look  upon  this  as  an  academic  exercise.  If  it  must  be  worked,, 
I  say  that  we  may  take  it  as  the  case  of  a  perfect  gas  and 
the    rate    of    reception    of    heat    per   unit   change   of  volume    is 

i  ?>  where  7  is  1*3. 
7  —  1  -^  ' 

In  calculating  the  total  heat  required  for  the  production  of  1  lb.  of 
superheated  steam  of  pressure  p  and  temperature  6^,  I  usually  assume- 
that  water  at  0°  C.  is  first  converted  into  saturated  steam  at  the 
pressure  y^  and  tlio  temperature  6°  C.  receiving  Regnault's  H,  and 
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that  it  then  receives  the  further  heat  (^^  —  0)x  0*48,  assuming  0*48 
as  the  constant  specific  heat  of  superheated  steam.  This  gives  us 
606-5  +  0-305^  +  -48  (0^  -  0).  Rankine  on  the  assumption  of  048 
being  the  constant  specific  heat  of  superheated  steam  from  0*"  C. 
gives  another  formula.  But  we  know  that  it  is  wrong  to  assume  0*48 
as  the  constant  specific  heat  'from  5  to  ^^ ;  Rankine  assumed  it 
correct  from  0°  C.  to  0^°  C,  and  he  is  much  more  incorrect  than  we. 

206.   IntrinBic  Energy  E  of  Water-Steam. 

The  intrinsic  energy  of  a  pound  of  water  at  ^°  F.  is  the  heat,  A, 
of  the  table,  Art.  180.  We  ought  to  subtract  the  work  done  in 
expansion,  but  this  is  evidently  vei'y  small. 

The  intrinsic  energy  of  a  pound  of  steam  at  f"  F.  is  the  heat,  H,  of 
the  table,  (in  foot  pounds)  minus  the  work  done  by  it  in  its  forma- 
tion which  is  pu  foot-pounds,  or  Jjf  —  pu. 

The  intrinsic  energy  therefore  of  1  lb.  of  stuff  consisting  of  x  lb.  of 
steam,  1  —  aj  lb.  of  water  is 

U  =  x{ff  —  pu)  +  (1  —  x) A,  or 
H  =1  h  +  x{l  -pu)  .    .    .    .  (1) 

h  and  I  are  in  work  units  or  pu  is  divided  by  Joule's  equivalent  774  if 
H  is  to  be  in  heat  units.  Notice  that  values  ot  I  —  pu  (called  E  in 
the  table)  are  given  in  heat  units. 

Exercise.  A  pound  of  stuff  '7  of  steam,  '3  of  water,  at  95  lbs. 
per  sq.  in.  (or  323°'9  F.)  expands,  becoming  8  of  steam,  '2  of 
water,  at  50  lbs.  per  square  in.  (or  280°*8  F.) ;  what  heat  has  been 
given  ?  Consulting  the  table  w^e  see  that  the  gain  of  intrinsic  energy 
is  251  +  -8  (839)  -  (2951  +  '7  x  8049)  or  637  heat  units :  this  is  to 
be  added  to  the  work  done  and  the  work  cannot  be  calculated 
without  more  data. 

207.   Ezercises  Illustrating  Tests  of  Wetness  of  Steam. 

1.  Condensing  Method.  A  well-lagged  tank  containing  200  lbs.  of 
water  at  60**  F.  increases  5  lbs.  in  weight  by  the  reception  of  wet 
steam  at  101*9  lbs.  per  sq.  in.  pressure,  brought  by  a  small  connection 
from  the  steam  pipe ;  the  temperature  at  the  end  being  83°  F.  If 
no  heat  has  been  lost  find  the  wetness  of  the  steam. 

Answer,  x  lb.  of  steam  and  1  —  x  lb.  of  water  cooling  to  32°  F. 
from  329°  F.  would  give  out  the  heat  11822  x  +  2995  (1  -  x)  heat 
units,  and  subtracting  83  —  32  or  51,  because  each  pound  of  stuff  is 
only  reduced  to  83°  F.,  we  have  5  (8827  x  +  2485)  as  the  total  heat 
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given  to  the  200  lbs.  of  water,  which  being  raised  from  60°  F.  to 
83%  receives  200  (83  -  60),  or  200  x  23,  or  4,600  units.  Hence 
5  (882-7  X  +  248-5)  =  4,600.  Hence  x  =  0-761,  or  76-1  per  cent,  of 
the  stuff  is  steam,  and  23-9  per  cent,  is  water.  The  student  will 
i^otice  that  the  most  important  defect  of  this  method  lie43  in  the 
difficulty  of  measuring  accurately  the  increased  weight  of  the  tank. 

2.  Condensing  Method.  Some  steam  is  continually  being  drawn  off 
from  the  steam  pipe  into  a  small  surfkce  condenser.  Suppose 
the  pressure  in  the  steam  pipe  to  be  101*9  lbs.  per  sq.  in.  The  water 
in  one  hour  is  weighed  and  found  to  be  5  lbs.,  its  temperature  being 
110"*  F.  The  condensing  water  which  passes  during  the  hour  is 
measured  and  found  to  be  300  lbs.,  its  temperature  upon  entering 
being  60**  F.,  and  on  leaving  being  75°  F.  What  is  the  wetness  of 
the  steam  in  the  pipe  ? 

Answer.  Calculating  as  in  the  last  exercise,  if  in  each  pound  of 
stuff  we  have  x  lb.  of  steam,  and  1  —  a;  lb.  of  water :  this  at  329"*  F. 
cooling  all  to  water  at  llO""  F.  gives  out,  per  pound, 

1,182  X  +  299-5  (1  -  x)  -  (110  -  32) 

units  of  heat.  Five  times  this  is  equal  to  the  heat  given  to  300  lbs. 
of  water  to  raise  it  15  Fahrenheit  degrees,  or  4,500  heat  units. 
Solving  the  equation,  x  =  0*769,  or  76*9  per  cent,  of  the  stuff  is 
steam. 

3.  Throttling  Method.  A  small  supply  of  steam  is  drawn  off  from 
the  steam  pipe  and  throttled  in  passing  through  a  well-lagged  tap 
into  a  well-lagged  chamber  from  which  it  can  escape  freely  into  the 
atmosphere.  If  the  original  steam  does  not  contain  much  moisture 
it  will  be  superheated  after  the  throttling,  and  the  temperature  of  it 
enables  us  to  calculate  the  previous  wetness. 

Suppose  the  steam  at  101*9  lbs.  per  square  inch  and  329''F.,and  that 
in  the  chamber  at  atmospheric  pressure  the  temperature  is  found  on  a 
very  accurate  thermometer  to  be  218° -6  F.  Very  careful  measurement 
of  the  actual  pressure  in  the  chamber  must  be  made  by  a  barometer; 
suppose  that  this  is  found  to  be  14*35  lbs.  per  square  inch  [prove  that  a 
barometric  height  of  2914  inches  corresponds  to  14-35  lbs.  per  square 
inch.]  Now  find  by  the  table,  Art.  180,  the  energy  in  1  lb.  of  super- 
heated steam  of  the  pressure  14*35  and  temperature  218*^-5  F.  Satu- 
rated steam  at  this  pressure  would  be  at  the  temperature  210*8.  For 
a  pound  of  such  saturated  steam  H.  of  table  would  be  1145*4 ;  add  to 
this  the  heat  required  to  superheat  it  from  210°*8  F.  to  218°*5  or 
0*48  X  7*7,  or  3*7  units,  so  that  the  heat  of  formation  of  such  super- 
heated steam   from   32''  F.  is  1149*1.     Now  x  lb.  of  steam,  and 
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1  -  a;  lbs.  of  water  had  the  total  heat  1182-2  a;  +  299*5  (1  -  x). 
Putting  this  equal  to  11491  we  find  x  =  "9626  or  96*26  per  cent, 
of  the  stuff  is  steam. 

The  thoughtful  student  must  have  met  with  some  diflBculty  in 
working  the  above  exercise,  which  will  be  cleared  by  the  following. 

Exercise.  Steam  at  jJj,  6^  F.  and  diyness  ajj,  is  throttled,  be- 
coming steam  at  p^^  0^  F.  and  dryness  x^  If  the  other  numbers  are 
given,  calculate  x^  on  the  assumption  of  a  perfectly  non-conducting 
pipe  and  valve. 

Let  us  study  what  occurs  at  a  cross-section  where  the  steam  is  at 
j?i.  Every  pound  that  crosses  this  section  carries  with  it  its  intrinsic 
energy  which  is 

J{0^  -  32)-|-a;i {l^J  -  u^p^), 

if  J  is  Joule's  equivalent,  /  the  latent  heat,  %  the  volume  of  a  pound 
of  steam.  But  it  also  has  the  work  done  upon  it,  the  pressure 
multiplied  by  the  volume,  which  is  x^  u^  py  Hence  the  energy 
entering  at  the  section  is  J{0i  —  32 +a!^Zi),  or  its  total  heat.  Similarly 
coming  out  at  a  section  where  the  pressure  is  p^  we  have  per  pound 
of  stuff  the  energy 

J(0^-32+xl^). 
And  as  we  assume  just  as  much  energy  to  leave  as  to  enter, 

and  so  x^  may  be  calculated. 

If  at  the  lower  pressure,  it  is  at  0^^  F.  but  is  superheated  to 
^3**  F.,  its  intrinsic  energy  is 

J(0^  -  S2+l^+JIC(0,-0,)  -  p,v 

if  V  is  the  volume  of  1  lb.  of  it ;  but  it  does  work  p^v  in  leaving  the 
space,  hence  we  take 

0^+x^l,  =  0^+l^+K(0^--0^). 

Of  course  our  want  of  exact  knowledge  of  the  value  of  K  causes 
us  in  such  measurements  to  reduce  the  amount  of  super-heating  as 
much  as  we  possibly  can. 

4.  Melting  of  ice  method,  A  well-lagged  case  contains  30  lbs. 
of  broken  ice  separated  by  wire  gauze  partitions  so  that  the  ice 
exposes  a  very  great  surface.  The  case  is  exhausted  of  air,  and 
steam  is  admitted  in  such  a  way  as  to  melt  the  ice  quickly.  The 
total  amount  of  water  coming  from  the  box  is  36*8  lbs.  at  100*  F. 

Each  pound  of  ice  received  latent  heat  142  units -|- (100  —  32)  or 
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210  units.     Hence  the  heat  received  by  the  ice  is  30  x  210  or  6,300 
units. 

In  each  pound  of  fresh  water  stuflF,  if  we  have  x  lb.  of  steam 
and  1  — re  lb.  of  water,  the  total  heat  given  out  in  cooling  to 
100"  F.  is 

l,182-2a;+ 299-5  (I  -  x)  -  (100  -  32) 
or882-7a;+231-5 
and  as  we  have  6*8  lbs.  of  this  fresh  water  stuff 

6-8  (882-7  a;+ 231-5)  =  6,300, 

so  that  X  =  0-787,  or  78-7  per  cent,  of  the  stuff  entering  the  box  was 
steam. 

6.  Let  fTi  lbs.  of  water  stuff  (each  pound  of  which  has  x^  lbs.  of 
steam)  enter  a  well-lagged  vessel  in  which  there  is  already  W^  lbs.  of 
water  stuff  (each  pound  of  which  has  x^  lb.  of  steam)  forming  a 
mixture.  What  is  the  dryness  of  the  mixture  ?  Here  we  say : — 
The  heat  of  formation  of  fFj  +  the  intrinsic  energy  of  the  JV^  = 
the  intrinsic  energy  of  the  resulting  mixture. 

Example,  The  vessel,  well-lagged,  contains  at  first  11  lbs.  of  water 
(as  noted  on  a  gauge  glass  tube)  and  6-64  cubic  feet  of  steam  (or 
025  lb.)  at  212°  F.  A  part  of  the  metal  of  the  vessel  is  exposed  to 
a  flame  which  may  be  so  regulated  that  for  ten  minutes  there  is  no 
alteration  in  the  visible  height  of  the  water,  the  pressure  remaining 
constant  :  I  assume  that  this  flame  just  compensates  for  loss  of  heat 
by  the  vessel.  Connection  is  now  made  with  the  steam  pipe  where 
the  pressure  is  101*9  lbs.  per  square  inch  so  that  the  steam  to  be 
tested  passes  through  a  thin  coil  of  pipes  in  the  water  without  much 
disturbance.  At  the  end  of  a  convenient  time  the  connection  is 
shut  off.  The  gauge  glass  now  indicates  that  there  are  11*6  lbs.  of 
water  in  the  vessel,  the  pressure  being  28  83  lbs.  per  square  inch. 
What  was  the  dryness  of  the  incoming  steam  ? 

Neglecting  the  volume  of  06  lb.  of  water,  there  is  now  664 
cubic  feet  of  steam  at  28*83  lbs.  per  square  inch,  or  6*64-7-1404  or 
0-47  lb.  of  steam.  Thus  we  now  have  ll-6-t-0*47  or  12*07  lbs. 
present  and  we  used  to  have  11+0*25  or  11*25  lbs.  so  that  0*82  lb. 
have  entered. 

The  intrinsic  energy  was  (counting  fi"om  32°  F.) 

0*25  (ll46*6  -  14**7  x  144^x  26*43\  ^^g^.g  ^  ^^ 
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The  intrinsic  energy  now  is 

0-47  (ll57-6  -  ^^:^^2^^^^^^\  +  U'6  x  216-9. 

The  incoming  energy  was 

0-82  |a?(1182-2)+(l  -  x)  299-5| 

Putting  the  sum  of  the  first  and  third  equal  to  the  second  we 
have  X  =  0725,  or  725  per  cent,  of  the  entering  stuff  was  steam. 

I  do  not  describe  here  the  so-called  chemical  tests,  as  they  are 
quite  valueless. 


CHAPTER  XXIII. 

WATEK— STEAM,  0<l>  DIAGRAM.      EXERCISES. 

a08.  We  find  that  the  law 

h^e  -ilO'^0^ (1), 

the  temperature  being  0"  C,  h  being  the  heat  given  to  a  pound  of 
watar  at  0'  C.  to  raiHe  it  to  ff""  C.  under  gradually  increasing  pressure, 
in  fairly  well  HatiHfied.    If  ^  is  the  absolute  temperature,  t  =  ^+273*7. 

Now  (f(^  =  -  - .      Hence   if  we  were   to   take  it  that  in  water 

c 

dh  ^  (it^  0  =  log.  /  +  constant.     If  ^  is  taken  to  be  0  at  0**  C.  then 

*  "  '''^*  274 ^'^^' 

If  howover  we  take  the  more  exact  rule  given  above 

<^-  1077  log.  ^^y^+(^^^- 556^)  10-«+ 116 (3). 

I  .shall  usually  take  the  simpler  formula  (2)  as  stated  in  Art.  200. 

flOQ.  In  all  the  following  academic  exercises  it  is  to  be  under- 
Hto(Kl  that  the  stutf — water  and  steam — is  all  at  the  same  tern- 
poratuiv.  Wo  must  be  cautious  in  using  the  results  of  such  calculations 
in  tlio  «M)nsidon\tion  of  actual  steam  engine  problems. 

All  the  calculations  made  by  Rankine  and  others  proceed  on 
certain  lussumptions.  One  assumption  made  by  everybody  is  that  the 
static  water  imd  steam,  is  ail  at  th^  same  temperature  at  the  same 
instant.  Now  if  it  is  also  tussumed  that  we  know  exactly  how  much 
water  is  with  the  iteami  we  have  seen  that  MacFarlane  Gray's  0, 4> 
dia^^nim  (a  mothtnl  which  supersedes  other  more  cumbrous  methods) 
onnhlos  us  U\  sjn*  oxaotly  how  much  heat  is  being  given  to  or  given 
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up  by  the  stuff  to  the  metal  of  the  cylinder  at  every  instant  during 
the  expansion,  and  indeed  during  all  the  cycle  if  we  still  assume  that 
we  know  exactly  how  much  water  and  steam  we  are  dealing  with. 
Taking  an  exact  account  in  this  way  from  experimental  results  of  an 
actual  engine  was  first  done,  I  think,  by  Him,  and  the  method  has 
been  elaborately  developed  by  his  pupils.  The  method  is  called 
Him's  method  although  it  is  what  any  student  of  Bankine  would  do 
without  being  told.  I  feel  quite  sure  that  a  great  deal  too  much  has 
been  made  of  it,  and  that  the  results  of  the  elaborate  analyses  of 
some  of  Him  s  followers  are  of  no  practical  use  and  indeed  give  a 
quite  untrue  account  of  what  occurs  inside  the  cylinder  of  a  steam 
engine.     I  would  beg  of  the  student  to  use  these  assumptions  only 


~JiT 


^ 
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in  the  working  of  suggestive  exercises  like  those  that  I  have  given 
in  Chap.  V.,  and  in  what  follows. 

210.  A  pound  of  water  stuff  containing  x  lb.  of  steam  and 
1— a;  lb.  of  water,  at  the  temperature  t  has  entropy  xljt  in  addition 
to  what  1  lb.  of  water  has ;  if  Z  is  the  latent  heat  of  1  lb.  of  steam. 
Hence  in  Fig.  223  if  the  point  P  represents  the  ^  and  ^  of  1  lb. 
of  water  and  Q  represents  that  of  1  lb.  of  steam,  8  will  represent 

PS 

1  lb.  of  water  stuff  of  which  the  fraction  p^  is  steam  and  the  fraction 

p^  is  water. 

Exercise  1.  A  pound  of  water  stuff  at  0^  F.  contains  x  lb.  of 
steam  and  I  —  .t  of  water,  find  ^,  if  ^  is  0  for  1  lb.  of  water  at 
32°  F. 
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Graphical  Method.  In  Fig.  223a,  where  0  represents  32'  F.,  and 
any  line  like  ABC  is  at  any  particular  temperature  such  as  0'  F. ; 
AB  represents  ^^^  AC  represents  0,;  make  BPjBC  =  x.  Then 
-4  P  shows  the  value  of  <f>. 

Algebraic  Method, — We  saw  in  Art.  200  that  the  answer  is 

In  case  the  table  is  not  at  hand  we  may  use 


*  =  ^«fr4k  +  ^-S 


=i 


Exercise.     One  pound  of  water  stuff  at   392'  F.,  or  ^  =  ^53 
contains  0*9  lb.  steam,  01  lb.  water ;  it  expands  adiabatically  (that 
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Fig.  223a. 


IS  keeping  its  <f>  constant)  to  216°  F.,and  then  contains  x  lb.  of  steam, 
find  X. 

Ist,  Graphically.  Draw  AG,  Fig.  223a,  for  392°  F.,  and  A^C^  for 
216°  F.  Let  FB  =^'9  X  BC]  draw  FF^  vertically  ;  x  is  the  value  of 
P^B^  -s-  B^G\  and  in  this  case  I  find  it  to  be  0-78. 

2nd,  Algebraically.  I  for  392''  F.  (or  t  =  853  abs.  Fah.)  is  836  by 
the  table,  and  I  for  216°  F.  (or  t  =  677)  is  961,  and  hence 

1       853  .  ^^836      ,      677  .      961      - 
H'  Zoo  +  0-9  -y^  =  log.^nr;,  +  X  ^^-^ 


493 
Hence  x  =  0784. 


493 


677 


211.   Exercise  for  a  Claes  of  Students. 

Let  1  lb.  of  water  stuff,  consisting  of  s  lb.  of  steam  and  1— s  of 
water  at  ^°  C,  expand  adiabatically  to  6^  C.  Find  the  p,  v  diagram, 
and  assuming  that  the  expansion  curve  follows  a  law  like  p^  =  a 
constant,  find  A;.  How  does  condensation  or  evaporation  go  on  during 
the  adiabatic  expansion  ? 
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Method,  At  the  temperature  ^°  C.  on  the  t  <f>  diagram,  Fig.  224, 
draw  the  horizontal  ABD,  Find  G  so  that  BCjBD  =  s ;  draw  other 
horizontals  A^B^D^  at  various  temperatures  anid  the  adiabatic  vertical 

CC^Cf^,  The  ratio  of  any 
B^C^  to  its  By^D^  is  the  frac- 
tional quantity  of  steam 
present  and  if  we  neglect 
the  volume  of  water  present, 
the  volume  of  this  steam  is 
the  whole  volume. 

Example  I.  (1).  Let  ^ 
C.  be  195°  C.  (pressure 
203*3  lbs.  per  square  inch). 
Let  s  =  1  so  that  there  is 
no  water  present  at  the 
_  beginning  of  the  expansion. 
Proceeding  as  directed,  a 
student  finds  the  following 
figures.  iL  is  the  volume  of  1  lb.  of  dry  steam  at  each  of  the 
temperatures  at  which  a  measurement  is  made,  v  is  the  actual 
volume  of  steam  present.  Plotting  log.  p  and  log.  v  on  squared 
paper  enables  us  to  find  h,  x  is  the  amount  of  stuff  in  the  steam 
form  at  every  point,  and  its  value  shows  therefore  whether  there  is 
evaporation  or  condensation  going  on.  s  is  the  value  of  x  at  the 
beginning  of  the  expansion. 


I 


Cntrop¥      P 
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$'C. 


195 


180 


160 


145-8 


89-86 


X. 


203-3  1 


•977 


•944 


u. 


2-242 


3-065 


4-827 


f. 


2-242 


2-994 


4-556 


log.  p. 


v. 


2-.3081 


2-1638 


1-9536 


-3506 


•4763 


•6586 


140 


120 


100 


52-52 

•918 

28-83 

1 

-886 

1 

14-7 

•858 

I- 


7  995 


14  04 


26-43 


7338 


12-44 


22-68 


1-7204 


1  -4599 


1-1673 


-8656 


10947 


1-3556 
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Example  L  (2)  Same  as  /.  (1)  but  begin  with  8  =  0*75. 

Example  L  (3)  Same  as  /.  (1)  but  begin  with  «  =  0*5. 

Example  7.  (4)  Same  as  7.  (1)  but  begin  with  a  =  0-25. 

Example  I.  (5)  Same  as  /.  (1)  but  begin  with  «  =  0. 

Example  IL  Let  ff"  C.  be  165°  C.  (lOl'O  lbs.  per  square  inch). 
Let  lowest  temperature  be  85°  C.  and  use  the  above  values  for  s. 

Example  III.  Let  ff"  C.  be  140°  C.  (5252  lbs.  per  square  inch). 
Let  lowest  temperature  be  85°  C. 

In  every  case,  plot  log.  p  and  log.  v  on  squared  paper  and  find  if 
there  is  any  such  law  as  p^  =  a  constant. 

Each  of  the  answers  in  the  following  table  is  the  mean  of  the 
results  of  four  students.  They  were  elementary  students  and  the 
results  are  likely  to  be  not  quite  so  correct  as  those  obtained  by 
advanced  students.^ 


Bbst  Value  of  k  if  Adiabatic  Expansion  is  supposed  to  follow  the 
Law  pt*  Constant  as  it  veby  neably  does. 


Rauge  of 
ProBsure. 


Rauge  of 
Temperature. 


Best  values  of  k  for  the  foUowlng  values  of  drsmess  at 
bcqB^ning  of  expansion. 


10 


0-75 


0-50 


0-25 


203  to  15      195'C.  tolOO'C.i'     1129        1113        1*054 


102  to  8         165"  C.  to  SS**  C. 


1110 


53  to  8         140'  C.  to  85"  C. 


Average  values  oik   .    .    . 


1069 


1-110  I     1078 


-959 


0 


0) 

9 


1-089  I       ^ 
1-023 


Rankine  gives  the  number  k  =  10/9  or  I'lll  as  correct  for  the 
adiabatic  expansion  of  steam,  but  the  details  of  his  calculation  are 
now  lost.  The  formula,  k  =  1035  +  Ols  has  been  given.  The 
MacFarlane  Gray  diagram  enables  elementary  students  to  work  easily 
for  themselves  what  we  used  to  be  compelled  to  take  on  trust.  The 
above  values  fit  fairly  well  the  rule  k  =  I  +  014s  for  any  of  the 
ranges  of  temperature. 

212*   To  quickly  conYert  a  pv  diagram  of  steam  into  a  t<^ 

^  Mr.  F.  W.  Arnold  assisted  in  the  above  work ;  in  his  holiday  he  has  done  the 
work  very  thoroughly,  and  obtained  a  most  interesting  set  of  relations  between  k  and 
ft  and  the  range  of  temperature.  I  wish  I  cx>uld  here  find  space  to  reproduce  the 
l>eautiful  curves  he  has  drawn.     I  hope  that  they  may  be  published  elsewhere. 
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diagram  the  plan  of  Artj83  is  the  one  which  I  use  myself.  It  may 
be  that  shorter  methods  may  be  invented,  but  I  like  it  because  it 
serves  to  keep  general  principles  well  in  the  mind,  and  unless  one 
is  doing  many  exercises  (a  most  unlikely  thing  unless  one  is  engaged 
in  a  special  kind  of  investigation)  special  rules  are  very  easily  for- 
gotten. I  have  used  the  following  method  and  it  may  give  satis&ction 
to  some  students. 

Let  distances  measured  vertically  from  OQ,  Fig.  225,  represent 
absolute  temperature.  Let  distances  measured  from  OP  represent 
temperatures  above  32°  F. :  the  distance  from  0  to  (7  represents  493'2 


pv,  pt,  And  C^ 


^''- 


'fiOdgrAms  combined. 


G 
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and  need  not  be  more  than  indicated.  The  abscissae  of  the  curves 
OA  and  BE  show  the  values  of  ^^  and  ^,.  The  scale  for  heat  is 
such  that  the  area  of  the  rectangle  FDGO'  represents  t  x  (f>t  units. 
Draw  HNI  an  actual  expansion  curve  of  an  indicator  diagram,  QN 
representing  pressure  and  PN  volume,  to  any  scale  which  is  con- 
venient. At  some  point  N  let  us  know  how  much  water  is  present 
in  the  cylinder  and  make  MN :  NP  in  the  ratio  of  water :  steam. 
Through  M  draw  the  curve  KM  J  whose  law  is  jpv^'^^^  constant. 
Then  if  any  such  line  as  PNM  is  drawn,  it  will  show  the  ratio  of 
water  to  steam. 

Plot  the  curve  OBS  whose  ordinate  PB  and  abscissa  OP 
represent  temperature  and  pressure  of  steam  from  the  table.  Art.  180. 
Now  at  any  point  P  erect  the  perpendicular  PB  meeting  the  curve 
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OB  Sin  B;  draw  the  horizontal  FABD  fhrough  B  and  divide  AD 
so  that  AC  :GD  =  PN :  NM.  The  point  C  is  a  point  in  the  04> 
diagram  corresponding  to  iV  on  the  indicator  diagram. 

All  students  accustomed  to  graphical  methods  are  aware,  or  ought 
to  be  aware,  of  quick  methods  of  dividing  lines  proportionally  to  one 
another;  the  best  method  requires  a  sheet  of  transparent  squared 
paper,  or  rather  of  tracing  paper  with  a  number  of  equidistant 
parallel  lines  ruled  upon  it.  It  enables  one  to  copy  rapidly  a  curve 
whose  ordinates  and  abscissae  are  altered  in  any  given  proportions, 
and  is  very  valuable  if  one  has  much  work  to  do  of  the  same  kind. 


Fig.  22«. 

After  all,  however,  a  student  may  benefit  more  firom  the  use  of  a 
clumsy  method  of  his  own  as  it  keeps  elementary  principles  well 
before  his  mind. 

313.  Exercises  with  the  04>  Diagram  I.  x^  lb.  of  steam, 
1  —  a^i  of  water  at  0^  C.  expands  adiabatically  to  O^G.y  is  then  released 
to  a  condenser  at  0^  C.  The  pv  diagram  for  this  is  bounded  by 
straight  lines  and  one  curve. 

Make  PyB^-^B^C^^x^on  the  horizontal  corresponding  to,0^  C 
The  vertical  line  P^P^  shows  adiabatic  expansion  to  Pg  which 
corresponds  to  0^  C. 

Let  there  now  be  the  idea  that  we  have  a  vessel  with  a  pound  of 

water  stuff  of  which  the  fraction  B^^B^C^  is  steam,  kept  at  constant 

volume  but  lowered  in  temperature  to  ^g.    To  draw  the  curve  P^PPg, 

that  is  to  find  any  point  P  corresponding  to  any  temperature  0,     If 

^2  and  u  are  the  volumes  of  a  pound  of  steam  at  0^  and  0  as  shown 

in  the  table,  Art.  180 ;   as  we  have  the  volume  at  release  keeping 

B  P  BP 

constant   ^-^  n  =  -~-  Uy  so  that  BP  may  be  calculated. 
B^^    ^     BC 
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If  O^DE  is  the  horizontal  corresponding  to  the  absolute  zero  of 
temperature,  the  area  DB^B^F  represents  the  heat  given  to  raise  the 
feed  water  from  0^  to  0^ ;  FB^P^E,  the  heat  to  produce  the  x^  lb.  of 
steam,  EP^P^G  is  the  heat  taken /rom  the  stuflf  if  it  were  kept  in  a 
vessel  of  constant  volume  and  cooled  to  0^ ;  this  we  have  taken  to 
correspond  with  the  real  release ;  GP^^  is  the  heat  taken  from  the 
stuflf  in  the  supposed  compression  of  the  remaining  steam  at  0^  C. 
till  it  is  all  condensed.  Hence  the  work  done  per  pound  of  steam  in 
a  perfect  engine  would  be  represented  by  the  area  E^^P^P^PP^^ 


ir'b'^ 


MVQ 
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and  the  heat  expended  DB^B^P^ED,  the  ratio  between  these  being 
the  eflSciency. 

The  area  of  P^PP^IP^  represents  the  loss  of  work  because  the 
adiabatic  expansion  has  not  continued  to  the  temperature  0^ 

If  the  student's  prepared  sheet  of  paper  is  provided  with  lines 
of  constant  volume,  of  course  the  drawing  of  the  line  PJPP^  gives 
no  trouble. 

214.  Exercise  II.  A  perfect  steam  engine  uses  steam 
under  the  following  conditions,  find  in  each  case : — 

W  the  work  (in  heat  units)  done  per  pound  of  steam  and  vj  the 
number  of  pounds  of  steam  used  per  hour  per  horse-power. 

h  the  heat  given  per  lb.  of  steam,     e  =  Wjh  the  efficiency. 

1.  Feed  water  at  100°  F.  is  heated  to  329°  F.  and  converted  into 
steam  ;  it  is  expanded  adiabatically  to  100°  F.  and  released  at 
100°  F.  W=B^B^C^MB^,  Fig.  227  ;  h  =  DB^B,C^ND, 

Answer.   W  =  293,  A  =  1114,  f  =  0-262. 
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2.  During  expansion  the  stuff  receives  just  so  much  heat  as 
keeps  it  in  the  condition  of  dry  saturated  steam.  W  =  B^^C^C^^, 
h  =  DB^^C^C^QD. 

Answer.   W  =  331,  h  =  1379,  e  =  0240. 

3.  The  stuff  is  superheated  to  410''  F.  and  expands  adiabatically 
to  100"*  F.  Notice  that  the  steam  is  wet  towards  the  end  of  the 
expansion  W  =  B^B^C^GH  WB^,  h  =  DBJB^C^GHWVD. 

Awnver.   W  =  312,  h  =  1172,  e  =  -266. 

4.  The  stuff  is  superheated  to  410""  F.,  expands  adiabatically  till 
it  is  just  saturated  at  S;  receives  suflScient  heat  during  the  remainder 
of  its  expansion  to  100°  F.  to  keep  it  in  the  dry  saturated  condition. 
W  =  B^^C^GHC^^,  h  =  DB^B^t\GHG^QD, 

Ansiver.   W  =  336,  h  =  1382,  e  =  '242. 

5.  To  compare  the  above  with  a  Camot  cycle.  In  the  Camot 
cycle  all  the  heat  is  given  at  329"^  F.,  and  the  heat  is  taken  out  at 
100°  Y.W  =  B^C^MB,  h  =  B^G^Nt\  Wjh  =  {t^-t^)lt^  or  ^  =  256, 
h  =  882,  <  =  0-29..    The  results  are  here  tabulated  :— 


W.  Work  per  pound 
of  steam  in  Fvh. 
heat  units. 


let  case,  ordinary 

2nd    „    with  jacket 

3rd     ,,    super- heating 

4th     ,,    super-heating  and  jacket 
5th     „    Camot  cycle 


293 
331 
312 
336 
256 


Bnernr  expended 

in  Inih.  neat 

units. 


1114 
1379 
1172 
1382 
882 


f.  elficlency. 


0-262 
0-240 
0-266 
0-242 
0-290 


Notice  that  although  in  all  the  other  cases  there  is  more  work 
done  per  pound  of  steam,  none  of  them  is  so  efficient  as  the  Camot 
cycle.  Cases  (1)  and  (3)  are  said  to  be  "  standard  or  perfect  steam 
engines  following  the  Rankine  cycle."  ^ 

1  Lord  Rayleigh,  in  an  article  in  NcUure  (February  18th,  1892),  after  pointing  out 
that  only  a  small  amount  of  the  heat  received  by  the  stuff  in  the  formation  of  super- 
heated steam,  is  received  at  the  highest  temperature  [a  fact  known  to  every  one  who 
uses  the  t^  diagram],  made  the  further  very  important  statement : — 

**If  we  wish  effectively  to  raise  the  superior  limit  of  temperature  in  a  vapour- 
engine,  we  must  make  the  boiler  hotter.  In  a  steam  engine  this  means  pressure  that 
would  soon  become  excessive.  The  only  escape  lies  in  the  substitution  for  water  of 
another  and  less  volatile  fluid.  But,  of  liquids  capable  of  distillation  without  change, 
it  is  not  easy  to  find  one  suitable  for  the  purpose.  There  is,  however,  another 
direction  in  which  we  may  look.  The  volatility  of  water  may  be  restrained  by  the 
addition  of  saline  matters,  such  as  chloride  of  calcium  or  acetate  of  soda.  In 
this  way  the  boiling  temperature  may  be  raised  without  encoimtering  excessive 
pressures,  and  the  possible  efiiciency,  according  to  Camot,  may  be  increased. 

"  The  complete  elaboration  of  this  metho<l  would  involve  the  condensation  of  the 
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315.  The  following  exercises  are  just  like  the  above,  but  they 
are  worked  algebraically. 

It  is  a  good  test  of  a  student  to  find  out  to  what  extent  he  mis- 
apprehends the  value  of  such  calculations  as  these. 

1st  Case.— Rankine  Cycle.    Dry  Steam.    Perfect  Steam  Engine  (Adiabatic 

Expansion). 

Knowing  the  shape  of  the  curve  B^Bi,  Fig.  227,  it  is  easy  to  calculate  the  area 
of  the  fignre  B^B^CjM,    But  I  prefer  to  take  the  matter  up  from  first  principles. 

It  is  proved  in  thermodynamics  that  if  in  a  heat  engine  the  working  stuff 
receives  heat  H  at  the  absolute  temperature  t  and  if  t^  is  the  temperature  of 
the  refrigerator,  then  the  work  done  by  a  perfect  heat  engine  would  be 


H'^.Hh-f) 


(1) 


If  one  pound  of  water  at  t^  is  heated  to  ^i,  and  we  assume  that  the  heat 
received  per  degree  is  constant,  what  is  the  work  which  a  perfect  heat  engine 
would  give  out  in  equivalence  for  the  total  heat  ?  Let  all  energy  be  expressed 
in  heat  units. 

To  raise  the  temperature  from  t  to  t  +  Bt  the  heat  given  is  it,  and  this 
stands  for  J?  in  the  above  expression.  Hence  for  this  heat  a  perfect  engine 
would  give  the  work 

-(■-I-) 

and  the  integral  of  this  from  t^  to  ti  is 

<l-«3-'3l0g.?-» (2) 

If  now  a  pound  of  water  at  t^  receives  the  heat  Ij  (the  latent  heat),  and  is 
all  converted  into  steam  at  the  constant  temperature  tj,  the  work  that  is  themio- 

dynamically  equivalent  to  this  is  /^  (  1  -  ~  |.     We  see  then  that  the  work  which 

a  perfect  steam  engine  would  give  but  as  equivalent  to  the  heat  received  per 
pound  of  steam  is 


h   -^B-«ll0g.^^  +  /,(l-.j-») 


(3) 


It  will  be  found  more  correct  to  take  h^  -  h^  instead  of  t^  -  t^  at  the  beginning. 
This  may  be  calculated  either  on  the  Centigrade  or  the  Fahrenheit  scale, 
and  converted  into  foot-pounds.  A  horse-power  hour  is  33,000  x  60  foot-pounds ; 
so  dividing  our  work  into  this  we  find  the  number  of  pounds  of  steam  w  which  a 
perfect  steam  engine  would  consume  per  horse-power  hour  when  working  between 
the  temperatures  ti  and  t^. 

steam  at  a  high  temperature  by  reunion  with  the  desiccating  agent,  and  the  com- 
munication of  the  heat  evolved  to  pure  water  boiling  at  nearly  the  same  temperature, 
but  at  a  much  higher  pressure.  But  it  is  possible  that,  even  without  a  duplication 
of  this  kind,  advantage  might  arise  from  the  use  of  a  restraining  agent.  The  steam, 
superheated  in  a  regular  manner,  would  be  less  liable  to  premature  condensation  in 
the  cylinder,  and  the  possibility  of  obtaining  a  good  vaci^um  at  a  higher  temperature 
than  usual  might  be  of  service  where  the  supply  of  water  is  short,  or  where  it  is 
desired  to  effect  the  condensation  by  air." 


368 


THE   STEAM    ENGINE 


CHAP. 


The  numbers  of  columns  10  and  11  of  Table  II.,  Art.  180,  have  been  calcu- 
lated in  this  way.  I  assume  that  in  a  perfect  non-condensing  engine  the  lower 
temperature  is  212^  F.,  and  in  a  condensing  engine  lOO"*  F. 

Mr.  ^xruiaas  used  the  above  as  his  staadard  of  comparison  when  he  pub- 
lished his  non-condensinff  trials  in  1888 ;  but  when  he  came  to  publish  his 
condensinir  trials  in  1893  he  saw  that  as  the  perfect  engine  presumed  ex- 
pansion to  very  large  volumes  indeed,  no  actual  engine  could  approach  it  in 
efficiency.     He  therefore  adopted  arbitrarily  as  the  standard  condensing  steam 

engine,  one  in  which  0^  is  llC 
F.,   but    adiabatic    expansion 
ceases    and  the  steam  is  re- 
leased   at    a    temperature    of 
170"  F.     The  student  who  has 
done  the  Exercise^  Art.  213, 
will     see     that    this    means 
the    deduction    of    the    area 
ifP,P„   Fig.   228,   from   the 
whole   work    per    pound    of 
steam  MCyB^B^   He  ought  to 
work  graphically  a  few  exer- 
cises    making    this     sort    of 
assumption,  so  as  to  get  some 
idea  of  its  effect  in  altering 
our  standard.     In  any  case,  the  standard  or  perfect  condensing  engine  must  be 
an  arbitrary  standard.     As  I  have  already  said,  I  prefer  to  take  0,  as  100**  F., 
and  to  imagine  complete  expansion  down  to  that  temperature.     Any  standard 
of  this  kind  is  of  a  temporary  character,  and  will  be  given  up  when  it  ceases  to 
be  commercially  profitable  to  use  it.     The  only  scientific  method  of  statiny 
efllciency  is  energy  usefully  given  out  by  the  engine  -r  total  energy  of  the  f ueL 
In  pages  257-8  I  give  results  actually  obtained  from  steam  engines,  and  in 
each  case  I  have  written  beside  the  actual  w  the  w  for  a  perfect  steam  engine. 
ExERCJSE   1.      In    condensing   engines  test  the  amount  of  error  in  the 

approximate  formula 

>r  =  155  +  131  p* 

W  =U+  -872  B, 

Where  9^  F.  is  the  temperature  of  the  steam,  p  the  pressure  in  pounds  per  square 
inch,  W  the  work  done  (converted  into  Fahrenheit  units  of  heat)  per  pound  of 
steam  in  a  perfect  steam  engine  expanding  adiabatically. 

Exercise  2.  Mr.  Willans  was  of  opinion  that  the  standard  or  perfect 
condensing  engine  ought  only  to  be  expected  to  expand  its  steam  adiabatically 
to  170°  F.  and  release  at  110^  F.  By  thus  cutting  off  the  "  toe  of  the  diagram" 
show  that,  instead  of  getting  the  work  W  we  get  the  work  H",  per  pound  of 
steam. 


Fio.  228. 


" 

1 

ih 

VF. 

W. 

rF  J.     1 

250-6 

401 

335-6 

31X) 

203-5 

383 

322-4 

286 

1460 

356 

301-4 

264 

102-0 

329 

278-4 

240 

52-6 

284 

236-0 

197 

33-7 

257 

207-6 

168 

_ 
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2nd  Case. — Expansion  as  Dry  Saturatkd  Steam.    Steam  Jacketing. 

Our  main  reaaon  for  Jaekatlnv  is  to  prevent  condensation  and  leakage,  and 
these  exercises  are  a  good  deal  misleading ;  nevertheleas  it  is  well  to  do  them, 
and  they  are  not  much  more  misleading  than  many  other  exercises. 

A  perfect  steam  engine  has  its  limiting  temperatures  ti  and  t^  (absolute). 
If  there  is  just  enough  jacketing  to  keep  the  steam  dry  in  its  expansion,  find 
the  work  done  per  pound  of  steam  and  the  other  numbers  of  the  following  table. 
The  numbers  in  the  second  and  third  columns  of  the  following  table  are  in 
Fahrenheit  heat  units. 

Evidently  the  heat  required  per  pound  of  steam,  in  addition  to  what  is 
wanted  for  Case  1,  is  represented  by  the  area  XCiC^QN  of  Fig.  227>  and  the 
extra  work  is  represented  by  the  area  of  CyC^M. 

The  ordinate  of  the  curve  C^Cj  is  t  and  its  abscissa  ^«  or,  using  Centigrade 
temperature, 

t         I 
where  I  =  606*5  -  -m^  or  797  -  -fiOW 


^,  =  log. 


The  area  is  the  integral  of  t,d^  or  t-^  .dt 


^      ,  7»7     .605 
273-7^    t        ^' 

d^ 


d^ 
dt 


1 
t 


797 


so  that  the  area  representing  the  extra  heat  given  is 


f  (  ^  -  7^)^^  '  707  log.  J-^  -  (/,  -  g. 


The  extra  work  done  is  the  integral  of  {t  -  t^)d^  and  is 

(^  +  797) log.  ^f  -  (l  -  I?)  («,+  797) 
When  Fahrenheit  absolute  temperatures  are  taken,  instead  of  797  we  have  1,434. 


Extra  heat 

Total  work  done 

Pounds  of  steam 

Pounds  of  steam 

•»%« 

supplied  to  keep 
1  lb.  of  steam 

per  lb.  of  steam, 
;  including  jacket 

needed  per 

per  horse-power 

Pi- 

horse^power 

hour  if  expansion 

dry. 

steam. 

1 

189-4 

hour. 

U  adiabatic. 

g|^    250-3 
-g  i^    203-3 
foe^    145-8 

164-9 

13-4 

12-3 

150-4 

173-0 

14-7 

13-4 

131-4 

153-8 

16-6 

15-3 

l^a.  101-9 

106-7 

132  2 

19-2 

18-1 

III      ^2-5 

71-5 

88-48 

28-7 

27-6 

g^g«       250-3 

319-3 

291-7 

8-70 

7-3 

•S  gfc    203-3 
g^o^    145-8 

305-8 

283-8 

9-01 

7-6 

286-3 

270-2 

9-40 

8-1 

'g  §8    101-9 

2641 

254-9 

9-96 

8-7 

<5  15  ^      52-5 

2271 

221-6 

11-45 

10-1 

B   B 
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3rd  Case. — ^A  large  amount  of  Suferheatino. 

In  the  following  exercise  the  superheating  is  supposed  to  be  so  high  that 
the  steam  is  just  not  wet  at  the  end  of  the  expansion ;  the  student  is  expected 
to  work  out  all  the  numbers.  In  these  exercises,  if  the  lower  temperature  is  t^ 
and  after  the  steam  has  been  produced  at  t^  if  it  is  superheated  at  constant 
pressure  to  such  a  temperature  that  it  will  be  just  saturated  after  adiabatic 
expansion  to  ^,,  then  the  perfect  steam  engine  will,  per  pound  of  steam,  do  work 
in  heat  units  (Fahrenheit). 


=^- 


tz  -  ti  lOg.e    T  + -, +  A«i(€ 


-   1)  -  t^ 


where  x  = 


0-305  (<i  -  ^)  +  ir<i(e"*'-  1) 

1434  (j  -  ^\      log.  J-i  and  K  =  048 


the  maximum  superheating  temperature  being  t'  =  fje'^'.  The  specific  heat  of 
superheated  steam  has  been  taken  to  be  0*48 ;  the  engine  is  non-condensing, 
that  is,  t,  =  673  or  212*  F. 


Work  In 

Pounds  of 

Pounds  of  steam 

Pi' 

Amount  of 

Fahrenheit 

steam  per 

per  horse-power 

superheating 

thermal  units 

horse-power 

hour  if  not 

(Fahrenheit)! 

per  pound. 

hour. 

superheated. 

W 

w 

w 

52-6 

181" 

109 

23-3 

27-6 

101-9 

298' 

179 

14-2 

181 

145-8 

376' 

224 

11-4 

15-3 

203-3 

447' 

267 

9-5 

13-4 

250-3 

500' 

298 

8-64 

12-3 

My  students  have  found  that  the  following  formulae  give  values  of  W  which 
differ  less  than  one  per  cent,  from  the  calculated  values  : 

W  =  1*648^  —  178  for  non-condensing,  and 
TT  =  2*89  -  360  for  condensing  engines. 

12 16.  Exercise  1.  The  following  pressures  and  volumes  being 
measured  on  the  expansion  curve  of  an  indicator  diagram,  ^  =  110, 
»  =  1 ;  ^  =  40,  V  =  4f.  If  the  expansion  curve  is  adiabatic,  how 
much  water  is  present  with  the  steam  ? 

Answer.  Water  per  pound  of  stuflF  at  the  beginning  0*896,  and  at 
the  end  0-838.     Or  water  to  steam  8*6 : 1  and  5  2  : 1. 

Exercise  2.  At  O  (Fig.  82)  presumably  the  end  of  admission,  the  volume 
is  1*4  cubic  feet,  pressure  51-9  lbs.  per  square  inch  (or  283^-2  F.),  Uj  =  8-071, 
latent  heat  (Fahrenheit)  =  914-5),  and  thus  the  indicated  steam  is  t  =  0*173  lb. 
At  F  the  volume  is  4*323  cubic  feet,  pressure  21*69,  and  the  steam  present 
weighs  0*235  lb. 

Assume  that  the  metal  of  the  cylinder  Is  non-eondiictlav,  that  we  have 
2  lb.  of  vxU&r  present  before  admission,  that  %  lb.  is  the  indicated  steam  at  C, 
that  the  entering  steam  which  has  condensed  is  yi  \  neglect  the  steam  present  at 
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the  end  of  the  cushioning ;  assume  that  all  the  water  stuff  present  is  everywhere 
of  the  same  temperature  at  any  instant,  and  therefore  that  the  expansion  is 
adiabatic,  it  is  evident  that  we  have  the  means  of  calculating  y  and  z. 

Note  the  nature  of  this  assumption.     As  the  metal  always  does  take  heat, 
this  action  will  be  represented  by  there  being  a  little  more  water  present.     If 


a'     £83^^.  \^M 


ispf: 


Fig.  229. 


the  metal  really  does  give  heat,  because  of  a  steam  jacket,  this  action  will  be 
represented  by  there  being  a  little  less  water  present. 

In  Chap.  XXIV  we  shall  see  that  it  is  only  for  certain  calculations  that  such 
an  assumption  is  legitimate.  The  latent  heat  lyi  of  yi  lb.  of  steam  heats  z  lb. 
of  water  from  the  back  pressure  temperature  (p,  =  3*4  or  ^3  =  146'' '3  F.  say)  to 
283%  so  that 


914%  X  0173  =  137z,  or  y  =  0-86fts 


(1) 


Let  the  whole  water  stuff  present  '173  +  z  -1-  'HSy  =  w. 

Again,  if  the  adiabatic  expansion  represented  hy  GEQF on  the  indicator 

diagram  is  represented  by  Q'F  on  the  tip  diagram,  -^  =  — 


Hence 


Now 


/^'  -  J^    so  that  ^^"     ^^  -  "^'^ 


gG'  __  gQ"       173 
fF"  fF'  '   -235 


_      latent  heat  9145      _  .  .000 .  /p/  _  »52  _ 
^^    -  absolute  temp.  744  2^  "  ^  ^29 ,  /P  -  ^^3  -  1  374 

(7^;^' ^-173      1-229  _ 
/f'^230''  1-374""  ^^' 

We  have  now  only  to  find  the  two  points  O'  and  F  so  that  they  shall  be  in 
tlie  same  vertical  and  the  distances  in  this  ratio.  I  have  found  them  by  trial 
and  get 

^^,  =  8-72  =  ;j~-  .    Hence  w  =  1  -508. 

Or,  without  actiml  trial  on  a  diagram  ; — By  the  table,  Art.  180,  g'g  for  283° '2  F.  in 
•415, //for  232' F.  is  '342. 

B  B  2 
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Let /G'=/^  =  ar,  then 

X  -    415 


=  -660,  whence  x  =  -566 


X  -    342 

gQ'  =  -556       415  =   141  or  gQ"=  1229. 

So  that  there  is  7*71  times  as  much  wat«r  present  as  steam  at  the  point  of  cut 
off.     In  fact 
1-229 


w 


•141 


X   173  =  1-508  =  -173  +  z  +  •173y  =  173  +  2  +   173  x  866z, 


Whence  2  =  116,  y  =  1005  or  yt  =   174. 

That  is,  the  whole  w  =  r508  is  made  up  of  (at  cut  off)  indicated  0^173,  con- 
densed 0-174,  water  already  there  1-16.    A.  Tery  strikliMr  sort  of  rMvlt. 

ftl7.  ExEBCiSE.  Given  v^,  the  volume  in  cubic  feet  of  steam  at  the  end  of 

admission,  the  indicated  steam  is  »i  =  -^  lb.    Suppose  x  lb.  (we  called  it  yi  in 

the  last  exercise)  to  have  condensed  during  admission,  its  latent  heat  l^  has 
been  given  to  z  lb.  already  in  the  cylinder  to  heat  it  from  f,  to  t^t  bo  that 

2(<i  -  ^1)  =  ^ix (1) 

Let  p^  and  v,  be  the  pressure  and  volume  at  any  other  part  of  the  expansion 
curve,  i^  being  the  weight  of  indicated  steam  there ;  if  we  assume  that  the  metal 
of  the  cylinder  is  perfectly  non-conducting,  we  can  calculate  x  and  2. 

Let  the  entropy  of  1  lb.  of  water  be  ^,  and  let  t^  +  a:  +  2  =  «?. 
Then 

w      gOr       ,  to       fF* 
-  =  ZTv  *»d  7    =    7« 


h       9O' 
and  we  find  that  letting  a  be  Ijt 

^  -  !3!? !!lli  _  ,^  +  a-  +  2 

(1)  and  (2)  are  equations  connecting  x  and  z  ;  we  find  the  unknowns  to  be 


(2) 


and 


-{t:^'-'')*{'*K'-;i)} 


X 


=.(1-;.)... 


Let  us  take  the  following  examples. 
In  every  case  p^  =  101  •9,  9^  =  165''  C,  p,  =  5252,  tfj  =  140"  C.  • 

Also  let  the  indicated  quantity  of  steam  be  such  that  Vj  =  1  cubic  foot  (or». 
as  Ui  =  4-302,  i^  =  -232).  I  find  that  if  we  let  r,  =  2r,(l  -  /8)  the  work  is 
simplified.  I  get  the  following  results  when  expansion  is  according  to  the  law 
pv*  constant. 


k. 

z. 

1 

X. 

w. 

0-8 
09 
10 
1-1 
1-2 
1-3 

1-0760 
0-6391 
0-3225 
0-0792 
-0-1124 
-0-2696 

-2195        i 

•1303 

•0658 

•0162 
-0229 
-  -0550        1 

1-5275 

10014 

•6203 

•3274 

For  values  of  k  greater  than  1*130,  as,  indeed,  M'e  know  by  the  table,  Art. 
211,  we  see  that  there  can  be  no  adiabatic  for  steam  of  the  shape  jov*  constant. 
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Exercise. 

Mr.  Willans  took  p\?fi  =  a  constant,  as  the  law  of  adiabatic  expansion.  If 
any  such  law  as  pt^  constant,  holds  between  two  points  in  an  adiabatic  expan- 
sion curve,  j9x  and  ^,  find  how  much  water  must  have  been  present  at  the  be- 
ginning of  the  expansion,  and  how  much  at  p^ 

Ajigwer,  Take  v  to  be  the  volume  of  the  steam  only,  neglecting  the  volume 
of  the  water.  Then  t\  =  UiXj  if  there  are  Xi  lb.  of  steam  in  1  lb.  of  the  stuff 
and  v^  =  u^c^  If  ^  is  the  entropy  of  1  lb.  of  water  at  0]**  F.,  the  entropy  of  the 
stuff  we  deal  with  is 


also  Pi^i*  =  PaVg*     .   . 


(1) 
(2) 


And  Ui  and  u,  are  known  as  pi  and  p^  are  known,  so  that  (1)  and  (2)  enable  the 
two  unknowns  V]  and  t^  to  be  calculated.    Thus  from  (2)  we  have 


— (sr 


»i 


aiid  hence  from  (1),  since  —  =a:i 


«, 


Similarly, 


Thus  taking  the  Willans  pi^f^  constant  as  an  adiabatiC;  if  jp^  =  100,  p,  =  50, 
then  it  is  found  that  Xi  =  1*22,  and  a^j  =  1*15.     That  is,  it  is  impossible  iovpiPl^ 
to  be  an  adiabatic  for  saturated  steam,  since  x^  and  x^  are  greater  than  unity. 
Again  no  such  law  for 
the  adiabatic  can  hold 
in  superheated  steam. 
Taking  the  ratio  of  the 
specific  heats  to  be  1*3 
(the  usual  assumption) 
p^'^  constant,   is  the 
adiabatic.     The  table 
Art.  211,  confirms  this 
conclusion   concerning 
the   Willans*  assump- 
tion. 

Q18.    Flow    of 
Saturated     Steam. 

In    Art.    387     it    is 

shown  that  if  steam  at  rest  at  6^^  whose  state  is  x^  lb.  of  steam  to 
1— iCj  lb.  of  water,  flows  adiabatically  to  a  place  where  the  tempera- 
ture is  ^2  ^^^  *^®  state  is  x^  and  the  velocity  F"  feet  per  second, 
and  if  we  neglect  gravity,  we  can  find  V  and  x^  by  the  6^  diagram. 

Let  AD  and  i?-ff  correspond  to  the  two  temperatures. 

Make  BCjBD  =  x^     Draw  the  adiabatic  CG. 

Then  FGjFH  =  x^.    One  of  our  answers. 


Fig.  230. 
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Convert  the  area  BCGF  into  foot-pounds,  multiply  by  64*4,  and 
extract  the  square  root  and  we  find  V. 

Exercise.  Steam  with  10  per  cent,  of  moisture,  at  100  lbs.  per 
square  inch,  escapes  adiabatically  to  a  place  where  the  pressure  is 
16  lbs.  per  square  inch,  find  the  wetness  and  the  velocity. 

Answer.  21*5  per  cent,  wet;  F=  2,430  feet  per  second.  It  will 
be  seen  in  Art.  391  that  this  answer  is  misleading. 

How  much  of  this  steam  (pounds  per  second)  will  pass  through 


Fio.  231. 


an  orifice  if  the  cross  section  of  the  jet  where  the  stream  lines  in  it 
are  nearly  parallel  just  outside  the  orifice  is  1  square  inch  ? 

219.  Flow  of  Superheated  Steam.  In  Art.  387  it  is  shown 
that  if  superheated  steam  at  rest  at  0^'*  C.  and  pressure  p^^  flows 
adiabatically  to  a  place  where  the  temperature  is  0^  C,  and  if  we 
may  neglect  gravity,  we  can  find  the  velocity  F'and  the  state  of 
the  steam.  Let  £,  Fig.  231  show  the  state  of  1  lb.  of  the 
superheated  steam  at  0^°  C.  and  pressure  p.  Draw  the  adiabatic 
£BG,  the  lower  temperature  being  at  £K  Then  FGjFH  =  x^  the 
dryness  at  the  lower  temperature. 

Convert  the  area  BDERGJ-  B  into  foot-pounds,  multiply  by  64*4 
and  extract  the  square  root,  this  gives  F.  If  the  stuflF  remains 
superheated  at  the  lower  temperature  as  E^G^,  we  treat  the  area 
BDEG^H^F^B  in  the  same  way. 


CHAPTER  XXIV. 

CYLINDER  CONDENSATION. 

330.  Watt's  great  improvement  of  the  Newcomen  engine  con- 
sisted in  keeping  the  cylinder  warm ;  not  condensing  the  steam 
in  the  cylinder  itself,  but  using  a  separate  condenser.  Even  now, 
however,  a  cylinder  is  heated  .up  by  the  condensation  of  the  enter- 
ing steam,  and  the  condensed  water  boils  away  during  the  exhaust. 
A  cylinder  is  alternately  a  condenser  and  a  boiler.  If  w^e  could  make 
its  material  absolutely  non-conducting  and  keep  it  perfectly  drained 
of  water,  we  should  get  rid  of  this  prejudicial  action.  Unfortimately, 
an  amount  of  water,  which  forms  only  an  exceedingly  thin  skin, 
may  have  sufficient  capacity  to  produce  great  evil  effects,  and  non- 
conductivity  of  metal  would  then  be  an  evil  (see  Art.  399). 
It  is  my  belief,  based  on  a  good  deal  of  practical  knowledge  of  con- 
ductivity of  heat,  that  if  the  metal  of  a  cylinder  were  quite  dry, 
when  fresh  steam  is  admitted,  the  surface  resistance  to  the  pas- 
sage of  heat  would  be  so  great  that  almost  no  evil  effects  would 
be  produced  at  the  speeds  usual  in  steam  engines. 

Probably,  what  would  diminish  it  more  than  anything  else  would 
be  the  admixture  with  the  steam  of  a  small  quantity  of  air  (easily 
done  on  locomotives  at  the  ordinary  injector)  or  an  injection  of 
flaming  gas,  or  some  vapour  less  readily  condensed  than  steam,  or 
the  use  of  the  same  cylinder  as  a  steam  and  a  gas  engine  in 
alternate  strokes. 

I  am  informed  that  some  careful  experiments  made  in  America 
showed  no  great  increase  of  economy  due  to  the  admission  of  air. 
I  have  been  too  busy  to  study  the  method  of  experimenting  em- 
ployed, and  my  attitude  towards  other  people's  experiments  is  that 
of  Mrs.  Bormalaek  on  soup. 

It  was  Mr.  Clark  who  first  drew  attention  to  the  missing  water 
in  cylinders,  and  the  evil  effects  of  too  early  a  cut-off,  but  he  states 
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that  the  common  engine-drivers  were  perfectly  well  aware  of  the 
phenomenon  before  he  knew  it.  Mr.  Isherwood  showed  that  the 
missing  water  increased  in  proportion  to  the  square  root  of  r. 

221.  Every  test  yet  made  of  the  effect  of  mperheating  shows 
that  it  leads  to  greatly  increased  economy.  From  12  to  20  per 
cent,  increase  is  not  uncommon  when  the  superheating  has  only 
been  about  40  to  100  degrees  Fahrenheit. 

A  compound  Corliss  gear  mill  engine,  with  steam  jacketed 
cylinder,  gave  on  careful  trials  the  following  results : — 


Indicated    *  lb.  of  steam  —j- 

power.  per  hotir.  •' 


Using  saturated  steam  at  96  lbs.  per  .qq.  in  .         475  93S0  19*75 


Using  superheated  steam  at  99  lbs.  per  sq.  in.  ! 

superheated  118**  Fahrenheit 491  7675  15*63 


Using  superheated  steam  at  94  lbs.  per  sq.  in. 
superheated  127**  Fahrenheit ,      502  7835  15*61 


Quite  recently  in  the  Schmidt  compound  condensing  engine,  of 
75  indicated  horse-power,  only  lOJ  lbs.  of  steam  was  used  per  hour 
per  indicated  horse-power.  The  steam  was  of  17Q  lbs.  pressure,  and 
was  superheated  300**  Fahrenheit.  An  engine  must  be  specially 
arranged  for  the  use  of  such  high  temperature  steam. 

When  condensation  is  exceptionally  bad,  the  increase  of  economy 
due  to  the  use  of  superheating  is  exceptionally  marked.  Mr.  Ripper, 
in  his  tests  of  a  small  non-condensing  one-expansion  Schmidt  engine 
(Proc.  Inst.  C.E.,  Vol.  128,  of  1897),  found  a  consumption  of  38  lbs., 
of  steam  per  horse-power  hour,  reduced  to  17  by  300  degrees  of 
superheating.  The  extra  heat  required  is  inconsiderable  when  we 
compare  it  with  the  advantage  derived  from  superheating. 

fldS.  The  efftet  of  a  steajn  Jacket  is  to  cause  a  flow  of  heat 
into  the  cylinder  which  continually  tends  to  diminish  the  amount  of 
water  present,  not  only  in  the  cylinder  but  about  the  valves.  In 
every  case  when  an  engine  is  tried  without  and  with  the  jacket  it  is 
found  that  a  small  expenditure  of  steam  in  the  jacket  causes  a  great 
diminution  of  the  missing  water.  In  the  Report  of  the  Committee 
of  the  Institution  of  Mechanical  Engineers,  although  the  jacket  feed 
was  usually  from  7  to  12  per  cent,  of  the  whole  of  the  steam  used  by 
the  engine,  yet,  on  the  whole,  there  was  9  to  25  per  cent,  diminution 
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of  steam  per  horse-power  hour.  The  increased  economy  is  most  notice- 
able in  engines  which  are  very  uneconomical  without  the  jacket. 

Professor  O.  Reynolds  found  in  his  engine,  using  three  expan- 
sions, that  without  jackets,  the  missing  water  in  his  intermediate 
and  low  pressure  cylinders  was  J  of  the  indicated  water,  whereas, 
when  they,  as  well  as  the  high  pressure  cylinder,  were  jacketed  with 
the  full  boiler  pressure,  the  initial  condensation  in  the  intermediate 
cylinder  was  only  about  20  per  cent,  of  the  indicated  steam,  and 
there  was,  practically,  no  condensation  in  the  low  pressure  cylinder. 

The  following  experimental  Results  must  also  be  studied  : — 

Effects  of  Jackets  in  Condenscng  Engines. 


Description. 
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Effects  of  Superheating  on  Ck)NDENSiNG  Engines. 
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1  These  numbers  for  coal  were  not  measured  ;  they  are  calculated  at  the  rate  of 
9  lbs.  of  steam  per  pound  of  coal. 
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The  good  effect  produced  by  a  jacket  gives  proof  that — ^in  spite 
of  what  is  almost  universally  stated  by  men  who  have  studied  this 
subject — a  cylinder,  even  when  jacketed,  and  even  when  there  is 
considerable  superheating  of  the  steam  before  it  enters,  is  not  free 
from  water  when  admission  occurs. 

333.  The  good  effects  due  to  drainage,  or  easy  escape  of 
water,  are  not  sufficiently  thought  about.  In  my  opinion  it  is  to 
this  easy  drainage  that  the  Willans'  eugine  owes  its  superiority. 

If  a  pound  of  steam  entering  at  0^  C  drains  away  at  the  exhaust 
temperature  0^  C,  it  has  given  to  the  cylinder  the  heat 

606-5  +  -305  0^  -  0^ 

If  a  pound  of  steam  entering  at  0^  C.  condenses,  and  if  it 
evaporates  and  leaves  the  cylinder  as  steam  at  ^3°  C,  it  has  given  to 
the  cylinder  the  heat 

•305  {0^  -  0^) 

For  example,  let  ^^  =  165°  C,  0^  =  60°;  in  the  first  case,  the 
heat  is  597  units ;  in  the  second  case,  it  is  33  units. 

We  see  by  this  crude  calculation  that  in  a  condensing  engine, 
water  that  drains  away  mechanically  gives  about  20  times  as  much 
heat  to  the  cylinder  as  if  it  were  condensed  on  admission  and 
re-evaporated  in  exhaust. 

I  am  even  disposed  to  believe  that  steam  used  in  a  steam  jacket 
is  not  much  more  efficient  than,  even  if  it  is  so  efficient  as,  steam 
allowed  to  condense  and  drain  away  from  a  well-lagged  cylinder. 

234.  In  a  steam  engine  cylinder  there  is  a  condition  of  things 
which  may  almost  be  called  instability. 

It  may  almost  be  seen  from  the  above  figures  how  enormous 
condensation  and  evaporation  may  go  on,  doing  great  evil,  for  the 
purpose  of  supplying  an  amount  of  heat  which  a  twentieth  or  a 
thirtieth  of  the  amount  of  condensation  would  supply  if  there  was 
drainage  or  a  steam-jacket.  I  have  heard  of  an  agent  who  bought 
a  hundred  thousand  pounds'  worth  of  utterly  unnecessary  supplies 
for  an  army,  which  he  knew  would  be  wasted,  because  he  had  a 
perquisite  of  5  per  cent. ;  I  have  known  of  an  admiral  wasting  eight 
days'  coal  of  a  fleet  to  prevent  a  two  days'  delay  in  the  reception  of 
a  few  private  letters.  Charles  Lamb  tells  us  how  the  first  discoverer 
of  the  gastronomical  value  of  roast  pork  burnt  down  a  house  every 
time  he  wanted  a  roast.  These  are  not  unfisur  illu^rations  of  the 
economical  conditions  under  which  the  cylinder  of  an  ordinary 
engine  is  kept  fairly  dry. 

335.  Benefit  of  Successive  Expansion.  We  find  that  the 
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percentage  of  the  total  steam  condensed  increases  if  we  cut  off 
earlier  in  the  stroke;  possibly  it  is  not  that  there  is  more  steam 
actually  condensed  per  stroke,  but  that  it  is  in  a  greater  ratio  to 
what  is  indicated.  Now  it  is  evident  from  Art.  214  and  elsewhere 
that  we  get  more  economy  by  using  high  pressure  steam  and  great 
expansion,  and  as  great  expansion  in  one  cylinder  leads  to  great 
condensation,  we  use  two  or  three  cylindera.  Fig.  65.  To  cut  off  at 
Jth  of  the  stroke  in  a  single  cylinder  is  not  very  different  from 
cutting  off  at  half  stroke  in  three  successive  cylinders.  It  makes 
a  more  complicated  looking  engine,  but  there  are  these  great 
advantages : — 

1.  We  are  able  to  use  a  very  simple  kind  of  valve  gear. 

2.  The  loss  by  clearance  is  small. 

3.  There  is  a  possibility  of  balancing  the  forces  acting  on  the 
frame  of  the  engine  and  ground ;  a  possibility  of  obtaining  more 
uniform  turning  moment  on  the  crank  shaft. 

4.  The  range  of  temperature  in  each  cylinder  is  only  a  third  of 
what  it  is  in  a  single  cylinder.  It  is  found  that  steam  condensed  in 
the  high  pressure  cylinder  is  more  or  less  completely  evaporated 
before  admission  to  the  second. 

.  5.  The  intermediate  and  low  pressure  cylinders  may  be  [and 
always  ought  to  be]  jacketed  with  high  pressure  steam,  so  that 
in  these  there  need  be  hardly  any  condensation. 

6.  There  is  less  than  one-third  of  the  leakage  past  valves  and 
pistons  (see  Art.  232). 

7.  Considerations  such  as  (3)  show  that  much  higher  speeds  may 
be  used. 

8.  In  a  great  number  of  cases,  the  machines  to  be  driven  run  at 
high  speeds  ;  the  high  speed  of  the  engine  allows  of  direct  coupling 
and  so  there  is  much  less  loss  of  energy  by  friction  and  much  greater 
convenience  because  of  the  smaller  space  occupied. 

9.  The  cost  of  engines  for  the  same  power  and  economy  is  less. 

There  is  a  disadvantage  due  to  drop  of  pressure  after  release  in 
each  cylinder,  but  in  truth  this  is  about  counterbalanced  by  the 
drying  of  the  steam  which  it  produces.  With  more  superheating,  or 
better  jacketing  or  drainage,  these  drops  may  be  reduced  with 
advantage. 

As  to  the  condensation  being  less  when  the  expansion  occurs  in 
two  or  three  cylinders  instead  of  one,  this  has  been  proved  by  many 
careful  tests.  Thus  Professor  Unwin  found  that  when  a  two-cylinder 
engine  was  driven,  and  afterwards   its  larger  cylinder  alone    was 
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used  with  the  same   total  expansion,  he  obtained  the  following 
results : — 

Effects  of  Jackets  and  Successive  Expansion. 


Without  steam  in 
jackets. 

With  steam  in 
jackets. 

Gonmunption  of  steam 
in  jacket  as  a  fraction 
of  the  whole.          | 

Single 

Compound    .    .    . 

321 
221 

26-7 
19-5 

per  cent. 
7 
12 

Single  cylinder  engines  are  used  when  the  initial  pressure  is  not 
much  more  than  80  lbs.  (condensing)  or  90  lbs.  (non-condensing).  Two- 
expansion  engines  are  used  up  to  initial  pressures  of  about  130  lbs. 
per  square  inch.  Three-expansion  engines  are  used  for  higher 
pressures.  There  are  no  exact  rules.  The  use  of  four-valve  gears 
such  as  the  Corliss,  allows  us  to  have  economy  with  more  expansion 
at  considerably  higher  pressures  than  when  the  slide  valve  is  used. 

336.  We  find  always  that  increased  ipeed  means  increased 
economy,  and  this  seems  to  be  altogether  due  to  the  fact  that  at 
higher  speeds  there  is  less  missing  water  per  stroke. 

The  following  figures  from  the  non-condensing  trials  of  Mr. 
Willans  illustrate  the  eflFect  of  speed,  and  also  of  compounding  and 
tripling  on  the  same  engine,  y  means  the  ratio  of'  the  missing 
steam  at  the  cut-oflF  in  the  cylinder  of  highest  pressure  to  the 
indicated  steam ;  W  is  the  total  weight  of  steam  used  in  pounds 
per  hour,  and  /  is  the  indicated  horse-power,  n  being  the  revolutions 
per  minute,  r  the  total  ratio  of  expansion. 

Effects  of  Successive  Expansion  and  Speed. 


Simple 

Compound     .    .    . 
Triple 

Simple 

Compound     .   .   . 

n 

r 

46 
4-9 
60 

4-32 
4-36 

Pi 

y 

wii 

1 

400 
400 

400 

138 
124 

106 
109 
152 

109 
110 

•4-2t1 
•1-28 
•0.56 

26 

21-4 

197 

1 

•802 
•337 

31-22 
•24-73 

I  find  that  as  a  rule  in  wet  cylinders  the  condensation  is  halved 
when  the  speed  is  quadrupled,  whereas  in  fairly  dry  cylinders,  well - 
jacketed  and  drained,  the  condensation  is  halved  when  the  speed  is 
doubled.     I  mean  that  there  is  a  tendency  to  some  such  difference 
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of  law,  but  the  following  results  show  that  there  is  no  very  exact 
law. 

WiLLANs'  Condensing  Compound.    Effects  of  Speed. 


P\ 


90 


n 


401 
301 
198 
116 


4-8 


•098 
•139 
•218 
•264 


WII 


17-3 
17-6 
18*9 
20^0 


327.  The  state  of  things  inside  a  steam  engine  cylinder  so  nearly 
approaches  instability  that  the  student  must  be  specially  careful  in 
adopting  off-hand  assumptions  which  may  seem 
reasonable.  For  example,  such  a  calculation  as 
that  of  Art.  223,  where  I  glibly  speak  of  the  heat 
given  to  the  cylinder  by  steam  condensing  at  the 
initial  pressure,  and  evaporating  at  the  exhaust 
pressure,  is  misleading,  although  it  happens  not 
to  be  utterly  wrong,  as  so  many  reasonable  looking 
assumptions  are,  which  one  finds  in  books  and 
quasi-scientific  papers.  The  neglected  part  of  that 
calculation  is  what  occurs  at  intermediate  tem- 
peratures, and  particularly  in  the  expansion  (see 
Art.  400). 

It  is  really  necessary  to  take  up  one  or  two 
problemiwhioh  oan  be  worked  out  accurately 
mathematically,  and  use  the  answers  merely 
as  suggestions  in  our  study  of  the  cylinder. 

If  an  infinite  block  of  material,  supposed  to  be 
homogeneous,  has  a  plane  face,  A  B.  If  at  the  point  P, 
which  is  at  the  distance  x  from   A  B,  the  temperature  I 

is  V,   and  we  imagine  the   temperature   the  same   at  all  ^ 

points  in  the  same  plane  as  P  parallel  to  ^  ^  (that  is,  Fig.  2S2. 

we    are    only  considering    flow    of    heat    in    a    direction 

at  right  angles  to  the  plane  A  B),  and  if  -z-  is  the  temperature  gradient  at 

dv 
P,  then  -  X'  -r-  is  the  amount  flowing  per  second  through  unit  area  like  P  Q, 
ax 

in  the  direction  of  increasing  x.  This  is  really  the  definition  of  k,  the  con- 
ductivity of  a  material.  I  shall  imagine  X;  to  be  constant.  Let  us  imagine  P  Q 
exactly  a  square  centimetre  in  area.     Now  what  is  the  flow  across  T  S,  or 

dv 
what  is  the  value  of  -  ^  y~  &t  the  new  place,  which  is  a;  +  8a;  from  the  plane 
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AB1    Observe  that  -[k  7-  is  *  function  of  x,  call  it  /{x)  for  a  moment ;  then 
the  space  PQ  TS  receives  heat/(x)  per  second,  and  gives  out/(x  +  5x).    Now 

d/{x) 


/{x  +  8ar)  -  /(x)  =  dx  . 


dx  ' 


This  equation  is,  of  course,  true  only  when  Ix  is  supposed  to  be  smaller  and 
smaller  without  limit.  We  see  then  that  -  Ix  Yf^^)  ^^  ^^^  '*®*^  being  adfUd 
to  the  space  PQT8  every  second ;  this  is 


-'^^(-^••S)'^"^^'-'^- 


dhy 


But  the  volume  is  1  x  8r,  and  if  p  is  the  weight  per  cubic  centimetre,  and  if  ^  ir 
the  specific  heat,  then  if  t  is  time  in  seconds,  p  .  dx  .  9  ,  —  also  measures  the  rate 

per  second  at  which  the  space  receives  heat.     Hence 

,     ^       d'^v  ^  dn 

k.tx.-^  =  p.tx.».- 

or 

(Pv   _  pH       dr 

(U^  ~T  '  dt ^^ 

It  will  be  found  that  there  are  innumerable  solutions  of  this  equation,  but 
there  is  only  one  which  suits  particular  surface  and  other  given  conditions. 
The  beginner  ought  to  take  up  the  following  problem- 
Imagine  the  average  temperature  everywhere  to  be  0,  and  that 

v^  =  a  sin  2inU,  or  a  sin  9^ (2) 

is  the  law  according  to  which  the  temperature  changes  at  the  skin  where  a;  is  0  ; 
n  or  ql2v  means  the  number  of  complete  periodic  changes  per  second.  I  have 
carefully  examined  the  cycle  of  temperature  change  in  the  clearance  space  of  a 
steam  cylinder,  and  it  follows  sufficiently  closely  a  simple  harmonic  law  (see 
Art.  229)  for  us  to  take  this  as  a  basis  of  calculation.  Take  any  periodic  law 
one  pleases,  it  consists  of  terms  like  this,  and  any  complicated  case  is  easily 
studied.  Considering  the  great  complexity  of  the  phenomena  occurring  in  a 
steam  cylinder,  I  think  this  idea  of  simple  harmonic  variation  at  the  surface 
of  the  metal  to  be  a  good  enough  hypothesis  for  our  guidance.  It  is  shown  in 
the  note  that  the  range  (2a)  of  temperature  of  the  actual  skin  is  much  less  than 
that  of  the  steam,  being  the  range  in  the  steam  multiplied  by  e,  the  eniissivity 
at  the  surface,  and  divided  by  ij2vnwsk.  I  am  not  now  considering  the  water 
in  the  cylinder,  on  the  skin  and  in  pockets,  as  requiring  itself  to  be  heated  and 
cooled  ;  this  heating  and  cooling  occurs  with  enormous  rapidity,  and  is  probably 
nearly  independent  of  the  speed  of  the  engine.  Drainage  will  get  rid  of  much 
of  this  water,  and  drainage  has  another  advantage  so  great  tliat  I  am  inclined 
to  think  drainage  much  more  important  than  steam-jacketing.  But  besides  this 
evil  function  of  the  water,  the  layer  on  the  skin  acts  as  greatly  increasing  e,  and 
so  causing  the  range  (2a)  to  be  greater. 

The  student  ought  to  try  if  the  equation  (1)  has  a  solution  like 

V  =  At^*  sin.  {qt  +  yx), 

and  if  so,  find  a  and  7,  and  make  it  fit  the  case  in  which  v  =  0  when  x  =  to  ,  an<l 
0  =  a  sin.  qt  where  x  =  0.     By  actual  trial  we  find  that 

v  =  A€^  sin.  {qt  +  ax)  +  Bt  -  **  sin.  {qt  -  ax)  ,    .    .    (.3) 
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Where  A  and  B  are  any  constants,  and  a  =    >v/ -^  if  q  =  2irfi.     Now  il  i?  =  0 

when  a?  =  00 ,  obviously  .4  is  0.     If  w  =  a  sin.  qt  where  a:  =  0,  obviously  B  is  a, 
and  hence  at  any  place  and  at  any  time 

I?  =  at  -  •*  sin.  (2inii  -  ax) (4)  ^ 

This  is  the  answer  for  an  infinite  mass  of  material  with  one  plane  face.  It 
is  approximately  true  in  the  wall  of  a  thick  cylinder,  if  the  outside  is  at  the 
temperature  0.  If  the  outside  is,  with  very  little  fluctuation,  at  an  average 
temperature  t/,  and  the  thickness  of  the  metal  is  &,  and  if  the  inside  skin  has 
the  average  temperature  t/'  (in  our  case  0),  we  have  only  to  add  the  terms 

xf'  -I —  X  (in  our  case  0  +  r  a?)  to  the  expression  (4).     This  shows  how  a 

steam- jacket  affects  i\     If  i/  is  made  negative,  we  have  an  approximate  repre- 
sentation of  what  occurs  in  a  well-lagged  unjacketed  cylinder. 

The  result  ought  to  be  very  carefully  studied.  Take  for  example  a=  10*"  C, 
xf  =  50°  C,  6  =  3  centimetres,  k-=  *16,  as  it  probably  is  in  cast  iron,  although 
even  in  iron  we  do  not  know  k  within  50  per  cent.  Take  ?&  =  2  which  corres- 
ponds to  120  revolutions  per  minute ;  for  any  particular  value  of  t  find  v  for 
various  values  of  x,  and  show  your  answers  by  a  curve.  Now  take  other  values 
of  t  and  repeat,  and  show  all  the  curves  in  different  colours  on  one  sheet  of 
paper.  I  advise  a  curve  for  each  of  the  following  values  of  t — 0,  0*1,  0*2,  0'3, 
0*4,  0*5.     I  might  waste  ten  pages  of  this  book  on  an  interesting  study  of  these 


^  The  emissivity  at  the  metal  surface  is  e,  which  means  that 

ti/n 

(vq  -  •)  €  =  Ir  T- where  a:  =  0 (I) 

if  9  is  the  temperature  of  the  steam  at  any  instant,  and  v^  that  of  the  metal  at  the 
surface.  The  thickness  of  metal  h  is  supposed  to  be  so  great  that  there  are  no 
fluctuations  of  temperature  where  a;  =  6.  It  is  easy  to  show  that  the  temperature  at 
any  point  in  the  metal  is 

if 

«  =  ^0  -I-  ~|(  1  ■♦-  ^ )  sin.  2ir»i<  +  COS.  2imi| \Z) 

Of  course  9  may  also  be  written 

6  =  e^  +  ^  ^{(jta  -*-  tf  +  ^M8in.  [^\i  +  Un.   '  j^—^) 

We  see  that  the  effect  of  the  steam-jacket  keeping  the  outer  surface  of  the  metal 
at  a  temperature  which  is  higher  than  tfg  by  the  amount  t/  is  to  raise  the  average 
temperature  of  the  inner  surface  by  lt//(e6  +  I*)  above  that  of  the  steam.  As  the 
surface  resistance  gets  greater  and  greater  (e  less  and  less)  the  mean  inner  surface 
temperature  gets  to  be  nearer  and  nearer  that  of  the  outer  surface  of  the  metal. 

If  the  amplitude  of  the  steam  temperature  is  called  A  (this  is  calle<l  ^(6j  -  ^3) 
elsewhere),  the  amplitude  a  of  the  inner  surface  of  the  metal  is,  since  Z*o  =  ^inipsk 

Ae 

^-      , ^  _       r. 

s/irnpsk  -f-  (c  +  s/mipsk)^ 

If  e  is  small  a  oc  Ae/ njn 
If  e  is  large  a  =  A. 
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curves,  bat  the  student  will  get  more  good  from  his  own  stndy  of  them  than  by 
reading. 

At  any  point  at  the  depth  x  there  is  a  simple  harmonic  rise  and  &11  in  the 
time  of  one  revolntion  of  the  engine ;  bot  the  range  gets  less  rapidijf  as  the 
depth  is  greater ;  note  also  that  the  changes  lag  more  as  we  go  deeper.  This  is 
exactly  the  sort  of  thing  observed  in  the  bnried  thennometers  at  Crai|^th 
Quarry,  Edinburgh.  The  changes  of  temperature  were  of  tweoty-foor  hooia' 
period,  noticeable  only  at  shallow  depths,  and  also  of  one  year  period,  noticeable 
at  considerable  depths.  I  gire  the  yearly  periodic  changes,  the  average  results  of 
eighteen  years'  observations. 


Depth  bekm  •ui«u».     ^"^^r  Mg^tomperatiire  .  Time  of  higlwrt  temperature. 

I  

— —  ,  


3  feet  16*14                                 August  14 

6    „  1290                                       „     26 

12    „  8*43                                 September  17 

24    „  3-67  i             November? 


Observations  at  twenty-four  feet  below  the  surface  at  Calton  Hill,  Edinburgh, 

showed  highest  temperature  on  January  6th. 

Xow  let  us  from  (4)  find  the  rate  per  second  at  which  heat  is  flowing  through 

dv 
a  8f|uare  centimetre,  that  is,  find  -  k-p  At  any  instant,  where  2  =  0,  using  a 

for  fjwnps/k,    I  find  it  to  be 

kaa  »J2  sin.  (  2wtU  +  2  )• 

The  note  gives  the  true  form  of  the  steam-jacket  term,  e  being  the  emissivity 
at  the  surface.    The  steam-jacket  sends  in  heat  at  the  rate  ketf/ieb  -h  k)  per  second. 

1  1 

The  amount  flowing  into  the  metal  then  during  the  half  period  5  7  (or  ^  if  n  is 

the  frequency  or  number  of  periods  per  second)  is  the  integral  of  the  rate,  or 


a  sJ2kp«lnir  -  kei//2n{eb  +  k) 

and  the  amount  otU  of  the  metal  is  the  same  except  that  the  jacket  term  ia 
poHitive. 

When  e  is  small,  the  note  tells  us  that  a  is 

-  («,  -  e,)e/  J2^npsk 

80  that  the  maximum  amount  of  heat  flowing  into  the  metal  in  one  cycle  is 

(gj  -  g,)e       V 
2nir      "  2nk' 

Again,  when  e  is  very  large,  a  is  -  {B^  -  03),  and  the  maximum  amount  of  heat 
flowing  into  the  metal  in  one  cycle  is 

5  (^1  -  «a)  V2"W  \/n7  -  WI2nb. 

It  will  be  seen  that  I  shall  make  use  of  the  steam-jacket  term  when  I  speak 
of  the  causes,  Art.  402,  tending  to  keep  the  cylinder  dry  of  water.     The  small 
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continuous  flow  of  heat  due  to  the  jacket  is  very  important  in  this  way  ;  but  as 
I  shall  speak  now  of  the  great  flow  of  heat  into  the  metal  on  admission,  this  heat 
coming  out  again  during  release  and  exhaust,  I  shall  neglect  the  much  smaller 
steam-jacket  term  in  this  connection.  In  a  very  dry  cylinder  the  steam-jacket 
term  would,  however,  be  important  even  here. 

328.  Until  last  year  I  and  others  have  always  assumed  that  the 
range  of  temperature  of  the  metal  is  something  approaching  half 
that  of  the  steam  ;  in  fact,  that  e  is  so  large  as  to  lead  to  the  law 

Heat  flow  per  cycle  x  Ij^Jn, 

I  cannot  now  find  the  reference,  but  I  am  sure  that  I  have  seen 
evidence  that  the  range  of  temperature  in  the  skin  of  the  metal  was 
about  half  that  of  the  steam. 

The  experiments  of  Professor  Callendar  have  changed  my  opinion. 
For  example,  he  found  at  001  inch  depth  a  range  of  4°  when  the 
steam  range  was  about  46''  at  100  revolutions  per  minute.  He 
calculated  from  k  and  s  for  iron  that  the  surface  range  could  only  have 
been  about  5^  Now  I  am  not  sure  that  I  can  accept  his  measure- 
ment of  the  real  temperature  at  the  depth  001  inch ;  there  is  much 
to  be  said  in  opposition  to  his  view,  but  in  deference  to  his  judgment 
I  have  altered  my  notion  of  the  usual  value  of  e.  If  e  is  small,  the 
heat  entering  the  metal  per  cycle  is  proportional  to  n  "  ^.  If  c  is  large, 
the  heat  is  proportional  to  ti"  *.  I  have  often  used  n~^f^  and  other 
powers  of  n  in  obtaining  empirical  formulae  from  experimental 
results.  I  am  now  disposed  to  say  that  in  general  I  shall  assume 
the  heat  entering  the  metal  per  cycle  to  be  inversely  proportional 
to  ^n  +  crty  where  the  n  term  is  more  important  in  dry  cylinders 
and  the  ^n  term  in  wet  cylinders.  An  examination  of  the  results 
of  actual  trials  of  engines,  Art.  234,  will  show  that  this  is  reasonable. 

229.  In  the  above  investigation  I  have  taken  a  simple  har- 
monic change  of  temperature  of  the  steam.  I  once  sketched  out  at 
random  a  possible  indicator  diagram  for  a  non-condensing  engine 
with  cut  off  at  about  half  stroke,  and  one  of  my  students  found  that 
the  temperature  of  the  steam  followed  the  law 

e  =  126-3  +  32-3  sin.  {2imt  +  20'), 

t,  the  time,  being  measured  from  dead  point,  angularity  of  connecting 
rod  neglected.  Usually,  of  course,  it  cannot  be  so  simple,  but  it  is 
evident  from  the  above  investigation  that  the  effect  of  the  higher 
harmonies  is  small 

My  students  have  taken  a  variety  of  hypothetical  indicator 
diagrams,  with  cushioning,  &c. ;  taking  one  second  as  the  time  of  a 
revolution,  they  have  drawn  the   curves  showing  temperature   and 

c  c 
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time;  they  have  developed  the  flinction  in  Fourier  series, 

each  term  of  which  is  of  course  treated  exactly  in  the  same  way  as 
the  above.  I  may  say  that  I  have  given  this  exercise  to  students  in 
successive  years  rather  as  a  good  practical  mathematical  exercise  than 
as  one  which  it  was  worth  while  to  do  for  the  sake  of  the  steam 
engine.  In  one  year  I  took  account  of  the  fact  that  some  portions 
of  the  barrel  surface  have  a  diflferent  experience  from  the  clearance 
surface,  but  in  truth  there  is  not  much  benefit  derivable  from  the 
vague  speculative  knowledge  that  we  have  of  the  eflfect  of  the 
piston  covering  the  place,  the  perpetual  change  in  the  surface  film, 
the  conduction  of  heat  from  and  to  hotter  and  colder  neighbouring 
places,  &c. 

Instead  of  giving  the  results  arrived  at  so  laboriously  by  my 
students — results  some  of  which  are  perhaps  incorrectly  worked  out 
— I  may  say  that  I  think  the  following  problem  gives  a  better 
suggestion. 

&30.  If  the  infinite  block  of  Art.  227  is  all  at  6^,  and  if  suddenly  its  surface 
is  exposed  to  steam  at  $i  and  kept  at  that  temperature  for  the  time  ty  the  heat 
that  enters  it  per  unit  area  ia  e  {Oi  -  0^)t  if  e  and  t  are  small,  and  it  is 

2(«i  -  »,)  v^^*  '^'" 

if  e  is  large. 

I  have  shown  in  the  note  ^  that  these  two  cases  lead  to  the  following  results : — 


^  An  infinite  block  of  homogeneous  material  with  a  plane  face,  the  temperature 
everywhere  being  0  till  the  time  t  is  0,  when  suddenly  the  medinija  on  the  other  side 
of  the  plane  face  is  kept  at  constant  temperature  Vq.  Let  the  surface  emissivity  be 
e ;  let  v^  be  the  temperature  of  the  skin  at  time  t,  and  v  the  temperature  at  the 
depth  X,     Then,  as  before, 

rf*r      sp  dv 

d^*  =  idi  =  ^'' <•> 

I  use  g*  to  represent  ~  -r.     Hence 

V  =  «  -  «'t?i (2) 

kqv^  =  c(t'o  -  i\), 

ovv,=  —-Y (3) 

I  +  -q 
e 

Developing  (3)  in  powers  of  q  or  in  inverse  powers  of  q,  we  get  two  sets  of 
solutions,  one  easier  to  work  with  when  et  is  small,  the  other  easier  to  work  with  when 
et  is  large. 

Let  Q  be  the  amount  of  heat  which  enters  the  block  from  ^  =  0,  then  Q  is  the 
integral  of  e{vQ  -  Vj).  This  gives  an  example  of  the  enormous  practical  value  of  Mr. 
HeaTiside's  operator  method  which  may  be  easily  understood  and  used  by  the 
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The  heat  entering  the  metal  per  unit  area  during  admisaion  may  be  represented 
by 

e{e,-9i)(^9  +  l)^n (1) 

where  g  and  h  are  constants  if  e  is  small  and  to 

(«i-«.)(i7  +  ^)-  ^n (2) 

if  e  is  large,  if  r  is  the  ratio  of  cut-oflf.     Hence  as  we  are  only  looking  for  a 
working  formula,  I  shall  take  it  that  during  admission  from  0^  to  ©i,  cut-off  being 

at  ith  of  the  stroke,  the  heat  that  enters  the  metal  per  unit  area  is  repre- 
r 

sented  by 


h 


(3) 


mathematical  tyro  to  solve  problems  regarded  as  insoluble  by  the  very  best  orthodox 
mathematicians  (see  Mr.  Heaviside's  Electro-magnetic  Theory^  Chap.  V.  §  228).  The 
answers  which  suit  small  values  of  et  are 


Q  =  evYa{%'l^  -  I)  - 


2     (2  _       4  <»/»  8     fl^ 


(air)»/«  \3  15  a        7 .  16 


^^•*- 9717577  5^ +*'7J 


(5) 


Where  a  =  «pk/e\ 

When  et  is  small  enough  we  see  that 

Vi  =  2i;o  'Y'  —  ^^^  Q  —  *^ V 


(6) 


av 


If  the  motion  of  the  piston  is  simple  harmonic,  and  there  are  n  revolutions 

per  minute,   if  admission  is  exactly  at  a  dead  point,  if  cut-off  is  at  -th  of  the 

stroke,     the    time    of    admission    t,     it    is   evident    that    t   is    proportional    to 

-and  to  COS.  ~^(  1  — ).     Calling  this  t  I  have  calculated  its  value  and  find  that 

it  may  roughly  be  represented  by  the  function  of  r,  which  I  tabulate.  It  would  be 
well  to  add  a  constant  to  every  value  of  f,  because  admission  may  be  said  roughly 
to  take  place  in  all  cases  when  the  piston  is,  say,  ten  degrees  from  the  dead  point ; 
this  will  cause  no  change  in  the  character  of  the  formula  which  I  suggest. 


r 

t 

20  +  146/r 

16 

29 

29 

12 

33-6 

32 

9 

39 

36 

7 

44-4 

41 

5 

631 

49 

3 

70-5 

69 

2 

90 

92 

* 

109-5 

117 

It  would  be  easy  to  obtain  a  simple  function  of  r,  which  would  be  in  more  exact 
proportion  to  t,  but  it  is  evident  that  for  my  purpose  even  a  roughly  correct  repre- 

C  C  2 
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the  n  term  being  more  important  in  dry  cylinders  and  the  sJiT  term  in  wet 
cylinders  where  e  is  presumably  large.  Also  as  e  ought  to  come  into  the  formula 
only  when  it  is  small,  I  shall  take  it  that  in  this  formula,  our  e  increases  lu 
proportion  to  the  wetness  of  the  cylinder  only  when  small  and  reaches  a  maximum 
value.  In  fact,  if  to  is  the  average  weight  of  water  .present,  and  S  is  the  average 
exposed  area  of  the  cylinder  surface,  I  shall  consider  «  to  be  a  function  of  w  like 

«c..,"-/'5  ,4) 

1  +  7HW/S 

Where  m  is  some  constant ;  that  is,  the  heat  entering  the  metal  per  stroke  is 

h 

S  +  mw^   ^n  +  cn ^^^ 

If  10  is  the  water  present  at  B^"  C.  before  fresh  steam  is  admitted,  the  loss 
of  heat  during  admission  at  0^°  C.  due  to  the  presence  of  water  i8^{7(0j  -  9g). 

I  take  ^3  (the  exhaust  temperature)  as  the  temperature  of  the  water,  payin^^ 
no  attention  to  the  fact  that  the  pressure  rises  during  cushioning,  because  I 
maintain  that  if  there  is  water  present  it  can  only  be  at  very  low  speeds  that 
there  is  equilibrium  of  temperature  between  steam  and  water ;  the  steam  is  locally 
superheated.  My  indicator.  Fig.  90,  has  enabled  me  to  get  diagrams  at  more 
than  1,000  revolutions  per  minute,  and  I  find  that  the  cushioning  curve  alters 
greatly  with  speed.    Cushioning  greatly  diminishes,  in  fact,  at  smaller  speeds. 

I  shall  use  N  to  stand  for  'Jjt  +  en;  I  shall  use  S  to  mean  the  average 
surface  of  metal  exposed  to  the  steam.  In  any  type  of  engine  the  clearance 
area  is  proportional  to  the  piston  area  ;  the  rest  of  the  average  surface  exposed 


sentation  will  suffice.     I  shall  therefore  take  it  that  when  e  is  small  the  heat  entering 
the  metal  per  unit  area  during  admission  may  be  represented  by 


<O,-0,)(^g+~^^u (7) 


where  y  and  h  are  constants. 

The  solution  which  suits  larger  values  of  e  and  t  is 


Q  =  c'^  \/|(  "^'^^  +  at  --'i^  -  ~t-^i^-kc.\      '        (9) 

where  as  before  a  =  spk/e^. 

Using  only  the  first  terms  in  t  we  find 

".=    -iiW^ m 

Q  =  2r,  j^-^K^t  (11) 

Now  I  find  that  I  get  a  much  more  accurate  representation  of  i^'7  tlian  of  t  by 
an  expression  like  fj  +  A/r,  so  that  the  heat  entering  the  metal  per  unit  area  during 
admission  may  be  represented  by 


(^j  -  ^s)  ^.7  +  -)  ^  ^^«  •    •    ■ 


(12) 
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before  cut-off  may  roughly  be  taken  to  be  some  fraction  of  the  cylindric 
surface  exposed  at  cut-off,  and  so  we  may  take  it  that  the  exposed  surface  may 
be  expressed  as  proportional  to 

'  (P  -\-  b- 
r 

where  d  is  diameter,  and  /  length  of  cylinder,  and  6  is  a  constant.  The  missing 
heat  per  stroke  is  then 


(^e^y/%«.)(e,-.,) 


(6) 


I  take  it  that  the  amount  of  steam  condensed   to  provide  this  heat  may  be 
obtained  by  dividing  by  JJi  -  ^  {$i  -  $^). 

The  indicated  steam  per  stroke  is  iirdV/144rM,,  and  if  y     —.  jz — ^   ,    ^ 

'^  *       /  I  i^       indicated  steam 

Now  I  find  that  if  6,  =  40°  C.  in  condensing  engines,  and  110'  C.  in  non- 
condensing  engines,  we  may  take  it  as  roughly  true  that 

(0—0  )fi 
a    ^  "i/'i  ^    'z~\'  *8  proportional  to  pi~^'^  in  condensing  engines,  and  is  a  constant 
-"1  ~  i(^i  +  ^s) 
in  non-condensing  engines.     This  can  easily  be  checked  by  a  student,  and  is  an 

Interesting  ezerciae.     Hence 


(  S     (fr  +  h       tcr\  . 


•    where  /  is  a  constant  in  non-condensing  and  is  proportional  to  Pi'^"*  in  con- 
densing engines. 

231.  If  we  choose  to  imagine  that  in  ordinary  well-designed 
engines  there  is  no  water  at  the  end  of  the  exhaust,  make  w  =  o. 
As  the  clearance  area  is  much  the  most  important  part  of  S,  we  may 
roughly  take  8  -r  Id'^  as  the  reciprocal  of  the  dimensions  of  the 
cylinder,  and  this  is  perhaps  most  usually  stated  as  1/d;  and  we 
have  a  working  formula,  assuming  e  to  be  constant,  . 

y  oc     -  _     -         non-condensing.   ...     (1) 

232.  Leakage. — Of  the  steam  missing  at  cut-off,  part  is  what 
leaks  past  valves  and  piston.  This  leakage  is  occurring  during  the- 
whole  cycle,  and  is  probably  proportional  to^^— jpg.  Messrs.  Callendar 
and  Nicholson  in  studying  it,  apply  the  laws  of  transportation  of  water 
through  narrow  passages  (steam  condensing  on  one  side  of  the  valve, 
passing  through  as  water  and  evaporating  on  the  other  side).  They 
find  that  in  one  balanced  slide  valve  and  three  unbalanced,  examined 
by   them,   the   leakage   in   pounds   of  steam  per  hour  is  equal  to 
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'02s(Pj  '-Ps)l\  where  a  is  the  perimeter  of  the  port  and  X  is  what  they 
call  the  mean  overlap.  The  leakage  per  second  in  their  experiments 
seemed  to  be  nearly  independent  of  the  speed  of  reciprocation  of  the 
valve.  As  to  their  view  of  the  way  in  which  leakage  takes  place, 
they  say,  "  So  long  as  the  valve  is  stationary,  the  oil  film  may  suffice 
to  make  a  perfectly  tight  joint ;  but  as  soon  as  it  begins  to  move,  the 
oil  film  becomes  broken  up  and  partly  dissipated.  Water  is  being 
continually  condensed  on  the  colder  parts  of  the  surface  exposed  by 
the  motion  of  the  valve.  This  water  works  its  way  through,  and 
breaks  up  the  oil-film  under  the  combined  influence  of  the  pressure 
and  the  motion.  The  continual  re-evaporation  taking  place  in  the 
exhaust  tends  to  keep  the  valve  and  the  bearing  surfaces  of  the  seat 
cool,  and  to  maintain  the  leaking  fluid  in  the  state  of  water.  The 
exhaust  steam  from  the  cylinder  has  the  same  tendency.  The  co- 
efficients of  viscosity  of  steam  and  water  at  the  temperatures  which 
occur  in  the  steam  engine  are  not  accurately  known.  But  whereas 
that  of  steam  increases  with  rise  of  temperature,  that  of  water 
diminishes  very  rapidly.  It  is  not  improbable  that  the  quantity  of 
water  which  can  leak  through  a  given  crack  under  a  given  differ- 
ence of  pressure,  may  be  from  twenty  to  fifty  times  greater  than  the 
quantity  of  steam  which  can  leak  under  similar  conditions.  This 
agrees  with  well-known  facts  in  regard  to  leakage,  and  explains 
how  it  is  that  the  leakage  in  the  form  of  water  is  so  great.  A 
few  simple  experiments  were  made  with  regard  to  the  transpiration 
of  water  and  steam  under  the  conditions  in  question,  and  the 
leakage  in  the  form  of  water  was  more  than  twenty  times  as  great, 
the  water  being  at  a  temperature  below  boiling  point.  The  motion 
both  of  the  water  and  the  steam,  owing  to  the  high  velocity, 
was  certainly  turbulent  or  eddying,  which  would  have  the  effect 
of  greatly  increasing  the  resistance  as  compared  with  that  due  to 
viscosity,  if  the  motion  were  steady.  For  the  case  of  stead}'  motion, 
comparative  tests  were  made  of  the  relative  values  of  the  viscosity 
of  water  cold  and  hot.  The  measurements  were  not  sufficiently 
accurate  to  give  the  law  of  the  variation  of  the  viscosity  with 
temperature  above  212° ;  but  it  appeared  that  the  viscosity  at 
212°  F.  was  only  one  quarter  of  that  at  62°  F.,  and  that  it  con- 
tinued to  diminish  very  rapidly.  Under  the  actual  conditions  of 
the  valve-leak  experiments,  the  water  leak  is  more  likely  to  have 
been  between  forty  and  fifty  times  the  steam  leak.  An  explana- 
tion is  thus  furnished  of  a  possible  form  of  leakage,  indirectly  due 
to  condensation  and  re-evaporation,  so  many  times  greater  than 
the  steam  leakage,  which,  alone,  engineers  have  been  in  the  habit 
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of  contemplating,  that  it  might  well  claim  attention  on  its  own 
merits,  apart  from  the  very  limited  number  of  valves  on  which  it  has 
hitherto  been  possible  to  make  direct  experiments. 

"  The  analysis  of  a  large  number  of  observations,  in  addition  to 
the  few  made  by  the  authors,  leads  to  the  conclusion  that  all 
valves  leak  more  or  less  when  in  motion,  and  that  in  many  cases 
the  greater  part  of  the  missing  quantity  is  to  be  attributed  to 
leakage  of  this  description.  Whatever  the  precise  manner  in -which 
the  leak  takes  place,  it  appears  to  be  nearly  proportional  to  the 
difference  of  pressure  and  to  be  in  most  cases  independent  of  the 
speed.  In  any  case  it  appears  probable  that  the  leakage  is  con- 
nected in  some  way  with  the  condensation  taking  place  on  the 
valve  surfaces.  If  so,  it  may  evidently  be  greatly  reduced,  if  not 
entirely  cured,  by  jacketing,  or  otherwise  heating  the  valve  seat,  to 
minimise  the  condensation. 

"  These  views  have  an  important  bearing  on  the  design  of  valves. 
For  low-speed  engines,  separate  steam-  and  exhaust-valves  should 
possess  advantages  over  the  ordinary  slide  valve.  The  superiority  of 
the  compound  engine  would  also  appear  to  be  partly  due  to  the  great 
reduction  of  possible  leakage/' 

ft33.  The  quantity  of  water  which  will  pass  per  second  through  a  capillary 
passage  is  proportional  to 

if  a  is  the  cross-sectional  area,  8  the  perimeter  of  the  section,  and  X  the  length  of 
the  passage. 

It  is  practically  impo3sible  to  guess  at  the  magnitude  of  these  quantities  in 
a  lealLlnir  Talve  or  piston.  Very  slight  local  differences  of  temperature  in  valves 
cause  great  warping,  and  we  have  the  effects  of  wear  also  to  consider  in 
estimating  the  thickness  of  the  water  film  between  faces  and  seats  of  valves. 
Let  us  take  a  as  proportional  to  cP  and  s  and  \  each  proportional  to  d  in  similar 
engines  if  d  is  the  diameter  of  the  cylinder.  This  would  give  us  the  leakage  per 
stroke  oc  (p^  -  p^)dr/7i, 
i  Dividing  this  by  the  indicated  steam,  and  assuming  roughly  that  {pi  — Pi)^ 

is  constant,  we  find  that  the  portion  of  y  which  is  due  to  leakage  is  proportional 
to  r/nd. 

If,  then,  lam  right  in  this  rough  generalisation,  (1)  of  Art.  231  ought  to  be 
nearly  correct  as  representing  both  condensation  and  leakage  in  non-condensing 
engines ;  whereas,  in  condensing  engines,  a  term  proportional  to  r/nd  ought  to 
be  added  to  (2). 

The  Missing  Qimntity — Experimental  Results. 

234.  It  has  long  been  known  from  actual  measurement  that  in  a 
single-cylinder  engine,  y  the  ratio  of  missing  steam  at  cut-off  to  the 
indicated  steam,  is  greater  as  r  is  greater,  is  greater  as  the  speed  is 
less,  and  is  greater  in  small  cylinders  than  in  large.     Until  1888, 


o2 
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however,  there  was  no  experimental  investigation  the  methods  of 
which  were  sufficiently  scientific  to  withstand  criticism.  Various 
formulae  were  used  to  express  the  results,  and  thej-  were  supposed  to 
be  based  on  theories.  For  twenty  years  I  have  been  in  the  habit  of 
using 

y  =  ^T^/-^\  •  •  •  •  (1)' 

d\,^n  +  en) 

where  a  and  h  and  c  are  constants  which  alter  with  the  nature  of 
the  engine  ;  ?•  is  the  ratio  of  cut-oflF:  d  is  the  diameter  of  the  cylinder 
in  inches.  Also  a  is  a  constant  in  non -condensing  engines,  but 
varies  inversely  as  the  square  root  of  the  initial  pressure  p^  of  the 
steam  in  condensing  engines. 

I  have  used  s/n  +  en  and  sometimes  n^  in  the  denominator, 
telling  my  students  that  I  could  not  understand  how  the  theory 
(Art.  227),  admittedly  defective  otherwise,  could  be  so  wrong  as  I 
sometimes  found  it  in  this  particular.  I  have  already  pointed  out 
in  Art.  228  in  what  way  my  old  theory  was  defective. 

Professor  CotterilFs  formula  is 

y  =  c-fj-     ......      (2), 

where  c  is  sometimes  as  little  as  40  and  sometimes  as  much  as  100, 
both  in  condensing  and  non-condensing  tests. 
Professor  Thurston  uses 

y^'j^-     (3), 

d^jn 

where  c  is  30  in  a  fairly  economical  engine. 

It  is  easy  to  show  that  however  (2)  and  (3)  may  be  made  to 
agree  with  tests  of  non-condensing  engines,  they  cannot  be  made  to 
agree  with  the  tests  of  condensing  engines.  Thus,  for  example,  y  i 
supposed  to  be  the  same  at  a  given  7*  and  n,  whether  ^j  is  180  or 
only  45,  whereas  in  the  second  case  y  is  usually  found  to  be  twice  as 
great  as  in  the  first.  I  do  not  understand  how  any  one  considering 
the  theory  of  the  question  can  have  left  out  the  p^  term  in  condensing 
engines.  Messrs.  Callendar  and  Nicholson  have  recently  thrown  out 
the  suggestion 

y  =  ''{np[''M}  •  ■  ■  <*>■ 

which  is  certainly  more  promising  than  the  others.  I  have  not  tried 
it  yet,  except  on  Willans'  compound  condensing  trials,  and  these  it 
certainly  does  not  agree  with,  but  of  course  it  is  only  meant  for  a 
single-cylinder  engine. 
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It  is  evident  from  the  more  complete  theory  of  Chap.  XXXIV.  that 
no  simple  formula  can  be  expected  to  agree  with  good  experimental 
results.  The  only  results  which  seem  to  me  of  scientific  value  are 
those  published  by  the  late  Mr.  Willans  in  1888  and  in  1893,  in 
papers  read  before  the  Institution  of  Civil  Engineers.  Students 
must  refer  to  these  classical  papers  themselves  for  descriptions  of  the 
central  valve  engines  actually  employed,  and  the  study  of  the  results 
is  the  best  of  all  exercises. 

m 

Non-Condensing  Trials,  1888. 

236.  The  engine  had  three  cylinders,  areas  of  pistons  34*5, 71*47, 
and  141 '3  square  inches ;  stroke,  6  inches.  I  use  r  to  mean  the  ratio 
of  the  greatest  volume  to  which  the  steam  can  expand  in  the  engine 
to  the  volume  of  steam  of  its  initial  pressure  at  cut-off.  This  de- 
finition will  suit  either  single,  double,  or  triple  expansion  engines. 

L  Single  Cylinder  Trials. — Piston  area,  141*34.  The  initial 
pressure  x>\  varying  from  41  to  109  lbs.  per  square  inch.  The  ratio 
of  cut-oflFr  in  every  trial  equal  to  about  ^^  -r  25,  the  speed  varying 
from  n  =  409  to  n  =  111  revolutions  per  minute.  I  find  that  y  may 
be  taken  as  being  fairly  well  represented  by 

y  =  24-^- (1), 

where  d  is  the   diameter  in  inches,  although  there  are  some  large 

discrepancies  from  the  ^Jn  law.  I  assume  the  law  as  to  d,  for  this 
was  not  tested  in  any  way.  In  the  trials,  r  and  jpj  were  not  separately 
varied,  so  that  if  we  had  no  guidance  from  theory  we  might  take 

y  to  be  equal  to  p^,  divided  by  d^n, 

II.  Compound  Triais, — Cylinders  71*47  and  141*3  square  inches 

,    .       steam  missincf  at   hiffh  cut-off     ^,         ,  .  . 

m  area,  y  bemg  r— ,.  -^    i  ^  i  •  i_      ^—^      •     These  trials  were 

°         mdicated  at  high  cut-ofi 

very  numerous,  and  were  the  most  important. 

If  d  is  the  diameter  of  the  high  pressure  cylinder,  I  find  that 

3^  =  120^';-     ....     (2) 

satisfies  all  the  trials  very  well. 

In  these  trials  of  Mr.  Willans  he  kept  r  always  nearly  equal  to 
j?i/25,  varying  p^  and  r  together,  so  that  the  above  result  may  really 
involve  p^  and  may  not  be  so  simple  as  to  r.  But  from  the  con- 
siderations of  Art.  230  I  am  inclined  to  think  that  (2)  is  correct  and 
that  y  is  independent  ofjh  ]  nevertheless  we  have  no  proof  of  this. 
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III.  The  triple  expansion  trials  were  few,  only  seven  altogether. 
We  can  only  say  that  y  =  0*057  when  n  =  400  and  ^^  is  from  152 
to  172  lbs.  per  square  inch,  r  varying  from  6  to  6*5.  If  we  take  y  to  be 
of  the  same  form  as  in  the  compound  trials,  and  if  d  is  the  diameter 
of  the  highest  pressure  cylinder 

y=150£     ....    (3). 

In  the  above  statements  I  have  gratuitously  assumed  that  y  is 
inversely  proportional  to  d  in  similar  engines. 

Condensing  Trials,  1893. 

236.  The  central  valve  engine  used  was  not  very  different  from 
that  of  the  non-condensing  trials,  and  is  like  one  of  the  three  shown 
in  Fig.  233,  except  that  these  are  compound  only.  When  all  three 
cylinders  are  used,  steam  enters  the  first  cylinder  by  the  ports  AA^ 
when  the  central  valve  in  it  moves  up  and  opens  A.  When  the 
port  A  is  opposite  the  metallic  rings  at  the  end  of  the  cylinder,  the 
steam  is  cut  off;  subsequently  the  centml  valve  closes  the  port  A 
and  places  the  port  ^^  in  communication  with  the  receiver  beneath 
the  piston  by  the  port  A^ ;  on  the  return  stroke  the  steam  is  trans- 
ferred from  the  cylinder  to  the  receiver.  Thence  the  steam  enters 
and  leaves  the  second  and  third  cylinders  by  the  ports  B^B^  and  B^y 
and  other  ports  C-fi^  and  G^,  not  shown  in  the  figure,  which  is  that 
of  a  compound  engine  only.  On  leaving  the  low  pressure  cylinder, 
the  steam  is  transferred  in  the  same  way  to  the  under  side  of  the 
piston  on  the  up  stroke,  and  on  the  next  down  stroke  it  is  allowed 
to  escape  into  the  condenser  by  the  port  D.  In  this  way  the  lowest 
pressure  cylinder,  that  is,  the  space  above  the  lowest  pressure  piston, 
is  never  in  communication  with  the  condenser. 

The  central  valve  is  worked  by  an  eccentric  on  the  crank  pin. 
The  areas  of  the  pistons  in  the  one-line  triple  engine  tested  on  their 
upper  or  working  sides  were  22*86,  5025,  143*33  square  inches. 
Stroke  6  inches.  The  cylinders  are  not  jacketed  in  the  usual  sense, 
and  yet  it  is  obvious  that  there  is  a  sort  of  jacketing. 

Mr.  Willans  took  it  that  back  pressure  and  the  friction  of  the 
engine  amounted  to  6  lbs.  per  square  inch  on  his  low  pressure  piston. 
There  is  no  record  of  his  having  measured  this. 

In  his  non-condensing  trials  Mr.  Willans  had  found  that  for  the 
same  cut-off  and  speed  when  he  used  his  non-condensing  engine  as  a 
condensing  engine  (not  very  good  vacuum)  he  had  about  50  per  cent, 
more  missing  steam  at  cut-off  in  his  low  pressure  cylinder,  and  it  was 
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this  that  induced  him  to  adopt  the  plan  used  by  Watt  in  his  Cornish 
engine  of  not  allowing  the  space  on  the  working  side  of  the  piston 
to  communicate  directly  with  the  condenser.  He  attributes  much  of 
the  economy  of  his  engines  to  this  method  of  diminishing  the  tempera- 
ture range.     I  attribute  most  of  it  to  automatic  drainage. 

A  common  error  in  the  measurement  of  total  water  supplied  to 
an  engine  is  due  to  inaccuracy  in  measuring  the  water  level  in  the 
boiler.  The  engine  of  Mr.  Willans  lent  itself  to  great  accuracy  in 
measuring  the  total  water,  by  measuring  what  left  the  hot  well.  He 
was  of  opinion  that  there  was  never  more  than  IJ  per  cent,  of  water 
present  in  the  steam  supplied,  as  he  used  a  sepa^'ator. 

The  following  numbers  have  been  taken  from  Mr.  Willans'  paper, 
Proc.  L  C,  jK,  1893.  I  have  worried  over  them  for  years,  trj'ing  to 
understand  their  seeming  inconsistencies  with  one  another,  sometimes 
thinking  these  inconsistencies  due  to  errors  of  experiment ;  but  after 
ever}'  one  of  my  failures  I  have  felt  that  some  ingenious  student  will 
be  able  to  make  a  better  use  of  them  than  I  have.  I  give  the 
following  for  what  it  is  worth ;  it  is  not  good,  but  I  think  that  it  is 
better  than  anything  that  has  been  published. 

The  student  ought  for  each  set  of  tests  where  r  is  kept  nearly 
constant^  to  plot  W  and  /  on  squared  paper,  and  see  if  he  obtains 
the  linear  laws  connecting  W  and  I  which  I  give  in  Art.  148.  W  is 
pounds  of  steam  per  hour,  and  /  is  the  indicated  horse-power. 

V^iTj^ANs'  Single  Cylinder  Condensincj  Trials. 


P\ 


54-91 
47-58 
37-80 
28-93 
20-73 
16  08 

74-12 
64-37 
55-19 
37-94 
20-65 
16-58 


7- 


2-538 

2-57 

2-62 

2-65 

2-68 

2-53 

4-04 
4  04 
4-01 
4-10 
4-31 
4-31 


n 


381-5 
380-9 
3810 
382-1 
384-9 
378-2 

S83 

382 

379-5 

378-3 

381-6 

379-8 


y 


•192 
•205 
-267 
•310 
•326 
•305 

•336 
•379 
-382 

-488 
•645 
•632 


y  'JpiU 

r  -  O'l 

1512 
14-77 
16-69 
16-71 
14-70 
16-35 


16-94 
17-79 
16  69 
17-20 
15-86 
13-89 


W 


811-80 

686-1 

583-6 

465-26 

345-4 

266-22 

736-5 

676-3 

596 

440-4 

259-1 

206-1 


31  -63 
27-24 
21  87 
16-11 
11-50 
9-06 

33-23 
28-97 
24-80 
16-81 
9-18 
6-87 


In  the  following  tests  the  steam    was  super - 
I  hea  ted. 


59-24 
40-27 

28-80 
21-37 


2-44 

2-58 
2-63 
2-64 


383-7 
377-6 
384-6 
384-0 


-190 
•205 

-2:w 

-182 


831  -9 
566-7 
447-6 
311-32 


33-64 
23  04 
16-95 
11-77 
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We  see,  therefore,  that  in  the  Willans'  single  cylinder  condensing 
trials  we  may  fairly  say  that 

y  =  16        _ 

or,  if  the  d  law  is  true, 

217  (r  -  0-7) 

Superheating  produced  no  marked  improvement  at  the  higher  pres- 
sures, but  there  is  a  marked  improvement  at  the  lower  pressures. 


WiLLANs'  Condensing  Table  II.     Compound  iSeries. 


Pi 

r 

n 

y 

W 

/ 

1 

1 

W 
I 

yslp^n 

r- 2,-15 

1 

1 

!     125  91     ' 

5-68 

40216 

0-119 

671-44 

1 

40-14 

16-72 

9-2 

106-71 

5-77 

405-27 

0-118 

564-2 

33-25 

16-97 

81 

1       81-24 

5-62 

40117 

0-098 

443-22 

25-61 

17  30 

6-2 

1       60-50 

5-69 

404-44 

0-132 

336-13 

1     18-69 

17-98 

7-0 

37-16 

6-12 

398-9 

0-130 

2191 

10-81 

20-27 

4-8 

127-81 

5-74 

311-14 

0-117 

504-69 

30-99 

16-28 

7-8 

107-19 

5-74 

310-99 

0-118 

433-10 

25-69 

16-85 

7-1 

81 -as 

5-77 

301-46 

0-139 

344-5 

19-52 

17-64 

7-2      ; 

59-46 

5-72 

301-98 

0-150 

259-5 

14  01 

18-52 

6-7 

35-07 

5-84 

300-06 

0-199 

1671 

7-61 

21-96 

6-8 

126*14 

5-66 

203  23 

0-136 

34001 

19-93 

17-06 

7-4 

84-32 

5-89 

197-96 

0-218 

252-06 

13-30 

18-95 

9-0 

60-57 

5-73 

203-0 

0-219 

188-9 

9-42 

20-05 

81 

35-25 

6-23 

196-49 

0-343 

125-36 

5-26 

23  83 

8-2 

114-91 

5-54 

114-6 

0-230 

178-2 

9-04 

19-71 

91 

83-44 

5-86 

116-07 

0-264 

133-56 

6-66 

20-05 

8-4 

39-49 

1 

5-87 

112-54 

0-474 

78-3 

2-9 

27-0 

10-1 
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155-71 

131-25 

110-98 

59-16 

60-41 

137-37 

138-12 

156-86 


1118 
10-81 
10-55 
12-23 
11-04 

1114 

10-78 
10-59 


396-7 

399*02 

402-40 

395-56 

394-23 

-295-28 

198  6 

118  08 


0-347 
0-294 
0-285 
0-473 
0-397 

0-391 

0-449 

0-O-27 


W 

492-12 
411-47 
.349-73 
212-60 
216-50 

335-84 

-243-86 

152-43 


I 

W 
I 

33-19 
27-11 
22-09 
11-66 
1186 

14-82 
15-18 
15-83 
18-23 
18-25     ' 

22-06 
14*76 


8-84 


15-22 
16-52 
17-23 


y  \/pin 
r-  2-75 


10-2 
8-3 

7-7" 
7  6 
7-4 


9-4 


9-0 
9-1 
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WiLLANs'  (yONDENSiNG  Table  III.     COMPOUND  SERIES  {continued). 


Pi 

r 

15-81 
15-82 
17-50 

n 

40215 

398-1 

406-7 

0-446 
0-454 
0-665 

W 

39210 
323-48 
227-28 

/ 

27-5 

21-59 

1318 

W 
I 

14-26 
14-98 
17-24 

Vs/Pin 
*--2-75 

168-07 

132-82 

82-56 

8-9 
8-0 
8-5 

161-31 
86-13 

1607 
15-74 

303-94 

300-2 

0-567 
0-622 

302-34 

188-60 

19-89 
10-62 

15-20 
17-75 

9-4 
7-8 

157-91 
73-43 

16-05 
17-04 

203-26 
198-97 

0-736 
1-063 

226  04 
129-10 

13-46 
6-00 

16-79 
21-52 

9-9 
9  0 

172-56 
111-03 

20-18 
20-24 

4041 
396-02 

0-600 
0-649 

366-07 
249-4 

24-87 
16-03 

14-72 
15-51 

9-1 

7  8 

I  can  make  nothing  better  of  the  compound  trials  (condensing) 
of  Mr.  Willans  than  this  : — 

The  last  column  of  the  table  shows  the  values  of 

r  -  2-75 

for  all  his  results  except  the  five  trials  in  which  the  value  of  r  was 
about  5*7,  n  =  400  and  p^  var3dng  from  126  to  37,  and  it  is  evident 
that,  except  for  these  five  trials,  we  may  take 

r  -  2-75      , 
y  =  c  —  —    ,  where  c  =  8*20. 
s/np^ 

A  study  of  the  numbers  will  show  that  there  can  be  no  simple 
formula  which  is  very  satisfactory. 

5137.  I.  As  to  the  effect  of  the  initial  pressure,  it  is  evident 
that  when 


r 

r 

T 

r 


5*7,  n 

5-7,  n 

5-7,  n 

5-7,  n 


400,  y  slightly  increases  as  p^  is  less 
300,  yoci?!"* 
200,  y  ocjOi"* 
114,  y  (X^i'* 


r 
r 
r 
r 
r 


11,  n 
16i,.7i 
16i,  7t 
16i,  ?i 
20,    n 


400,  y  increases  as  p^  is  less 

400,  y  ccp^-i 

300,  y  increases  as  ^^  is  less 

200,  y  cc^i"* 

400,  y  increases  as  p^  is  less. 
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It  is,  however,  only  where  r  =  57,  n  =  400  that  we  are  perfectly 
certain  that  y  is  not  greatly  aflfected  by  the  value  oip^,  and,  indeed, 
that  we  may  not  take  it  that  y  ozp^~^, 

11.  Ai  to  speed.  When  r  =  5*7,  it  is  only  at  the  medium 
pressures,  say  p^  =  60  to  p^  =  107,  that  we  find 

y  oz  II"* 
atpi  =  36,  y  ocn'^ 
at  j?!  =  126,  y  QC  n-^ . 

The  trials  for  other  values  of  r  do  not  show  such  large  dis- 
crepancies from  the  rule  we  have  given. 

I  have  not  quoted  any  of  the  numerous  other  figures  of  Mr. 

Willans,  but  it  is  to  be  understood  that  he  tries  to  trace  the  amount 

of  steam  present  at  every  stage  in  his  compound  and  triple  trials. 

I  find  that  the  following  rule  is  fairly  typical.     We  have  seen  that 

the  water  missing  in  the  high  pressure  cylinder  when  r  was  about 

6*7  follows  a  rather  complicated  law. 

T.^       .^       .      missinfif  steam  in  low  pressure  cylinder     t  /»   j  .i 

Now  if  y.  IS  .--p — Ti— T • — 1 — v-j— I  I  fiiid  the 

^^      indicated  steam  in  low  pressure  cylmder 

simple  rule 

123 

yi  --  n  +  74' 

Certainly  the  inverse  ^n  law  cannot  be  made  to  hold. 

Willans*  Triple  Condensing  Trials, 

338.  In  the  following  trials  there  is  not  much  variation  of  r 
and  n.     The  rule 

r-  7 
y  =  110  ^ 

will  be  found  to  be  feirly  correct ;  or  assuming  the  untested  law  for 
d,  if  d  is  the  diameter  of  the  highest  pressure  cylinder  in  inches 

^  600  (r  -  7) 
dn\/p^ 

The  most  important  thing  to  notice  is  that 

when  r  =  21*5,  and  n  =  377,  y  ocp^-^ 
when  r  =  14*2  and  n  =  301,  y  ccp^-^ 
when  r  =  142  and  n  =  380,  y  ccp^'^^, 

but  it  is  quite  possible  that  more  observations  would  correct  the 
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apparent  want  of  consistency.     In  all  cases,  however,  y  is  greatly 
afiFected  by  the  value  o(py 

WiLLANS'  CONDENSINCJ   TabLE  IV.      TRIPLE  SERIES. 


1 

1 

1 

r 

H 

I 

y 

W 

/ 

W 
I 

177-29 
175-5 
157-55 
12812 
53-97 
5112 

13-72 
14-01 
13-66 
1411 
1410 
15-36 

379-1 
'      383-7 
1      380-5 
383-6 
376-6 
381-4 

0145 
0-168 
0-148 
0-180 
0-269 
0-318 

383-60 

380-3 

343-4 

285-56 

143-02 

1310 

29-46 
29-84 
26-66 
21-32 
9-28 
8-30 

13-02 
12-74 
12-88 
13-39 
15-41 
15-78 

176-90 

130-33 

52-66 

13-72 
14-23 
14-67 

302-4 
300-2 
301-9 

0-195 
0-241 
0-415 

297-6 
234-57 
113-84     ; 

2314 

16-79 

6-70 

12-86      ' 

13-97 

16-99 

175-28 
143-8 
74-12 

21-69 
21-31 
21-17 

375-4 
379-5 
375-9 

0-344 
0-371 
0-418 

283-6 
239-2 
139-29 

22-26 

18-28 
9  08 

12-74 
13-OJ)      1 

15-34      1 

1 

» 
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5139.  £noin£ERING  is  really  the  utilisation  of  chemical  and 
physical  principles,  and  yet  many  men  think  themselves  engineers 
who  have  no  clear  notions  of  these  principles  in  their  fundamental 
forms. .  Such  men  are  in  truth  only  capable  of  doing  what  other  men 
have  done  before ;  they  are  incapable  of  foreseeing  how  any  new  con- 
trivance will  act,  but  by  dint  of  expensive  trial  and  failure  they  some- 
times arrive  at  results  which  they  might  have  arrived  at  very  inexpen- 
sively if  they  had  been  better  educated.  This  very  general  ignorance 
of  elementary  scientific  principles  in  ingenious  men  has  filled  the 
books  on  our  subject  with  most  misleading  numbers,  arrived  at  by 
unscientific  trials.  In  other  branches  of  engineering  if  a  man  desires 
to  make  a  new  departure  he  can  find  figures,  the  results  of  scientific 
tests,  from  which  he  can  calculate  with  some  accuracy  how  his  new 
contrivance  will  act ;  in  the  subject  of  applied  heat,  the  practical 
figures  given  us  in  one  book  contradict  each  other  in  the  most.,  ex- 
traordinary way.  In  the  most  authoritative  treatises  we  find  on  one 
page  that  the  rate  at  which  heat  passes  through  a  square  foot  of 
boiler  heating  surface  is  practically  independent  of  whether  the 
metal  is  copper  or  iron,  and  figures  that  pretend  to  be  right  to  the 
one  ten  thousandth  part  are  quoted  establishing  this  fact.  A  few 
pages  further  on  we  find  equally  elaborate  results  showing  that 
the  thermal  resistance  of  the  metal  plate  is  proportional  to  its  thick- 
ness and  is  ever  so  much  greater  in  iron  than  copper.  The  authors 
of  these  treatises  do  not  seem  for  a  moment  to  think  that  they  have 
given  the  same  weight  to  two  contradictory  statements. 

It  would  be  easy  to  quote  many  examples  of  this  divorce  of  what 
is  regarded  as  practical  experience  from  a  knowledge  of  the  most 
elementary  scientific  principles.  The  most  unsatisfactory  part  of 
the  disjunction  is  this,  that  although  we  are  sure  that  the  expensive 
experiments  were  performed,  the  author  in  describing  them  has  left 
out  as  of  no  consequence  the  very  facts  which  would  make  them 
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useful.  Usually,  however,  he  has  merely  paid  no  attention  to  what 
happens  to  be  the  most  important  varying  factor  in  his  experiment, 
and  of  course  his  results  are  inconsistent  with  one  another.  All  this 
has  made  the  phenomena  in  boilers  seem  to  be  much  more  difficult 
to  understand  than  they  really  are,  and  every  well-meaning  engineer 
who  gives  us  new  figures  about  heat  phenomena  from  his  own  measure- 
ment, is  only  adding  to  a  large  array  of  inconsistent  looking  facts. 
I  am  sorry  to  say  that  half  the  writers  of  papers  published  by  even 
the  highest  scientific  societies  are  as  ignorant  of  elementary  truths. 
What  is  much  wanted  is  a  study  of  combustion  and  the  conduction 
and  other  transference  of  heat  in  their  very  simplest  forms,  in 
chemical  and  physics  laboratories. 

In  this  book  I  can  only  state  principles  and  assume  that 
students  have  made  them  part  of  their  mental  machiner3^  I  need 
hardly  say  that  it  is  impossible  to  do  this  by  academic  absorption  from 
a  book. 

240.  Chemical  sirinbola  have  been  cunningly^contrived  so  that 
they  convey  a  vast  amount  of  information,  and  by  the  help  of  certain 
tables  which  have  been  very  carefully  prepared  they  enable  us  to  make 
exact  calculations.  To  explain  fully  what  follows  so  that  a  student 
shall  not  get  misleading  notions  is  no  part  of  my  business ;  just  now 
I  look  upon  these  statements  as  mere  helps  to  the  memory. 

A  molecule  of  each  of  many  of  the  simple  gases  consists  of  two 
atoms.  An  atom  of  hydrogen  is  indicated  by  -ff ;  n  atoms  by  nH 
or  Hn-  An  atom  of  carbon  is  indicated  by  G,  an  atom  of  oxygen 
by  0,  and  of  nitrogen  by  N.  If  the  weight  of  the  atom  of  hydrogen 
is  taken  as  1,  the  atomic  weights  are  H,\\  C,  12  ;  0,  16  ;  iV,  14.^ 

The  following  are  the  symbols  of  the  gases  (one  molecule  of  each) 
with  which  we  are  most  concerned : — H^ ;  0^ ;  -^2^^  gaseous  water  or 
steam  ;  CO,  carbon  monoxide  (commonly  called  carbonic  oxide)  ;  GOo 
carbon  dioxide  (commonly  called  carbonic  acid) ;  CJ?^,  methane 
(commonly  called  marsh  gas  or  light  hydrocarbon) ;  G^H^y  ethylene 
(commonly  called  defiant  gas,  the  best  known  heavy  hydrocarbon). 

There  are  the  same  numbers  of  molecules  of  any  gas  to  the 
cubic  foot,  and  therefore  supposing  for  convenience  we  take  H^  as 
indicating  two  cubic  feet  of  hydrogen,  0^  indicates  two  cubic  feet 
of  oxygen,  00^  indicates  two  cubic  feet  of  carbon  dioxide,  CO 
indicates  two  cubic  feet  of  carbon  monoxide,  H^O  indicates  two 
cubic  feet  of  gaseous  water,  &c.,  the  idea  being  that  they  are  all  in 
the  perfectly  gaseous  state  and  at  the  same  temperature  and  pressure. 
By  weight,  if  H^  indicates  1  lb.  of  hydrogen,  H^  indicates  3  lbs. ; 
O3    indicates   3    times    16    or    48    lbs.    of  oxygen;  H^O  indicates 

1  More  exactly,  /T,  1 ;  (7,  11-92  ;  0, 15-88 ;  N,  13'94. 
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2  +  16  or  18  lbs.  of  water  and  so  on.  It  is  evident  that  the 
mere  symbol  of  a  gas  such  as  C^^  tells  us  its  density ;  thus  G^H^ 
has  the  same  volume  as  H^  or  0^  or  GO^  or  GO  or  Hfi,  and  there- 
fore (2  X  12)  +  (4  X  1)  or  28  lbs.  of  olefiant  gas  has  the  same 
volume  as  2  X  1  or  2  lbs.  of  hydrogen,  or  as  2  x  16  or  32  lbs.  of 
oxygen  or  12  -h  (2  x  16)  or  44  lbs.  of  carbon  dioxide  or  12  +  16  or 
28  lbs.  of  carbon  monoxide  or  2x1  +  16  or  18  lbs.  of  gaseous  water. 

241.  Consider  such  an  equation  as 

We  can  read  this  in  the  following  ways: 

(1)  One  molecule  of  hydrogen  combines  with  half  a  molecule^  of 
oxygen  to  form  one  molecule  of  water. 

(2)  Two  atoms  of  hydrogen  combine  with  one  atom  of  oxygen 
to  form  one  molecule  of  water. 

(3)  Two  cubic  feet  of  hydrogen  combine  with  one  cubic  foot 
of  oxygen  to  form  two  cubic  feet  of  gaseous  water. 

(4)  2  lbs.  of  hydrogen  combine  with  16  lbs.  of  oxygen  to  form 
18  lbs.  of  water. 

I  may  add  that  the  total  amount  of  heat  derivable  from  the 
combustion  of  1  lb.  of  hydrogen  is  62,100  Fahrenheit  (34,500  centi- 
grade) pound  units  of  heat,  the  stuflF  resulting  from  the  combustion 
being  reduced  to  62°  F. ;  ordinary  differences  as  to  the  pressure 
of  the  gases  beforehand  and  after  being  quite  insignificant.  In 
what  follows,  calorific  power  will  be  in  centigrade  heat  units  unless 
Fahrenheit  is  specially  mentioned.  I  have  at  some  length  dwelt 
upon  those  parts  of  the  signification  of  the  equation  iT^  +  0  =  H^O 
which  are  interesting  to  us.  Let  the  student  in  the  same  way  write 
out  similar  statements  concerning  each  of  the  following. 

CH^  +  40  =  GO^  +  2H^0 
Gfi^  +60  =  2OO2  +  2E^0 

The  following  equations  need  not  be  stated  volumetrically 
because  we  know  nothing  of  carbon  in  the  gaseous  state. 

0  +  0  =  00 

G'{-20=^G0^ 

242,  If  a  pound  of  hydrogen  is  already  in  combination  with 
carbon,  and  the  hydrocarbon  is  burnt  in  air  we  assume  that  the 
energy  required  to  decompose  it  is  too  small  to  be  wort.h  troubling 

^  To  speak  of  half  a  molecule  is  a  little  absurd,  but  here  it  sfives  trouble.  The 
student  may  if  he  pleases  double  everything  in  the  formula  and  in  these  four  state- 
ments. 
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about.  This  is  partly  because  we  do  not  know  the  amount,  but 
also  because  we  know  that  it  cannot  be  great. 

The  presence  of  hydrogen  in  a  fuel  is  conducive  to  rapid  ignition  ; 
the  hydrocarbons  volatilise  below  redness  and  ignite,  heating  the  rest, 
leaving  the  fixed  carbon  porous.  This  is  why  wood,  peat,  and  some 
kinds  of  brown  and  gas  coals  flame  so  much.  When  there  is  little 
hydrogen,  we  get  flame  by  using  insufiicient  air  so  that  only  carbon 
monoxide  is  produced,  and  this  with  more  air  gives  flame.  Steam 
conduces  to  flame  production. 

5I43.  Again,  when  a  pound  of  carbon,  say  charcoal,  is  completely 
burnt,  the  heat  of  combination  must  be  somewhat  different  firom  what 
it  is  if  the  carbon  is  part  of  a  hydrocarbon.  We  assume  it  to  be  the 
same  (8,04?0  units)  because  we  do  not  know  any  better.  It  is  urged 
by  some  eminent  persons  that  as  the  combination  of  1  lb.  of  C  with 

0  to  form  CO  gives  2,470  units  of  heat,  and  the  further  combination 
of  the  so  produced  CO  with  0  to  form  COj  gives  5,600  units  of  heat, 
the  difference  between  these  numbers  represents  the  latent  heat  of 
gaseous  carbon.  It  is  a  most  unscientific  statement,  as  the  two  cases 
of  combination  of  C  with  0  have  about  as  much  to  do  with  one 
another  as  Tenterden  steeple  and  the  Goodwin  Sands. 

In  a  fuel  we  distinguish  between  that  portion  of  the  carbon  which 
is  called  *  fixed '  (which  would  be  left  as  charcoal  or  coke  after  destruc- 
tive distillation)  and  that  which  is  volatile  (being  combined  with 
hydrogen  as  a  hydrocarbon  like  marsh  or  defiant  gas).  Fixed  carbon 
needs  to  be  scrubbed  with  air  as  it  burns.  A  hydrocarbon,  if  mixed 
at  a  high  enough  temperature  with  a  sufficient  quantity  of  air,  burns 
completely  into  CO^  and  H^O  with  a  blue  flame.  But  if  the  hydro- 
carbon not  mixed  with  air  is  at  a  high  temperature  and  is  suddenly 
cooled,  it  becomes  decomposed  partly  into  marsh  gas  and  partly 
free  hydrogen,  and  much  of  the  carbon  separates  out  as  solid  particles 
which  we  call  smoke  or  soot.  If,  however,  there  is  sufficient  air  in 
the  atmosphere  containing  this  smoke,  and  it  is  heated  to  a  high 
enough  temperature,  the  carbon  becomes  consumed  forming  reddish 
yellow  or  white  flame. 

The  burning  of  carbon  seems  to  be  always  complete  at  first,  that 
is,  some  of  the  G  becomes  CO^,  If,  however,  this  CO^  comes  in 
contact  with  white-hot  solid  carbon,  it  seems  to  dissolve  the  solid  and 
become  carbon  monoxide,  and  if  the  process  stops  here  there  is  great 
waste  of  fuel.  The  presence  of  moisture  conduces  to  this  action. 
It  is  for  this  reason  that  when  boiler  fires  are  thick  it  is  necessary 
to  admit  air  above  the  fire  as  well  as  below. 

244,  Exercise  1.  Olefiant  gas  has  the  composition  C^H^ ;  in 

1  lb.  of  it,  how  much  carbon  and  how  much  hydrogen  are  there  ? 
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Answer,  2  x  12  or  24  lbs.'of  (7  +  4  lbs.  of  E  are  in  28  lbs.  of  CgH^. 

Hence  f  lb.  of  (7  +  +  lb.  of  fi'  are  in  1  lb.  of  C^^, 

Exercise  2.  What  is  the  calorific  power  of  1  lb.  of  CJS^  ? 

Ansiuer.  f  x  8,040  +  |  X  34,500  =  11,820  units. 

The  experimentally  determined  number  is  11,960. 

Experimentally  determined,  the  heat  of  combustion  of  1  lb.  of 
oil  of  turpentine  is  10,850 ;  wood  charcoal  8,090 ;  gas  coke  8,050 ; 
graphite  7,780;  sulphur  2,250. 

For  the  following  I  have  taken  in  each  case  the  means  of  four 
careful  calorimetric  measurements  of  1  lb.  of  each ; — carbon  mon- 
oxide 2,425,marsh  gas  13,240, defiant  gas  11,960,  benzene  C^ff^  10,100. 

5145  •  To  recapitulate  a  little.  We  see  then  that  in  considering 
the  combustion  of  a  fiiel,  1  lb.  of  hydrogen  needs  8  lbs.  of  oxygen, 
and  forms  9  lbs.  of  water.  The  total  heat  available  is  62,100  Fahren- 
heit or  34,500  Centigrade  units  of  heat.  But  when  we  state  calorific 
power  it  is  preferable  not  to  deduct  the  latent  heat  of  water. 
If  the  water  goes  off  uncondensed  as  it  usually  does  in  our 
engines,  we  may  roughly  say  that  the  total  heat  available  is 
€2,100  -  966  X  9  units  or  53,400  Fahrenheit  or  29,800  Centigrade 
units.  One  pound  of  carbon  needs  2*67  lbs.  oxygen,  and  forms  367  lbs. 
of  carbonic  acid  (called  by  the  chemist,  carbon  dioxide).  The  heat 
available  is  8,040  Centigrade  units.  In  this  case  the  combustion  is 
said  to  be  complete.  But  1  lb.  of  carbon  may  unite  with  1*33  lb.  of 
oxygen  to  form  3'33  lbs.  of  carbonic  oxide  (called  by  the  chemist, 
carbon  monoxide).  The  heat  available  is  2,470  units  and  the  com- 
bustion is  incomplete.  The  combustion  may  or  may  not  be  after- 
wards completed.  One  pound  of  oxygen  is  contained  in  4*35  lbs.  of 
air;  hence,  knowing  how  much  oxygen  is  needed  we  know  the 
amount  of  air  needed.  When  we  know  the  chemical  composition 
of  a  fuel  we  can  tell  the  weight  of  oxygen,  and  therefore  the  weight 
of  air  needed  for  complete  combustion,  and  we  can  roughly  deter- 
mine the  amount  of  heat  available  if  we  calculate  merely  from  the 
carbon  and  hydrogen  which  are  contained  in  the  fuel.  Students  who 
know  a  little  chemistry  are  aware  that  there  is  no  rule  for  making 
this  calculation  of  the  calorific  power  which  is  not  likely  to  be  in 
error  as  much  as,  if  not  more,  than  5  per  cent.  There  is  no  handy 
instrument  which  will  enable  the  calorific  power  to  be  measured 
with  greater  accuracy  than  this.  It  is  a  regular  laboratory  exercise 
with  my  students  to  measure  it  with  a  handy  instrument,  and  it  is 
an  instructive  lesson  to  show  them  the  incorrectness  of  the  method. 
Unless,  therefore,  we  take  a  very  troublesome  method  of  measure- 
ment, we  cannot  do  better  than  to  calculate  from  the  chemical 
composition.     Students  ought  to  calculate  the  calorific  power  and 
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the  air  required  for  the  combustion  of  some  of  the  fuels  of  the 
following  tables  in  this  way.  They  may,  later,  use  the  formula  that 
follows. 

Example.  One  pound  of  each  of  the  following  fuels  contains  the 
following  fractions  of  1  lb.  of  carbon  and  hydrogen.  Find  the 
weights  of  oxygen  required  for  complete  combustion.  As  there  is 
only  -23  lb.  of  oxygen  in  1  lb.  of  air,  we  must  divide  by  23  to  find 
the  weights  of  air  required.  From  1 J  to  twice  this  amount  of  air  is 
usually  admitted  to  a  boiler  furnace. 


1  lb.  of  Fuel. 


Dried  wood 

Brown  coal 

Bituminous  coal  ... 
Average  British  coal  . 
Welsh  steam  coal  (average) 

Anthracite 

Coke 

Petroleum         ... 
Coal  gas 


lb.  of 
Carbon. 

lb.  of 

lb.  of 

lb.  of 

Heat 

Evapor 

Hydro- 

;     ^n 

005 

Oxygen 
needed. 

r467 

Air 
needed. 

638 

de- 
veloped. 

4941 

ative 
power. 

0-40 

9-20 

•55 

•01 

1-547 

6-726 

4767 

8-88 

•70 

•05 

2267 

9-86 

7353 

13-70 

•80 

•05 

2534 

1102 

8157 

1519 

0-84 

■05 

2-64 

1148 

8479 

1579 

0-92 

•03 

2^69 

11-71 

8432 

15-70 

0-88 

0 

2347 

1021 

7075 

1317 

0-85 

•15 

3-467 

1508 

12010 

22-36 

058 

•23 

3387 

1308 

12600 

24-13 

Example.  One  cubic  foot  of  each  of  the  following  gaseous  fuels 
contains  the  following  fractions  of  a  cubic  foot  of  the  gases  stated. 
Find  the  cubic  feet  of  oxygen  required  for  complete  combustion. 
There  is  '208  of  a  cubic  foot  of  oxygen  in  one  cubic  foot  of  air, 
therefore  divide  by  '208  to  find  the  cubic  feet  of  air  needed  for 
complete  combustion. 


One  cubic  foot  of 


Average  coal  gas 
London 
Scotch 
Midland 


»» 


Dowson  gas 


>» 


>» 


Generator  gas    .    ,    . 
Siemens  gas    .... 

Water  gas 

Generator  water  gas 


Hydro-     Carbonic 
gen.         Oxide. 


0 


•06 
••50 
•12 


•47 
•506 
•36 
•416 


■187 
'     -265 


•09 
•039 

•068 
•044 


•251 
182 


•34 
•20 
•oO 

•38 


Marsh 
Gofl. 


•34 
•37 
•42 
•41 


•003 
•005 


0 

0 
0 


•01 


Heavy      Carbonic 
Hydro-    ^^^^^* 
arbons.   Mtrogen, 
&c. 


•05 
•055 
•15 
•075 


•003 
•005 


0 


•01 


0 
0 


•05 
•054 
•036 
•072 


•,>56 
•423 


•66 
•72 

•50 


E.  '  u 


•^  **  **  s? 


53 
541 
556 
5-27 


124 
134 


•>-7 


57 
566 
7*23 
613 


1125 
1195 


■815 

•865 

2-404 

•961 
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246.  It  is  customary  to  calculate  calorific  powers  of  fUelB 

by  the  following  formulse  which  ought  to  be  known  to  students. 

When  a  fuel  contains  hydrogen  and  oxygen  in  the  proper  pro- 
portion to  form  water,  it  is  assumed  that  they  may  be  left  out  of 
the  calculation  of  the  calorific  power.  Their  effect  is  only  to  form 
smoke  more  easily.     We  have  therefore  the  following  rule : — 

Suppose  that  c,  h  and  o  are  the  weights  of  carbon,  hydrogen  and 

oxygen  in  a  fuel.     Subtract  ^  from  A,  and  call  the  remainder  the 

o 

available  hydrogen.  Consider  1  lb.  of  hydrogen  to  have  4'28  times 
the  calorific  power  of  carbon,  and  thus  our  pound  of  fiiel  has  the 
same  calorific  power  as 


c  -h  4-28 


(*-i) 


pounds  of  carbon.  That  is,  if  h^  is  the  heat  per  pound  of  fuel  and 
if  £  is  its  evaporative  power  (being  h^  divided  by  latent  heat  of 
steam  at  100**  C),  then 

h^=  14,500 1  c  -h  4-28  (a  -  ^\  jin  .Fahrenheit  units 
h^  =  8,050|  c  -h  4-28  (h  -  ^\  lin  Centigrade  units 

H  =  15-!  c  -h  4'28  (h  —  rr,  j  j-in  evaporation  units 

Students  will  calculate  h^  and  £  for  each  of  the  fuels  of  Art. 
256.  I  am  sorry  to  say  that  this  formula,  long  accepted  as  giving  a 
fair  agreement  with  calorimetric  tests,  ought  to  have  5  per  cent, 
added  to  its  value.  It  has  been  found  to  give  from  1*5  to  10*6  per 
cent,  too  low  a  value.  A  formula  now  getting  into  use  which  is 
supposed  to  be  more  correct  is 

h^  =  8,140  c  +  34,500  h  -  3,000  (o  +  n) 

where  n  is  the  weight  of  nitrogen  present  in  a  pound  of  fuel. 

In  the  table  the  heat  due  to  the  fixed  carbon  is  obtained  by 
assuming  that  nothing  is  burnt  except  that  part  of  the  carbon 
which  is  fixed ;  the  rest  going  off  unconsumed. 

947.  The  student  will  now  work  the  following  easy  algebraic 
exercises.  A  pound  of  fuel  contains  c  lb.  of  carbon,  h  lb.  of  hydro- 
gen, 0  lb.  of  oxygen,  show  that  roughly ; — 
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1.  The  pounds  of  air  needed  for  complete  combustion 

A  =  11-6  c  +  34-8  h 

2.  The  product!  of  combustion  are 

3  J  c  lbs.  of  carbon  dioxide 
9  h  lbs.  of  steam 

8-9  c  +  26*8  h  of  nitrogen. 

Work  now  the  following  numerical  exercises  on  the  above. 

3.  Taking  average  coal  c  =  08,  h  =  005,  o  =  008 
Calculate  £,  A,  and  the  products. 

Answer,  1457  :  1102 ;  2933  lbs.  of  COg,  045  lb.  of  H20,8-49  lbs. 
of  N. 

4.  By  Art.  189  find  the  specific  heat  of  the  products  from 
average  coal;  given  the  following  specific 'heats:  carbon  dioxide 
•216,  nitrogen  "244,  steam  475. 

Armoer.    2933  x^216  +  0-4^x  -475  +  849  X  '244 

2-933  +  0450  +  8-490 

^  -634  +  '213  +  2071  _ 

=  "11-87^ -^^^® 

5.  The  specific  heat  of  air  is  238  ;  if,  in  addition  to  every  1  lb. 
of  necessary  air,  we  admit  a  lb.,  what  is  the  specific  heat  of  the 
products  ?  ^Tisi^vr.— (-246  X  11*873  +  11*02  a  x  0-238)  -r-  (11-873 
+  11-02  a)  =  -238  (1113  +  a)/(1077  +  a). 

6.  Find  the  quantities  and  specific  heats  of  the  products  when 
30,  70  or  100  per  cent,  excess  air  is  admitted  in  the  burning  of 
average  coal. 

Ansioer.  15*2  lbs.  of  specific  heat  0*244,  19-6  lbs.  of  specific  heat 
•243,  22*9  lbs.  of  specific  heat  242. 

In  each  case  part  of  the  total  amount  of  products  is  0*45  lb. 
of  steam. 

7.  In  cases  where  the  products  are  15,  20  and  23  lbs.  per  pound 
of  fuel ;  taking  the  specific  heat  as  •  243  in  every  case,  what  is  the 
necessary  loss  of  evaporative  power  in  the  following  cases  :  The 
outside  atmosphere  is  at  G2°  F.  The  boiler  water  is  at  212°  F., 
322'  F.,  382°  F.,  402'  F.  Am,  If  5°  F.  is  the  temperature  in  the 
boiler,  and  w  the  weight  of  products,  0*243  lo  (d  -  62)  +  966   is 
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the   evaporation  which   cannot    be    utilised ;    the   answers  are  as 
follow : — 


Necessary  diminution  of  evaporative  power  for  the  following 
Teraperaturen  of  Water  in  Boiler. 


Weigfato  of 

prcKlucts. 

212°  F.,  or 

822*  F.,  or 

882"  F.,  or 

402'  P.,  or 

15  lbs.  pressure. 
•453 

03  lbs.  pressure.  , 

200  lbs.  pre8Siu*e. 

250Ibs.pre8sur< 

12 

•785 

•955 

103 

15 

•5G6 

•984         •' 

119 

1-27 

20 

•755 

1-31 

1-59 

1-7 

23 

•867 

1-41 

1-83 

1-95 

8.  One  pound  of  the  fuel  of  Ex.  4  produces  0*45  lb.  of  steam ;  the 
hygroscopic  water  being  005  lb.,  we  have  0*5  lb.,  whose  total  heat 
loss  in  falling  from  the  temperature  of  the  boiler  water  to  62°  F. 
ought  also  to  be  deducted.  We  have  already  considered  this  loss  if 
it  were  merely  steam  vapour.  But  it  loses  latent  heat  966  units  per 
lb.,  and  if  cooled  to  62°  F.,  would  cool  as  water  and  not  as  steam  gas. 
Hence  966  +  (212  -  62)  x  (1  -  0-475)  or,  1,045  is  the  extra  heat 
per  pound,  or  522  -f  966,  or  0*54  is  the  loss  of  evaporation  due  to 
this  cause. 

9.  The  coal  of  Ex.  4  is  burnt  in  a  boiler  whose  water  is  at 
322°  F.  (93  lbs.  pressure) ;  70  per  cent,  excess  air  is  admitted,  what 
is  the  available  evaporative  power?  Ana.  14*57  from.  Ex.  (3) 
minus  1*3  from  Ex.  (7)  minus  0*54  from  Ex.  (8)  gives  us  12*73  lbs.  of 
water  evaporated  as  from  and  at  212°  F.  per  pound  of  fuel. 

10.  If  the  feed  water  of  the  boiler  is  supplied  at  62°  F.,  and 
evaporated  at  322°  F.  (or  93  lbs.  per  square  inch),  and  if  the  steam 
leaving  the  boiler  is  (1)  dry  steam,  (2)  has  5  per  cent,  of  wetness, 
what  is  the  greatest  possible  amount  producible  per  pound  of  fuel 
of  Ex.  9  ?  This  exercise  is  in  natural  sequence  with  the  others, 
and  so  I  do  not  like  to  remove  it  to  Art.  248. 

Am.  <1)  1  lb.  of  water  from  62°  F.  to  322°  F.  needs  260  units  of 
heat ;  1  lb.  of  this  kind  of  steam  needs  the  latent  heat  887.  Total, 
1,147  units.  (2)  1  lb.  of  water  from  62'  F.  to  322°  F.  needs  260 
units  of  heat ;  0*95  lb.  of  this  kind  of  steam  needs  the  latent  heat 
887  X  0*95  or  843  units;  total,  1,103  units.     Hence  the  standard 

evaporation  of  1  lb.  is  equivalent  to   jyT^  lbs.  dry  or  :rrry^  lbs.  wet, 

or  12*73  of  standard  evaporation  is  equivalent  to  10*72  lbs.  of  this  dry 
steam,  or  11*15  lbs.  of  this  wet  steam. 

11.  The  hydrocarbons  of  the  above  (Ex.  4)  average  coal,  escape 
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unbumt ;  the  fixed  carbon  is  only  0'57  lb.  per  pound  of  fuel ;  there  is 
no  moisture  present ;  the  products  of  combustion  are  23  lbs.  per 
pound  of  fuel,  specific  heat  0*24,  water  in  boiler  322"  F.  What  is 
the  available  evaporative  power  of  the  fuel  (assuming  flues  so 
perfect  that  the  gases  are  reduced  to  the  temperature  of  the 
water)  ? 

What  is  it  if  it  is  arranged  that  the  gases  must  not  enter  the 
chimney  at  a  lower  temperature  than  580°  F.  ? 

The  feed  water  being  at  62**  F.,  convert  the  last  answer  into 
actual  evaporation  of  dry  steam,  assuming  that  10  per  cent,  of  the 
heat  is  lost  by  radiation  from  the  boiler  itself. 

12.  One  pound  of  average  coke  contains  15  per  cent,  moisture 
and  80  per  cent,  carbon,  the  rest  being  ash  and  a  trace  of  sulphur. 

What  is  its  evaporative  power  and  the  amount  of  air  needed  for 
complete  combustion?  Ans.  15  x  '8  or  12  lbs.  of  evaporation; 
11-6  X  -8  or  9*3  lbs  of  air. 

13.  For  the  coke  of  last  exercise.  If  70  per  cent,  excess  of  air  is 
admitted  at  62"  F,,  and  if  the  temperature  of  the  water  in  a  boiler 
is  320*"  F. ;  the  products  of  combustion  having  a  specific  heat  0*24, 
what  is  the  really  available  evaporative  power  ?  Ans,  The  quantity 
of  products  is  (93  +  1)  1*70  or  17*51  lbs.  ;  the  heat  lost  because  this 
can  cool  only  to  320"  F.  is  (320  -  62)  0*24  x  17*51  =  1,085  units. 
Also  the  latent  heat  of  "15  lb.  of  moisture  is  966  X  '15  or 
135  units.  Our  calculation  is  only  roughly  correct  because  the 
moisture  wastes  more  heat  than  this.  Taking  this  as  sufficiently 
correct,  the  unavoidable  waste  is  1,085  +  135  or  1,215  units,  and 
this  divided  by  966  is  1*26  lb.  of  evaporation.  Hence  the  available 
evaporation  is  only  107  lbs. 

It  is  usual  to  speak  of  12  lbs.,  or  150  cubic  feet  of  air^  as 
being  necessary  for  the  complete  combustion  of  1  lb.  of  coal,  and 
to  be  quite  certain  of  there  being  enough  we  must  admit  more 
than  enough. 

When  the  fuel  is  not  thick  on  the  grate  as  in  Cornish  and 
Lancashire  boilers,  with  a  chimney  to  produce  the  draught,  it  is 
difficult  to  distribute  the  air  properly  and  so  to  be  sure  that  each 
piece  of  coal  has  enough  air  to  scrub  it,  we  admit,  on  the  whole, 
about  24  lbs.  of  air  per  pound  of  fuel.  When  the  fires  are  thick  and 
there  is  forced  draught  we  admit  as  little  as  18  lbs.,  or  even  less 
air  per  pound  of  fuel,  getting  very  complete  combustion. 

This  is  due  to  the  fact  that  in  thick  fires  the  CO.,  formed  below, 
dissolves  the  carbon  higher  in  the  fire  forming  CO,  which  is  burnt 
above  the  fire. 
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The  student  will  see  from  exercises  like  the  above  that  when 
a  pound  of  coal  is  burnt  we  have  losses  of  evaporative  power 
something  like  the  following.  First,  losses  due  to  hot  gases 
escaping — 

25  per  cent,  with  chimney  draught. 
20  per  cent,  with  forced  draught. 

Second,  about  2^  per  cent,  because  of  hot  ashes  and  unbumt 
solid  fuel  in  the  ashes. 

Third,  18  per  cent,  when  there  is  decently  good  firing  but  no 
contrivance  for  controlling  the  air  admission.  This  assumes  the 
hydrogen  to  go  off  unbumt. 

Fourth,  9  to  18  per  cent,  more  when  there  is  also  bad  firing,  so 
that  not  only  does  the  hydrogen  go  off  unbumt,  but  all  the  carbon 
of  the  hydrocarbon  part  goes  off  unbumt. 

Fifth,  5  per  cent,  due  to  radiation  of  heat  from  a  well  covered 
boiler. 

The  student  may  add  up  these  losses  as  he  pleases.  He  may  add 
further  loss  due  to  keeping  the  furnace  door  open  unnecessarily. 
Also,  if  the  boiler  is  not  well  covered  with  non-conducting  material 
there  is  further  loss. 

S48.  How  mnch  steam  is  produced  per  pound  of  coal? 
When  there  is  no  priming  [that  is  when  there  is  no  water  carried 
off  with  the  steam]  1  lb.  of  water  needs,  to  convert  it  into  steam 
of  the  following  kinds,  the  following  amounts  of  heat : — 


Temperature  of 
the  steam. 

rc. 

Absolute  pres- 
sure in  lbs.  per 
square  inch. 

,    Total  heat  per 
1    lb.  requirea  if 
feed  water  is  at 
40-  C. 

Pounds  of  steam 

corresponding  to 

the  heat  in  1  lb. 

of  average  coal 

or  8,500  units. 

EquiTalentof  1  lb. 
!    in  standard  of 
evaporation. 

i 

130 

39-25 

604-3 

14-07 

1 

1-127 

150 

69-21 

610-3 

13-93 

1139 

160 

89-86 

613-4 

13-86 

1145 

165 

101-9 

614-2 

13-84 

1146 

170 

1151 

616-4 

13-79 

1150 

175 

129-8 

617-2 

13-77 

1-152 

180 

145-8 

619-5 

13-73 

1154 

190 

182-4 

622-5 

13-66 

1-161 

195 

203-3 

6240 

13-62 

1-164 

The  student  ought  to  calculate  the  numbers  of  Col.  3  of  the 
above  table  as  an  exercise.  They  are  worked  out  in  this  way : — 
Regnault  found  that  to  heat  a  pound  of  water  from  0°  C.  to  6°  C,  and 
then  to  convert  it  into  steam,  required  6065  + '3055  units  of  heat. 
We  start  at  40°  C,  instead  of  0"*  C,  and  so  we  merely  subtract  40 
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from  what  Regnault's  calculation  gives  us.     Thus  if  tf  is  130  as  in 
the  table — 

606-5  +  -305  X  130  -  40  =  6043 

Now  practical  men  in  comparing  their  boilers,  sometimes  said, 
"  My  boiler  gives  8  lbs.  of  steam  per  pound  of  coal ;  "  another  said, 
"  My  boiler  gives  9  lbs."  and  the  comparison  might  be  very  unfair. 
They  saw  that  they  needed  a  standard.  The  standard  taken  is  "  An 
evaporation  of  one  pound  shall  mean,  one  pound  of  water  at  100°  C, 
converted  into  steam  at  100°  C."  This  is  536  heat  units.  So 
students  will  please  fill  in  the  fifth  column  of  the  table,  as  an 
exercise. 

If  they  know  the  actual  temperature  of  the  feed-water  of  a 
particular  boiler  they  ought  to  get  out  a  table  for  it  like  the 
above. 

Exercise  1.  How  much  heat  has  been  given  to  a  pound  of  feed- 
water  at  40°  C,  to  convert  it  into  what  is  J  steam  and  J  water  at 
160°  C.  ?  Anmer.  \  lb.  of  water  needed  (160  -  40)  -r  4  or  30  units. 
J  lb.  steam  needed  f  { 6065  +  '305  x  160  -  40 }  or  462  units : 
therefore,  the  pound  of  wet  steam  needed  492  units  to  produce  it. 
Notice  that  this  is  20  per  cent,  less  than  what  is  given  in  the  table. 

Exercise  2.  When  an  engineer  says  that  his  boiler  evaporates 
10  lbs.  of  water  for  every  1  lb.  of  coal,  his  feed  being  at  20°  C,  and 
his  steam  at  190°  C. ;  and  another  engineer  says  that  his  boiler 
evaporates  11  lbs.  of  water,  his  feed  being  at  60°  C.  and  his  steam  at 
130°  C,  compare  the  two  numbers.  One  gets  too  much  into  the  habit 
of  thinking  that  1  lb.  of  steam  just  needs  as  much  heat  to  produce 
it  as  1  lb.  of  any  other  kind  of  steam. 

The  total  heat  of  1  lb.  of  steam  at  190°  C.  is 

606-5  +  -305  X  190  or  664  units.     Subtract  20  and  we  get  644. 

The  total  heat  of  1  lb.  of  steam  at  130°  C.  is  6065  +  '305  X  130, 
or  646,  and  subtracting  60  we  find  586  units.  Hence  10  lbs.  of  the 
first  amounts  to  6,440  units,  and  11  lbs.  of  the  second  amounts  to  6,446 
units.  The  two  evaporations  are  then  practically  the  same.  State- 
ments then  of  amounts  of  evaporation  are  misleading  unless  we  use 
a  standard  of  evaporation,  and  so  we  always  convert  any  amount  of 
evaporation  into  an  equivalent  number  of  pounds  of  water  at 
100°  C,  converted  into  steam  at  100°  C.  This  unit  requires  of 
course  the  latent  heat  of  steam  per  pound,  536  heat  units. 

Exercise  3.  10  J  lbs.  of  water  heated  from  40°  C,  and  converted 
into  steam  at  180°  C,  find  the  equivalent  standard  amount.    Answer, 
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the  total  heat  of  1  lb.  of  the  steam  is  6065  +  305  x  180,  or  661-4 
units.  Subtract  40,  multiply  by  10^,  and  divide  by  536,  and  we 
find  the  answer  12*2  lbs. 

We  have  the  rule  "  To  find  the  total  heat  of  evaporation : — to  536 
add  1  for  every  degree  that  the  feed  is  below  100°  C,  and  3  for  every 
degree  that  the  steam  is  above  100*"  C. 

S49.  In  the  Fahrenheit  scale  calculate  the  following  numbers 
and  keep  the  table  by  you  for  reference.  The  standard  of  evapora- 
tion is  the  heat  required  to  produce  1  lb.  of  dry  saturated  steam  at 
212*"  F.  from  water  at  212°  F.,  and  is  equivalent  to  966  Fahrenheit 
pound  heat  units. 

From  Regnault  we  know  that  to  convert  1  lb.  of  feed-water  at 
e\  F.  into  steam  at  ^°  F.  needs  1,081  +  305^  -  {0^  -  32)  units ;  this 
divided  by  966  will  express  the  heat  necessary  to  produce  a  pound  of 
such  steam  in  terms  of  the  standard  of  evaporation. 


Praasureof 

Temperaturo 
of  Steam. 

32°  F. 

Temperature  o 
C8'  F.         104*  F. 

f  Feed  \^at 
140'  F.     1 

er. 

Steam. 

17(3   F. 

•Jl-2-  F 

O'C. 

20^0. 

40*  C. 

60' C. 

80'  C. 

100*  C 

14-7 

212 

119 

115 

Ill 

1-08 

104 

100 

28-8 

248 

1-20 

116 

113 

109 

105 

101 

52-5 

284 

1-21 

118 

114 

110 

106 

102 

89*9 

320 

1-22 

119 

115 

111 

107 

103 

145*8 

356 

1-23 

1-20 

116 

112 

108 

104 

225-9 

392 

1-24 

1-21 

117 

113 

109 

106 

.3.% -3 

428 

1-25 

1-22 

118 

114 

111 

107 

Thus  when  we  say  that  the  standard  evaporation  of  1  lb.  of  coal 
is  103,  we  mean  that  1  lb.  of  coal^will  produce  103  -?-  120,  or  8*6  lbs. 
of  steam  at  356°  F.  from  feed-water  at  68°  F. 

S60.  Exercise.  The  Nixon  s  Navigation  coal  used  by  Donkin 
and  Kennedy  in  their  boiler  tests  (Art.  261)  had  a  total  evaporative 
power  16*47  [as  from  and  at  212°  F.],  if  measured  by  the  chemist, 
and  needed  10*5  lbs.  of  air  for  complete  combustion.  Taking  the 
specific  heat  of  the  gases  as  243,  and  that  37  lb.  of  water  goes  off 
with  the  gases  ; — 

1.  Show  that  if  ^°o  F.  is  the  temperature  of  the  boiler-room,  and 
6  the  temperature  of  the  steam,  the  heat  necessarily  wasted  in 
burning  this  coal  in  a  perfect  boiler  with  just  the  right  amount  of  air 

.    11-5  X  •243(^  -  ^o)  •  ^-  •.  • 

IS 7rp^- in  evaporation  units. 

96b  ^ 

2.  Taking  the  temperature  of  the  air  in  the  boiler-room  as  60°  F. 
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show  that  for  the  following  pressures  of  steam  in  the  boiler  we  have 
the  following  results  : — 


Absolute 
Pressure. 


Heat  (in  evaporative 

units)  necessarily 

going  off  in 


14- 

30 

50 

75 

100 

150 

200 

250 


t 


•43 
•54 
•63 

•70 
•76 
•84 
•91 
•96 


Greatest  possible 

evaporation 

from  and 

at  212*  F. 


15-67 

15-56 

1548 

15-4 

15-34 

15-26 

15-19 

1513 


Percentage  of 

Chemist's 
determination. 


95 

94-5 

94 

93-5 

93 

92-5 

92-25 

92 


3.  Make  out  tables  for  1 J  and  twice  the  amount  of  air  necessary 
for  complete  combustion. 


Evaporative  power 

In  a  perfect  Boiler  as 

from  and  at  212'  F. 

Absolute 

Pressure. 

Air  I. 
15-67 

Air  li. 

Air  2. 

14-7 

15-46 

15-24 

30 

15-56 

15-29 

1502 

50 

15-48 

1516 

14-85 

75 

15-4 

15-05 

14-70 

100 

15-34 

1496 

14-58 

150 

15-26 

14-84 

14-42 

200 

15-19 

14-73 

14-28 

250 

15-13 

14-65 

14-17 

1 

• 

It  will  be  seen  that  if  d""  F.  is  the  temperature  of  the  steam ;  if 
3""^  F.  (taken  usually  as  60°  F.)  is  the  temperature  of  the  supplied  air ; 
if  B  is  the  evaporative  power  of  the  fuel  as  found  in  the  fuel  tester ; 
if  A  is  the  weight  of  air  supplied  per  pound  of  fuel,  if  w  is  the 
weight  of  water  going  off,  the  true  evaporative  power  in  a  perfect 
boiler  is 

F  =  E-w-  -238(5  -  0^){A  +  1) 

and  this  is  what  I  call  a  in  my  formula,  Art.  262. 

35 1.  Coal  Tester.  Some  coal  from  different  parts  of  each  sack 
being  taken  from  many  sacks,  it  is  spread  out  evenly  on  a  clean  floor, 
and  again  and  again  sampled  from  different  parts,  till  a  small  quantity 
is  obtained  which  may  be  regarded  as  an  average  sample.  It  may  be 
tested  chemically,'^  and  the  calorific  power  calculated  as  in  Art.  246, 

'  Thorpe's  Dictionary  gives  the  following  as  the  process  in  use  by  students  at  the 
Royal  College  of  Science. 
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^r  it  may  be  burnt  with  oxygen  in  a  calorimeter,  and  the  heat  directly 
measured.  In  a  simple  form,  the  Thomson  calorimeter,  a  small 
weighed  quantity  of  powdered  coal  is  placed  in  a  small  platinum 
crucible  inside  a  glass  vessel,  surrounded  by  about  two  quarts  of 
water  in  another  glass  vessel ;  oxygen  is  admitted  by  a  brass  tube, 
and  plays  on  the  surface  of  the  coal  which  is  ignited  by  a  fuse.  The 
products  of  combustion  which  do  not  stay  inside,  escape  by  holes  in 
the  bottom  of  the  vessel  and  pass  up  as  bubbles  through  the  water, 
being  broken  up  by  wire  gauze,  so  that  all  the  heat  of  combustion 
raises  the  temperature  of  the  water  by  an  amount  which  may  be 
measured  with  a  thermometer.  I  have  seen  spiral  tubes  immersed 
in  the  water  provided  for  the  escape  of  the  products  instead  of  by 
bubbling. 

In  a  calorimeter  in  common  use  the  powdered  fuel  is  mixed  with 
a  sufficient  quantity  of  a  mixture  of  the  chlorate  and  nitrate  of 
potassium  to  generate  enough  oxygen  for  the  combustion.  My 
students  have  used  this  for  twenty  years,  and  they  know  quite  well 
that  the  results  of  such  a  test  are  not  particularly  valuable. 

352.  The  Gkui  Tester  of  Mr.  Dowson,  as  used  in  my 
laboratory,  bums  the  gas ;  the  hot  products  are  cooled  nearly  to  the 
temperature  of  the  room  by  contact  with  metal  kept  cool  by  flowing 
water.  There  being  a*  steady  state  of  flow  of  gas  and  water,  the  rate 
of  flow  of  the  gas  is  measured  in  a  gas  meter  ;  the  rate  of  flow  of  the 
water  is  occasionally  tested  by  measuring  the  time  taken  to  fill  a 
marked  vessel.  The  difference  of  temperature  of  the  entering  and 
leaving  water  (usually  about  15  or  20  centigrade  degrees)  is  measured 
by  two  thermometers,  and  this  enables  the  calorific  power  to  be 
calculated. 

253.  Temperature  of  Combustion.  It  is  difficult  to  know 
what  a  man  means  when  he  says  that  he  has  measured  the  tem- 
perature of  a  flame.  No  doubt  he  may  measure  the  temperature  of 
something  immersed  and  struck  by  the  flame.  Our  difficulties  in- 
<;rease  when  he  says  he  has  calculated  the  temperature  of  a  flame. 
The  ordinary  method  of  calculation  is  infantile  in  its  simplicity. 

Exercise  1.  Wood  charcoal  (calorific  power  8,080).  is  burnt  in 
just  the  right  amount  of  air  for  complete  combustion.  What  is  the 
rise  of  temperature  ?  Answer.  We  have  12*6  lbs.  of  products,  of 
specific  heat,  say  024,  and  8,080  -f  (12*6  x  '24)  is  2,672  degrees 
centigrade. 

I  refrain  from  giving  the  usual  exercises  by  which  the  com- 
bustion of  charcoal  in  oxygen  gives  10,183°  C,  or  of  hydrogen  in 
-oxygen  6,743°  C.     Calculations  like  this  can  give  no  notion  even  of 
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the  relative  temperatures  produced  in  the  several  cases.  It  is  evident 
that  the  existence  of  dissociation  will  not  allow  us  to  assume  a 
constant  capacity  for  heat  in  the  products  of  combustion.  Coke  in 
a  furnace  produces  much  more  intense  heat  than  coal.  In  glass- 
making  it  is  found  that  8  or  9  lbs.  of  coke  is  equivalent  to  12  lbs.  of 
coal  in  usefulness  from  this  cause.  When  coke  is  used  in  a  boiler 
the  fire-box  part  receives  much  more  heat  relatively  to  the  flue  part 
than  when  coal  is  used.  More  intense  heat  is  producible  by  gaseous 
fuel  than  by  solid,  mainly  because  there  need  be  no  excess  air. 

S54.  Fnelfl.  The  numbers  of  the  following  tables  give  some 
idea  (really  a  very  rough  one  and  sometimes  misleading)  of  the  usual 
composition  of  one  pound  of  each  of  the  fuels  by  weight.  Substances 
which  occur  in  mere  traces,  such  as  sulphur,  are  not  mentioned.  The 
oxygen  is  mainly  combined  with  an  eighth  of  its  weight  of  hydrogen 
as  water,  and  it  would  be  worth  while  for  a  student  to  merely  give 
two  columns  of  numbers,  as  in  the  table  of  Art.  245,  one  of  carbon, 
the  other  to  be  headed  **  hydrogen,"  and  to  be  really  the  hydrogen 
of  the  table,  with  one  eighth  part  of  the  oxygen  subtracted  from  it, 
because  the  combustion  of  this  hydrogen  may  be  thought  complete 
already  in  the  fuel,  h  —  o/8  is  usually  called  the  available  hydrogen, 
I  had  carefully  prepared  a  column  showing  the  amount  of  fixed 
carbon  in  each,  but  I  have  had  to  discard  it.  It  is  interesting  to 
note  that  our  knowledge  about  the  composition  and  properties  of 
fuels  is  practically  the  same  as  what  was  available  forty  years  ago. 
In  preparing  this  book  I  have  made  strenuous  efforts  to  increase 
what  was  known  to  me  in  1870,  but  I  find  no  new  reliable 
information. 

955.  Dried  wood  is  nearly  all  of  much  the  same  chemical  com- 
position ;  air-dried  wood  has  usually  20  per  cent,  of  hygroscopic  water, 
50  per  cent,  carbon,  6  per  cent,  hydrogen,  42  per  cent,  oxygen.  Some 
has  very  little  ash  ;  some  from  2  to  5  per  cent.  Sometimes  cotton- 
stalks,  brushwood,  straw,  the  residue  of  sugar  cane  and  other  vege- 
table reAue  are  used  as  fuels.  Peat  is  of  very  varied  density. 
It  is  woody  tissue  changed  more  or  less  by  oxidation,  Cff^  and  CO,^ 
being  given  off.  It  has  in  boilers  about  half  the  evaporative  power 
of  coal.  In  our  imperfect  calorimeter,  peat  in  its  usual  state  has  an 
evaporative  power  4*7 ;  dried  60.  The  older  peats  are  not  very 
different  from  recent  brown  coal.  The  fuels  obtained  artificially 
from  wood,  charcoal,  and  liquid  and  gaseous  hydrocarbons  are  not  in 
Tise  for  boilers. 

Ooal  varies  in  specific  gravity  from  1*2  to  1'8.  The  recent  or 
young  coals,  lignite  and  brown  coal,  retain  some  of  the  woody  struc- 
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ture  which  has  disappeared  in  ordinary  or  older  coal,  in  which 
the  elements  of  the  woody  fibre  have  escaped  as  carbon-dioxide, 
marsh  gas  and  water,  the  decomposition  being  due  not  so  much 
perhaps  to  oxygen  of  the  air  as  to  mouldering  and  internal 
action. 

The  gradual  change  from  woody  tissue  is  shown  in  the  following 
table  of  vaguely  correct  numbers : — 


Wood 

Peat         

Lignite 

Bituminous  coal    .... 
Anthracite 

Carbon. 

Hydrogen. 

Oxygen. 

ft 

100 
100 
100 
100 
100 

1218 
9-85 
8-37 
612 

2-84 

8307 
55-67 
42-42 
21-23 
1-74        I 

It  is  evident  that  the  change  which  a  few  millions  of  years'  burial, 
probably  under  great  pressure  and  some  increase  of  temperature, 
produces  in  wood,  is  to  increase  the  proportion  of  carbon  and  diminish 
that  of  oxygen ;  observe  that  the  change  is  gradual,  brown  earthy 
coal  and  lignite  being  younger  than  bituminous,  and  this  being 
usually  younger  than  anthracite. 

Frqm  this  point  of  view  the  following  table  of  composition  of 
brown  coal  is  interesting. 


Fibrous  brown  cosJ 

Earthy 

Pitch 
(conchoidal  in    fracture 
and  evidently  becoming 
bitumen). 


»> 


i» 


>i 


>» 


Hydrogen. 


•05 
-05 
•075 


Oxygen  and  Hydrogen. 
Neglecting  Water  and  Ash. 


-32 
-23 
•155 


1156.  Lignite  bums  with  a  long,  smoky  flame;  calorific  power  4000 
to  6000 ;  does  not  cake.  Ordinary  coal  is  vegetation,  such  as  water- 
logged drift-wood,  or  standing  trees,  which  has  been  covered  up  with 
sand  and  clay,  and  is  found  in  beds  from  \'  inch  to  4  feet  thick,  these 
sometimes  forming  much  thicker  beds,  with  thin  partings  of  sand 
or  clay  between.  It  is  found  in  the  most  ancient  and  most  modem 
geological  formations,  with  every  variety  of  colour  and  appearance, 
from  the  brown  Scotch  cannel  to  the  velvet  black  Newcastle  caking 


E    E 


418  THE   STEAM   ENGINE  chap. 

coaL  With  no  lustre  as  in  some  eannels,  to  the  shining  bituminous 
caking  coal  and  to  the  semi-metallic  iridescent  anthracite.  There  is 
the  softness  of  Newcastle  coal,  and  the  hardness  of  anthracite  coal 
which  yields  no  bitumen  to  any  re-agent. 

The  carbon  varies  firom  '70  to  "94  in  anthracite. 

•57  to  -84  in  cannel. 
•75  to  -83  in  splint  coal, 


but  there  are  not  these  extremes  in  all  bituminous  coals.  BUuminaios 
is  the  name,  not  wisely  but  well  given,  to  the  coals  whose  properties 
are  between  those  of  lignite  and  anthracite.  Probably  flaming  is  a 
better  title. 

The  hydrogen  varies  from  1^5  per  cent,  in  anthracite  to  9  per 
cent,  in  some  Scotch  coals.  In  fact  it  is  obvious  that  coals  are  ot 
the  most  varied  chemical  constituents.  They  have  from  1  to  34  per 
cent,  of  ash.  All  yield  solid,  liquid,  and  gaseous  products.  A  shale 
has  almost  no  fixed  c€u*bon ;  anthracites  have  much.  Qood  coke 
is  only  obtained  from  caking  coals,  in  which  the  volatile  parts 
are  25  to  40  per  cent,  of  the  whole,  so  that  the  coke  is  75  to  60 
per  cent.  The  fixed  carbon  varies  from  18  to  52  per  cent,  in 
caking  coals. 

Anthracites  are  almost  all  carbon,  and  have  a  short  flame,  easily 
extinguished  unless  kept  at  high  temperature  and  scrubbed  with 
air.  They  are  diflScult  to  ignite.  The  specific  gravity  varies  from 
1^4  to  1*6.  Hard,  brittle,  submetallic  lustre,  conchoidal  fracture, 
smokeless  flame.  Free  burning,  bituminous  coals  have  about 
15  per  cent,  of  their  weight  of  volatile  hydrocarbons  (marsh  gas, 
olefiant  gas,  tar,  naphtha,  &c.);  when  heated  they  swell  and 
become  porous,  so  that  air  gets  well  into  every  part.  If  dry  there 
is  not  much  tendency  to  smoke.  Specific  gravity  1*25  to  1'3. 
Bituminous  caking  coals  as  from  Newcastle  (usually  velvet  or 
grey-black  in  colour,  uneven  in  fracture,  soils  the  fingers,  and  frac- 
tures in  little  cubes)  have  sometimes  as  much  as  30  per  cent,  of  vola- 
tile hydrocarbons  in  them.  They  bum  with  a  long  yellow  flame, 
soften  with  heat,  portions  tend  to  adhere,  and  they  do  not  become 
porous  when  heated,  so  that  they  give  more  trouble  in  furnaces. 
Specific  gravity  1*2  to  1*25.  The  bituminous  coals  have  more  calorific 
power  as  they  have  more  volatile  constituents  in  them,  but  this 
renders  it  more  difficult  to  bum  them  in  boiler  grates.  Even  with 
the  best  hand-firing  they  are  apt  to  give  rise  to  smoke  and  soot 
deposited  in  the  flues.    Welsh  coal  gives  least  trouble  to  the  stoker 
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in  preventing  smoke,  but  mixtures  of  Newcastle  and  Welsh  coal  are 
also  not  difficult  to  deal  with.  We  may,  however,  say  that  even  in 
special  trials  with  the  most  careful  hand-stoking  some  fuel  goes  away 
unbumt.  The  presence  of  water  or  of  much  oxygen  in  the  fuel  seems 
to  conduce  to  the  formation  of  smoke.  However  bituminous  a 
fuel  may  be,  if  its  volatile  constituents  are  mixed  at  a  sufficiently 
high  temperature  with  enough  air,  they  bum  completely  with  a  blue 
flame.  If  heated  first  and  cooled  before  mixing  with  air,  they  decom- 
pose into  marsh  gas  and  hydrogen  and  carbon,  and  deposit  the  carbon 
as  smoke  and  soot,  and  the  higher  the  temperature  and  the  more 
sudden  the  cooling  the  more  soot  will  be  formed.  This  is  the  most 
important  kind  of  imperfect  combustion.  Thus  one  pound  of  average 
English  coal  has  0*80  lb.  of  carbon  and  0*05  lb.  of  hydrogen,  and  we 
shall  see  that  its  evaporative  power  is  15*2.  But  if  we  drive  oflF  the 
volatile  parts  unconsumed  (because  we  do  not  mix  them  with  air  at 
a  high  enough  temperature),  we  have  only  0*57  lb.  of  fixed  carbon 
left,  and  the  heat  due  to  this,  even  if  we  capture  it  all,  can 
only  produce  an  evaporation  of  8*6.  As  for  the  fixed  carbon, 
it  bums,  forming  carbon  dioxide.  But  if  sufficient  air  is  not  sup- 
plied, its  combustion  is  imperfect,  it  forms  carbon  monoxide  only, 
and  this  is  aiiother  kind  of  imperfect  combustion  due  to  there  not 
being  a  sufficient  supply  of  air.  In  the  burning  of  coke,  or  the  fixed 
carbon,  in  shallow  fires  especially,  it  will  be  found  that  the  fuel  needs 
to  be  actually  scrubbed  with  air. 

Of  the  bituminous  coals,  we  have  spliTtt  or  hard  coal,  black  shaded 
with  brown  in  colour ;  slaty  curved  principal  fracture ;  cross  fi-acture 
uneven  and  splintery ;  not  easily  broken ;  does  not  kindle  easily ;  gives 
a  clear  fire,  high  temperature  ;  is.  much  prized.  Cherry  or  soft  coal, 
common  in  Staffordshire,  is  more  abundant  than  the  last ;  has  a 
velvety  black  or  slightly  grey  appearance,  sometimes  with  shining 
bistre;  does  not  cake;  is  easily  broken,  with  a  slaty  fi:ucture,  so 
that  there  is  considerable  waste ;  it  is  easy  to  ignite,  and  burns 
quickly.  Cannel  coal,  common  near  Glasgow  and.  at  Wigan  and 
Coventry;  so  called  because  it  bums  with  a  flame  like  that  of  a  candle, 
and  also  called  parrot  because  its  flat  pieces  are  apt  to  fly  off,  making 
cracking  noises.  Dark  grey  or  brown  in  colour ;  takes  a  polish  (jet  is 
a  variety  of  it) ;  has  a  flat  conchoidal  fracture,  frequently  slaty  ;  does 
not  soil  the  fingers,  is  not  easily  broken ;  it  yields  in  distillation 
more  volatile  products  and  less  coke,  more  ash  and  more  sulphur 
than  ordinary  coal.  It  has  probably  been  derived  from  mosses, 
lichens,  seaweed,  &c.,  rather  than  from  tree  vegetation  like  other 
coals. 
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The  average  weight  of  coal  in  heaps  is  50  to  60  lb.  per  cubic  foot. 
Coke  is  what  remains  when  the  volatile  constituents  (10  to  65  per 
cent.)  are  driven  off  from  coal  at  a  high  temperature  (in  a  coke  oven 
is  best ;  in  a  gas-making  retort  is  next  best ;  in  open  heaps  is  least  best 
and  least  economical).  Coke  tends  to  absorb  15  to  20  per  cent,  of 
its  weight  of  moisture,  even  when  protected  from  rain.  There  is 
usually  10  to  15  per  cent,  of  ash. 

Waste  or  small  coal  pulverized  is  often  injected  with  regulated 
amounts  of  air  from  fans  into  furnaces  giving  good  results. 

267.  Crude  petroleum  consists  of  about  '85  of  carbon  and  '15 
of  hydrogen.  Its  calorific  power  as  measured  varies  from  9950  to 
10,830,  being  greater  than  that  of  refined  oil.  For  the  same  production 
of  heat  the  volumes  of  coal  and  crude  petroleum  are  about  as  50  to  33. 
Where  good  means  have  been  employed  for  injecting  petroleum  with 
a  proper  supply  of  air  against  fire  brick  in  marine  furnaces,  there 
were  found  a  reduction  of  40  per  cent,  in  weight  of  fuel  carried,  and 
36  per  cent,  in  bulk,  and  75  per  cent,  in  labour.  There  is  prompt 
lighting  and  extinguishing  of  the  fire,  and  great  ease  of  regulation 
and  perfect  combustion,  with  less  excess  air  than  when  coal  is  used. 
There  is  greater  cost  of  fuel. 

Air  passed  over  the  surface  of  the  lighter  oils  (with  low  flashing 
points,  and  therefore  dangerous)  takes  up  sufficient  vapour  to  become 
explosive,  and  this  mixture  is  used  in  some  engines.  The  law  makes 
it  troublesome  now  to  carry  such  oils.  Oil  gas  may  be  made  from 
the  ordinary  petroleums,  and  used  in  gas  engines.  A  good  oil  engine 
mixes  its  supply  of  oil  with  air,  explodes  it  with  perfect  combustion, 
and  utilises  its  energy  without  there  being  any  tarry  deposit  left  to 
clog  the  valves.  Properties  of  oils  important  in  oil  engines  are 
described  in  Art.  280. 

The  buttery-looking  crude  residue  left  after  extracting  oil  from 
shale  will  not  bum  on  applying  a  light.  When  melted  and  forced  in 
jets  with  superheated  steam  and  air  against  fire-clay  furnace  sides,  it 
burns  well. 

258.  Gaseous  fliel  is  easily  conveyed  by  pipes;  there  may  be 
great  economy  and  higher  temperature  in  its  combustion  than  with 
a  solid  fuel,  not  much  more  air  being  supplied  than  what  is  just 
necessary ;  there  is  no  dust,  no  cinder,  no  ash.  Coal  gas  manu- 
factured for  lighting  purposes  is  also  employed  in  gas  engines.  Coal 
for  gas-making  is  expensive,  gives  off  about  30  per  cent,  of  volatile 
stuff,  which  yields  about  5  cubic  feet  of  gas  per  lb.,  leaving  about 
70  per  cent,  of  coke. 

Water  gas  is  produced  by  alternately  pcassing  air  up  through  a 
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thick  fire  to  make  the  coke  white  hot,  and  then  passing  up  steam. 
The  Sj)  in  presence  of  hot  carbon  becomes  S^  and  GO,  Some  forms 
of  water-gas  are  good  in  boiler  and  metallurgical  furnaces,  but  con- 
tain enough  tar  to  clog  the  valves  of  a  gas  engine.  Dowson's  gas 
seems  to  contain  more  of  the  heating  power  of  the  fuel  (it  must  be 
anthracite  or  coke,  else  the  tarry  products  give  trouble)  than  any 
other.  A  fire  more  than  18  inches  thick  is  maintained  in  a  fire- 
brick lined  fiimace.  Fuel  is  admitted  through  a  hopper  and  valve. 
There  is  a  little  boiler  producing  superheated  steam,  which  blows 
by  a  nozzle  into  a  closed  ashpit,  carrying  air  with  it.  The  action  is 
continuous.  The  oxygen  of  the  air  combines  with  carbon  to  form  CO^ 
The  CO^  dissociates  as  it  rises  in  the  fire  into  CO  and  0 ;  this  oxygen 
later  combines  with  more  C,  Again  the  H^  in  presence  of  white 
hot  C  becomes  H^  and  CO^y  and  some  of  the  00^  dissociates  as  before. 
Coming  from  the  top  surface  of  the  fuel  we  have  f  and  CO^  and  some 
CO^  with  nitrogen,  also  we  find  ashy  dust  and  tarry  matters.  The 
gases  are  cooled  and  passed  through  water  spray  and  wet  coke  into  a 
gas  holder,  and  drawn  off  for  use  in  gas  engines  or  to  be  burnt  in 
furnaces. 

Natural  gas  is  found  in  districts  where  oil  is  found ;  it  rises 
from  a  depth  of  500  to  2,000  feet,  and  at  the  surface  has  a  pressure 
of  from  150  to  200  lb.  per  square  inch,  being  at  first  at  1,000  lb.  per 
square  inch.  Calorific  power  14,000  to  15,600  per  pound.  It  is 
found  that  1,000  cubic  feet  of  gas  is  equal  to  from  80  to  133  lb.  of 
coal  in  boiler  heating  power.  These  gas  wells  are  rapidly  getting 
exhausted,  as  is  showTi  by  the  great  diminution  of  pressure. 


CHAPTER  XXVI 

THE   EFFICIENCY   OF  A   BOILER 

359.  The  most  important  of  steam  engine  processes  are  the 
giving  of  heat  to  water  in  the  boiler,  and  the  taking  of  heat  from 
water  (steam)  in  the  condenser.  In  an  exceedingly  good  engine 
we  may  say  that  we  give  energy  represented  by  the  number  10  in 
the  boiler,  take  away  9  in  the  condenser,  converting  1  into  indicated 
work. 

Our  greatest  trouble  is  in  the  boiler.  The  fuel  is  white  hot,  and 
radiates  heat  very  rapidly  to  the  fire  box.  In  a  marine  boiler  or 
stationary  boiler  about  half  the  total  heat  reaches  the  water  through 
the  sides  of  the  fire  box.  But  if  the  fire  on  the  grate  is  made 
thicker,  as  it  is  in  a  locomotive  boiler  or  in  a  marine  boiler  under 
forced  draught,  it  radiates  only  a  little  more  per  square  foot  of  grate, 
because  its  exposed  sur&ce  and  temperature  are  not  much  increased 
by  mere  thickness,  and  consequently  only  about  a  quarter,  or  even 
less,  of  the  total  heat  reaches  the  water  through  the  fire  box.  We 
may  take  it  that  the  fire  box  part  of  the  heating  surface  is  very 
much  more  efficient  per  unit  area  than  the  flue  part,  and  this  is 
one  reason  why  the  Thomycroft  boilers  are  so  efficient.  But  if  in  a 
particular  boiler  we  bum  twice  as  much  more  fuel  in  the  hour, 
although  the  flues  will  give  more  than  twice  as  much  heat  to  the 
water,  the  fire  box  will  increase  its  supply  only  a  little.  And  here 
we  have  a  very  curious  property  of  flues  which  ought  to  be  well 
studied.  Whether  a  tube  is  made  of  copper  or  iron  or  brass,  is  of 
no  consequence,  except  as  to  convenience  and  oxidation  by  the 
flame.  The  real  resistance  to  the  passage  of  heat  is  not  due  to  the 
bad  conductivity  of  the  metal;  it  is  due  to  the  fact  that  the  particles 
of  hot  gases  will  not  come  up  fast  enough  to  the  surface  to  get 
cooled,  and  the  particles  of  water  will  not  come  up  fast  enough  on 
the  other  side  to  get  heated.     See  Art.  377. 
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Exercise  1.  If  the  average  difference  of  temperature  between 
flue  gases  and  boiler  water  is  500  Fahrenheit  degrees ;  assume  that 
a  f-ineh  metal  plate  has  this  temperature  difference  between  its  sides, 
what  heat  passes  per  hour  ?    Express  the  heat  in  evaporation  units. 

Answer.  Taking  the  conductivity  k  of  copper  as  "004,  and  of  iron 
as  "00088  in  inch  second  pound  units,  the  heat  per  square  foot  per 
second  is  144x600*-rf.  In  evaporation  per  hour  it  is  144x1333 
X;  X  60  X  60  -r  966  or  716  x  10^  k,  and  is  2864  lb&  in  the  case  of  copper, 
630  lbs.  in  the  case  of  iron. 

Exercise  2.  The  largest  result  from  an  actual  boiler  is  seen  in 
the  table,  page  426,  to  be  10  lbs.  of  evaporation  per  square  foot 
of  heating  sur£Ekce  per  hour,  what  fraction  of  the  total  resistance  to 
the  passage  of  heat  is  made  up  of  mere  resistance  of  the  metal  ? 

Answer.  0016  in  the  case  of  iron,  0*0036  in  the  case  of  copper. 

360.  Given  water  and  steam  at  a  certain  temperature  and  hot 
furnace  gases  at  a  very  much  greater  temperature ;  to  get  the  heat 
from  the  one  to  the  other  quickly  and  without  too  great  an  extent 
of  heating  surface.  This  is  the  problem  to  be  solved  by  boiler 
makers.  There  is  a  plate  of  metal  through  which  the  heat  has  to 
pass.  The  resistance  to  the  heat  passing  seems  to  be  very  greatly 
at  the  two  sur&ces.  The  actual  thickness  of  metal  (if  less  than  |-inch 
thick),  and  even  the  nature  of  the  metal  (that  is,  whether  it  is 
copper  or  whether  it  is  iron  or  brass),  do  not  seem  to  matter  very 
much.  If  we  sometimes  object  to  iron  tubes  being  used,  it  is  not 
because  iron  is  a  much  worse  conductor  of  heat  than  copper ;  it  is 
because  the  iron  suffers  more  from  the  flame.  What  makes  a  good 
deal  of  difference  is  this :  gases  and  liquids  give  up  or  take  up  heat 
by  convection.  They  are  really  bad  conductors  of  heat.  The 
student  ought  to  hang  a  red  hot  ball  in  water  near  its  surface,  and 
he  will  find  that  although  the  sur&ce  water  boils,  a  thermometer 
placed  an  inch  below  does  not  show  any  rise  of  temperature.  Watch 
a  flask  of  water  heating  over  a  Bunsen  burner ;  throw  in  some  fine 
solid  })articles,  say  of  potato,  to  look  at,  and  note  how  the  hot  water 
rises  and  the  cold  water  replaces  it. 

We  want  the  surfaces  of  the  metal  wall  to  be  scrubbed,  the  one 
with  hot  gases  and  the  other  with  circulating  water,  and  the. student 
who  pays  most  attention  to  simple  experiments  on  convection  is 
most  likely  to  invent  the  best  boiler. 

We  have  much  the  same  problem  in  getting  heat  away  from  the 
steam  in  a  surface  condenser.  Joule,  who  studied  convection,  was 
able  to  condense  100  lbs.  of  steam  per  hour  per  square  foot  of  surface. 
Practical  engineers  are  happy  if  they  get  one-twentieth  of  Joule's 
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performance.  He  let  cold  water  in  a  tube  surround  steam  in  a  con- 
centric tube;  they 'flowed  in  opposite  directions.  Probably  the  best 
boiler  will  be  one  in  which  a  flame  or  hot  gas  tube  surrounds  or 
is  surrounded  by  a  water  tube,  the  gas  and  water  flowing  fast  in 
opposite  directions. 

In  Fig.  198  I  show  a  vertical  boiler  with  vertical  Field  tubes 
(Fig.  201)  filled  with  water  surrounded  by  flame.  If  these  were 
ordinary  tubes,  the  water  in  them  would  get  red  hot  and  would 
occasionally  burst  out  with  violence,  and  this  would  form  one  of  the 
very  worst  possible  contrivances  for  heating  water.  In  truth,  how- 
ever, there  is  an  inner  tube,  fixed  as  shown  in  Fig.  201,  so  that  hot 
water  rises  in  the  outside  space  and  cold  water  comes  down  the 
central  tube,  the  circulation  being  very  rapid.  Till  Thomycroft 
invented  his  boiler,  this  was  the  most  expeditious  contrivance  for 
heating  water. 

361.  I  have  examined  a  great  number  of  experimental  results 
from  boilers.  Many  of  them  are  troublesome  to  deal  with,  because 
fuels  and  states  of  metal  surfaces  differ.  Draught  is  not  always 
specified.  The  student  ought  carefully  to  study  the  following  results. 
Mr.  Donkin's  book  has  just  been  published,  in  which  he  describes  all 
the  experiments  on  boilers  which  a  student  is  likely  to  find  time 
to  study.  The  information  in  the  table  on  the  following  page  is  from 
an  older  publication. 

It  will  be  noticed  that  with  all  good  types  of  boiler,  working  at 
their  best,  we  find  that  we  seldom  have  less  than  9i  lbs.  of  steam 
(Standard)  per  pound  of  fuel  and  seldom  more  than  13,  although  the 
rate  varies  from  9  lbs.  of  steam  per  square  foot  of  heating  surface  to 
1^,  and  the  fuel  per  square  foot  of  grate  varies  from  60  to  8. 

We  have  seen,  Art.  250,  that  the  total  evaporative  power  of  a 
Welsh  coal  may  be  taken  as  16*47.  In  the  following,  I  know  that 
Mr.  Donkin  rejects  of  this  0*37,  because  of  latent  heat  of  the  hygro- 
scopic and  formed  steam.  I  think  he  has  no  more  right  to  do  this 
than  to  reject  other  losses  of  heat  which  are  absolutely  certain  in  all 
boilers;  however,  let  us  take  16*1.  The  efficiency  75  percent,  in  the 
following  table  means  that  16*1  X  0*75  lb.  of  Standard  evaporation 
is  produced  per  pound. of  coal. 

Mr.  I>on.km  gives!  the  following  summary  of  405  boiler  tests 
arranged  in  order  of  merit. 

I  said,  in  Art.  134  that  the  boilers  in  the  London  electric  supply 
stations  produce,  almost  without  exception,  on  an  average.  Hi  lbs.  of 
steam  per  pound  of  coal.  They  may  be  taken  as  steam  of  165  lbs. 
per  square  inch  from  feed  water  at  100**  F.     It  is  easy  to  show  that 
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this  means  an  average  efficiency  under  very  varying  load,  and  resting 
with  banked  up  fires,  of  61  per  cent. 


Type. 


Stoking. 


'  Water  tube  (l^-inch  tubes) 
I  Locomotive 

Lancashire  (2  flue)  .    .    .    . 

Two  storey 


>» 


>» 


Dry  back  j  .    .    .    . 
Return  smoke  tube 
Cornish 


i»       

Wet  back 

Elephant    

Water  tube  (4  inch  tubes)  . 

Lancashire  (2  flues)     .   .    . 

Cornish 

Lancashire  (2  flues)     .    .    . 

Pry  back 

Liancashlre  (3  flues)     .    .    . 

Elephant 

Lancashire  (2  flues)     .   .   . 

Vertical 


hand 


hand  and  machine 
hand 


If 


machine 
hand 


>» 


hand  and  machine 
hand 


)» 


No.  of 

experiments 

made. 

Meui  efficiency  of 
two  best  experi- 
ments on  each 
type  per  cent. 

Lowest  efficiency 

of  each  type,  one 

experiment 

only. 

6 

841 

66-6 

37 

83-3 

53-7 

10 

74-4 

65-6 

9 

761 

57-6 

29 

79-8 

55-9 

24 

75-7 

64-7 

11 

81*2 

56-6 

25 

81-7 

53  0 

9 

810 

550 

6 

69-6 

62-0 

7 

70-8 

58-9 

49 

77-5 

50-0 

40 

73-0 

51-9 

3 

65-9 

eo-0 

107 

79-5 

421 

6 

73-4 

54-8 

6 

66-7 

52-0 

8 

66-5 

54-9 

8 

74-3 

45-9 

5 

76-5 

44-2 

77-4 
72-5 
72-0 
70-3 
69-2 
69-2 
68-7 
68-0 
67-7 
66-0 
65*3 
64-9 
64-2 
62-7 
62*4 
610 
59-4 
58-5 
57-3 
56-2 


aea.  a  working  Theory.  On  the  whole,  the  following  prin- 
ciples seem  sufficiently  well  established  to  be  worth  the  consideration 
of  men  who  design  boilers. 

In  a  fire-box,  the  grate  area  of  which  is  G  square  feet,  when  F 
lb.  of  fuel  are  burning  per  hour,  the  evaporation  is  roughly  repre- 
sented by  hG  +  cF,  where  h  aijd  c  are  greater  as  the  ratio  of  the 
area  of  the  fire-box  surface  above  the  grate  exposed  to  radiation  to 
the  grate  area  is  increased ;  h  and  c  are  diminished  by  admitting 
more  air  per  pound  of  fuel  than  is  necessary.  For  both  these  reasons 
h  and  c  are  greater  in  a  locomotive  than  in  a  Lancashire  boiler. 

A  more  complicated  formula  ^  may  easily  be  framed  to  suit  better 

^  I  have  sometimes  used  the  following : — The  evaporation  from  the  fire-box  is 

aF_         aF 

bF+ 1  ^^  hy+  i 

Where  6  is  ^-jyy  or  b^  is  A  -r45i*,  A  being  pounds  of  air  per  pound  of  fuel,  H  being 

the  surface  of  the  fire-box  which  may  receive  heat  by  radiation,  /  being  fuel  per  hour 
per  square  foot  of  grate,  and  k  being  radiation  surface  per  square  foot  of  grate. 
Probably  this  is  a  better  formula  in  some  cases,  but  applied  to  the  French 
locomotive  boiler,  Art.  264,  h  is  very  far  from  being  a  constant. 
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the  notions  which  have  been  given  us  by  our  knowledge  of  combus- 
tion, but  we  are  looking  only  for  a  general  forinula  which  shall  be 
fairly  correct  within  the  ordinary  limits,  and  which  shall  lend  itself 
to  easy  algebraic  work,  and  this  one  will  do. 

If  the  evaporation  per  pound  of  fuel  when  perfectly  burned  in 
a  coal  tester,  is  a  lb.  If  a  —  a  represents  the  loss  of  heat  per  pound 
of  fuel,  because  more  than  the  exactly  right  amount  of  air  is  admit- 
ted, and  because  there  is  not  a  sufficiently  large  and  well  arranged 
combustion  chamber ;  because  of  hot  ashes,  &c. ;  the  available  heat 
is  represented  by  a  and  not  a.  Thus,  when  there  is  natural  draught, 
and  especially  when  the  fire  is  thin,  the  fuel  is  not  scrubbed  with 
air  sufficiently,  unless  we  admit  twice  the  absolutely  necessary 
amount ;  we  saw  in  Art.  247  that  much  of  the  value  of  the  fuel  was 
lost.  When  there  is  such  poor  draught  and  such  a  small  combustion 
chamber  that  f  ths  of  the  hydrocarbons  go  off  unconsumed,  we  saw 
that  much  more  of  the  value  of  the  fuel  is  lost.  In  fact,  we  may 
say,  that  by  bad  or  good  stoking,  bad  or  good  size  of  combustion 
chamber,  bad  or  good  draught,  a  may  be  anything  from  '95  to 
•60  of  a. 

The  total  available  evaporation  is  then  aF,  and  if  we  effect  the 
amount  bG  +  cF  in  the  furnace,  there  remains  aF  —  (hO  +  cF)  or 
(a  —  c)F  —  bG  to  be  dealt  with  in  the  fluei.  Now  it  seems  that 
the  efficiency  of  a  flue  may  very  well  be  represented  by 

e  =  1/(1 +  fjLll) 

where  /  is  the  average  length  of  the  flues  and  fi  is  proportional  to 
the  hydraulic  mean  depth  of  the  flue  on  the  flame  side,  and  also  to 
the  hydraulic  mean  depth  or  badness  of  circulation  on  the  water 
side.    (See  Chap.  XXXIII.) 

The  hydraulic  mean  depth  on  the  flame  side  of  a  straight  tube 
of  any  kind  of  uniform  section  is  the  area  of  its  section  divided  by 
perimeter  touched  by  the  flame  or  gases.  The  hydraulic  mean 
depth  or  badness  of  circulation  on  the  water  side  is  not  easy  to 
specify  exactly  in  mathematical  language,  but  is  quite  easy  to 
understand ;  it  is  greatly  diminished  by  artificial  stirring.  The 
efficiency  of  a  flue  is  greatly  diminished  by  the  deposition  of  soot 
on  the  gas  side,  or  by  deposition  from  the  water  on  the  other  side, 
and  either  of  these  may  be  said  to  increase  fi.  When  the  flue  is  not 
a  mere  straight  tube,  the  hydraulic  mean  depth  may  be  said  to  be 
diminished  by  all  obstructions  which  are  such  that  the  hot  gases 
are   made  to  impinge   on   heating  surface.     It   is  not  altogether 
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correct,  and  yet  is  nearly  correct  to  say  that  anything  which  in- 
creases friction  in  a  flue  bounded  by  heating  surface,  increases 
efficiency.  A  feed-water  heater  may  either  be  taken  as  increasing  I  or 
diminishing  fi.  The  gases  give  their  heat  to  the  metal  because  they 
are  hotter  than  the  metal,  and  because  they  are  in  turbulent  motion, 
which  continually  replaces  the  cooled  layers  close  to  the  metal  with 
fresh,  hot  stuff.  I  have  worked  out  a  rough  theory  of  how  the  heat 
is  given  up,  and  it  is  given  in  Chap.  XXXIII.  It  suggests  that 
when  fluid  friction  is  quadrupled,  the  rate  of  giving  up  of  heat  is 
doubled. 

We  find  in  Art.  259  that  the  resistance  to  the  passage  of  heat 
from  gases  to  water  is  usually  about  300  times  as  great  as  the  mere 
resistance  of  a  copper  tube  f  inch  thick.  I  have  found  by  experi- 
ment that  the  temperature  of  a  cooling  ball  of  stone  close  to  its 
sur&ce  remains  for  a  long  time  very  much  higher  than  the  cold  water 
which  violently  scrubs  the  surface,  and  this  curious  phenomenon 
mu^t  be  greatly  exaggerated  in  the  diflference  in  temperature  between 
gases  in  a  flue  and  the  metal  of  the  flue.  Men  who  write  elaborate 
treatises  on  steam  boilers,  will  quote  Isherwood's  experiments,  which 
showed  that  the  heat  passing  through  flues  J,  J,  and  f'  thick  was 
practically  the  same,  so  that  it  did  not  depend  to  any  appreciable 
extent  upon  the  thickness  of  the  metal,  and  yet  they  will  also,  to 
the  confusion  of  a  thoughtful  reader,  dilate  somewhere  else  upon  the 
importance  of  doubling  evaporation  by  halving  the  thickness  of  the 
tubes. 

It  is  usual  to  speak  of  the  heating  surface  5  of  a  boiler,  coimting 
as  heating  surface  the  total  surface  of  metal  which  is  touched  by 
the  hot  gases.  In  boilers,  the  evaporation  ranges  from  1 J  to  9  lbs. 
of  steam  per  hour  per  square  foot  of  heating  surface,  and  from 
100  to  1000  lbs.  per  hour  per  square  foot  of  grate.  I  consider  that 
almost  nothing  has  retarded  improvement  in  boilers  so  much  as 
such  statements  about  area  of  heating  surface.  In  many  ex- 
periments on  multitubular  boilers  when  half  the  tubes  have  been 
closed  up,  the  boiler  was  found  to  be  just  about  as  efficient  as 
before. 

We  cannot  expect  to  have  the  same  efficiency  of  a  flue  for  very 
great  differences  in  the  amounts  of  gas  passing.  If  this  were  so, 
the  efficiency  of  a  set  of  tubes  would  depend  only  ion  their  length 
and  diameter,  and  not  on  the  number  of  them.  But  it  is  interest- 
ing to  notice  that  within  certain  limits  there  is  no  great  loss  of 
efficiency  in  plugging  up  half  the  tubes.     Thus,  for  example,  the 
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efficiency  of  the  Wigan  boiler^  was  tested.  Every  alternate  diagonal 
row  of  tubes  was  plugged  and  the  heating  surface  was  thus  reduced 
by  206  square  feet. 


lb.  of  coal  per  sq.  ft.  of  grate  per  hour  . 

Evaporation  per  lb.  of  coal 

Very  light  smoke,  duration  in  minutes 
per  hour 


AH  tubes 
oi»en. 


25 
12-4 

2-8 


Half  of 
tubes  closed. 


24 
12-2 

8-0 


So  that  with  about  twice  the  velocity  of  gases  in  a  tube,  we  have 
about  twice  as  much  evaporation  from  the  tube. 

263.  The  subject  is  so  important  that  I  will  describe  here  some 
fiimous  eiqperiinents  made  in  France  upon  a  locomotive  boiler, 
about  twenty  years  ago.  Grate  area  9  square  feet ;  125  tubes  148 
inches  long,  1^  inches  inside  diameter.  The  boiler  was  divided  into 
live  sections,  the  tubes  running  through,  but  the  sections  kept 
distinct.  Each  length  of  the  barrel  was  3  feet  long,  there  being  3^ 
inches  of  tubes  attached  to  what  is  called  the  fire-box  section. 
The  draught  was  produced  in  the  chimney  by  a  blast  of  steam 
from  another  boiler.  There  seems  to  be  pretty  much  the  same 
evaporative  power  in  1  lb.  of  coke  as  in  1  lb.  of  briquettes,  and 
I  usually  take  it  that  1  lb.  of  fairly  dry  coke  has  a  total  evaporative 
power  of  14  lbs.  Now,  in  the  experimental  boiler  the  pressure  was 
80  lbs.  per  square  inch,  the  feed-water  was  probably  at  62®  F. ;  this 
needs  1149  units  per  lb.  as  against  966  units,  which  is  the  standard 
of  evaporation.  That  is,  we  may  take  the  evaporation  of  1  lb.  in 
the  table  as  equivalent  to  1*2  lb.  as  from  and  at  21 2"^  F.  Hence, 
of  the  evaporation  in  the  table,  1  lb.  of  coke  would  produce  a  total 
evaporation  of  11*76  lbs.  This  is  reduced  because  of  the  moisture  in 
the  coke. 

Also,  neglecting  the  fact  that  possibly  more  than  50  per  cent, 
excess  air  was  admitted,  we  have  probably  18  lbs.  of  gjises  of  specific 
heat  about  0*25 ;  the  most  perfect  flues  cannot  reduce  these  gases  to 
a  lower  temperature  than  320"  F.,  that  of  the  water,  and  so  we  must 
deduct  18  X  260  x  025  or  1170  units  of  heat.  This  reduces  the 
total  available  evaporation  to  10'88  lb.     It  is  not  unreasonable  to 

*  The  Steam  Engine,  by  D.  K.  Clark,  in  four  volumes,  p.  114.     I  shall  often  refer 
to  this  book  in  the  following  pages. 
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imagine  that  1*0  per  cent,  of  the  whole  evaporative  power  or 
1*18  lb.  is  absent  on  account  of  incomplete  combustion,  because  this 
is  quite  usual  even  with  good  stoking,  and  we  arrive  at  9'7  lbs.  as  the 
most  probable  total  available  evaporation  of  1  lb.  of  the  fuel.  My 
students  have  tried  and  we  have  seen  that  whether  we  take  11,  or 
10,  or  9,  there  is  no  great  difiference  in  the  following  deductions. 

The  observations  reduced   to  English   units   are   given  in  the 
table.     The  evaporations  are  in  pounds  per  hour. 


Draught-inches 
of  water. 


•3 

II 

Ex 


Coke  . 


3- 
1.3- 


•79 

1-57 

2-36 

15 

94 


Briquettes    ,  • 


•79 

r67 

2-36 

315 

13-94 


Briquettes,  l  '19 
Half  the  157 
tubes  closed  i  2^36 
by  plugs  at  1 3^15 
fire-box  end.  ^3^94 


436*5 
6547 
727-5 
793-7 
771-6 

476-2 
743  0 
923-7 
1025  0 
978-8 

388-0 
610-7 
707-7 
793-6 
848-8 


a 

B 

S'fi 

2   A 

l«- 

5  ® 

in 
11 

gig 

> 

>>«1 

H 

H 

hS 

lbs. 

lbs. 

lbs. 

1530 

996 

430 

2018 

1408 

671 

2222 

1789 

931 

2229 

1921 

997 

1810 

1892 

1030 

1806 

964 

445 

2356 

1368 

7.36 

2933 

1969 

1025 

3291 

1778 

920 

2981 

2499 

1228 

1811 

803 

356 

2057 

1138 

550 

2710 

1448 

722 

2979 

1624 

.  845 

ongp 

1874 

tJTtO 

264.  Exercise  1.  Plot  Sq  (the  evaporation  from  the  fire-box) 

and  F  (lb.  of  fuel)  on  squared  paper,  and  see  if  you  obtain  some  such 
rules  as  these — 

JS^  =  100  +  2F,  Coke, 

F^  =  700  +  2-4  F,  Briquettes, 

F^  =  700  +  2-8  F,  Briquettes  with  half  the  tubes  plugged  up. 

We  shall  now  consider  the  flue  part 

In  whatever  way  I  have  manipulated  the  figures  of  these  famous 
tests,  and  I  have  done  this  in  many  ways  at  many  times,  I  have  always 
found  the  fifth  set  for  briquettes  abnormal,  and  I  think  the  reason 
lies  in  the  tests  not  having  lasted  long  enough.  As  a  matter  of  fact, 
however,  it  is  evident  that  there  are  no  discrepancies  from  constancy 
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in  €4,  the  efficiency  of  the  flues  of  the  next  table,  which  may  not  be  due 
to  errors  of  measurement.  It  is  interesting  to  notice  that  there  was 
actually  a  greater  flue  efficiency  when  half  the  tubes  were  plugged 
up.  I  make  it  out  to  be  *612  when  all  the  tubes  were  open,  and  '655 
when  half  were  plugged  up,  the  mean  being  '634.  If  we  reject  the 
fifth  test  with  briquettes,  as  I  have  always  been  greatly  inclined  to 
do,  there  is  even  a  greater  increased  efficiency  due  to  plugging  up 
the  tubes. 

Exercise.  If  10  is  the  greatest  possible  evaporation  per  pound 
of  fuel,  10  F  —  £q  is  the  heat  entering  the  first  section  of  the 
flue ;  10  F  —  JEq  —  F^ia  the  heat  entering  the  second  section  of  the 
flue,  and  so  on.  If  we  divide  the  evaporation  in  a  part  of  the  flue  by 
the  heat  entering  it,  we  get  its  efficiency.  I  have  calculated  e^,  e^,  63, 
64,  the  efficiencies  of  the  four  flue  parts.  Also  I  have  calculated  e^, 
^27  €s»  ^4»  where,  for  example,  €3  means  the  efficiency  of  the  first 
three  sections  taken  together,  and  e^,  the  efficiency  of  the  whole  of 
the  flue  part.  .      . 

It  is  to  be  noticed  with  briquettes  that,  whether  we  take  the 
boiler  ad  a  whole  or  any  portion  of  the  flue  part,  the  efficiency  was 
actually  greater  when  half  the  tubes  were  closed  up.     Notice  that  in , 
any  of  the  three  sets,  the  flues,  or  any  section  of  them,  has  about  the 
same  efficiency,  whether  there  is  much  or  little  fuel  being  burnt. 

Flub  Efficiengibs. 


Fuel,  lb.  per  hour. 


Cohe 


Means 


Briquettes    ■ 


436*5 
664-7 
727  6 
793-7 
771-6 


476-2 
743-0 
923-7 
1025-0 
978-8 


Mean    .... 
Mean  of  first  four 

Briquettes    r388  0 

Half  the       610  7 

tubes  closed -{707 '7 

by  plugs  at     793*6 

firebox  end.   l848*8 

Means  .... 


361 
311 
354 
336 
320 
334 

326 
270 
311 
-255 
368 
306 
290 

389 
281 
332 
326 
344 
334 


-234 
•215 
-286 
263 
•256 
261 

223 
198 
236 
177 
■284 
224 
208 

281 
188 
247 
264 
266 
247 


•162 
-155 
•226 
•205 
206 
191 

154 
132 
195 
136 
•262  ; 
174 
179 

•210 
130 
•205 
•190 
•222 
•191 


108 
112 
187 
178 
204 
158 

112 
103 
1-60 
114 
217 
141 
122 

163 
091 
117 
164 
191 
145 


361 
311 
354 
336 
320 
334 

326 
•270 
311 
255 
368 
306 
290 

389 
281 
332 
326 
344 
334 


502 
459 
539 
610 
493 
501 

476 
418 
475 
387 
547 
461 
439 

560 
417 
496 
497 
519 
498 


582 
542 
642 
610 
600 
596 

668 
496 
578 
470 
661 
562 
525 

650 
494 
598 
692 
625 
592 


630 
693 
708 
•680 
680 
658 

606 
548 
644 
531 
731 
612 
580 

708 
539 
666 
661 

702 
665 


XXVI  THE  EFFICIENCY  OF  A  BOILER  433 

Now  in  the  first  and  second  series  of  tests  each  section  consists  of 
125  tubes,  1 J  inch  internal  diameter,  3  feet  long ;  taking  dimensions 
in  feet,  the  hydraulic  mean  depth  m  of  a  tube  (and  therefore  of  any 
number  of  tubes)  being  sectional  area  -r  perimeter,  is  '039  feet.  We 
find  that  the  above  averages  for  briquettes,  all  the  tubes  being  in  use, 
satisfy  very  well  the  law  for  flues  made  of  round  tubes 

=  _  -87  l_ 
^      153  m  +  I 

For  coke  with  all  the  tubes,  and  for  briquettes  when  half  the 
tubes  are  closed,  it  is  very  strange  but  we  find  that  the  results  agree 
with  wonderful  exactness  giving  the  rule — 

'971 

e  = 


145  m  +  I 

We  must  then  in  no  case  depend  upon  the  area  of  heating  surface ; 
but  we  take  it  that  without  great  error  we  may  assume  that  there  is 
much  the  same  fraction  of  their  total  heat  taken  from  the  gases  by  a 
flue,  however  quickly  they  run  through,  and  that  the  efficiency  of  the 
flues  is — 

'  =  &V-r  •  -^^^ 

where  /  is  the  length  of  a  tube  and  m  its  hydraulic  mean  depth  or  J 
of  its  diameter,  and  A  is  a  constant,  which  is  less  as  the  circulation  of 
water  is  better.  We  may  in  general  take  h  to  be  150  with  the  sort 
of  circulation  of  water  common  in  locomotives. 

265.  Of  the  total  evaporative  power  aF,  the  furnace  takes  the 
amount  bG  +  cF\  and  the  amount  aF  —  {bO  +  cF)  enters  the  flues. 
The  total  evaporation  W  is  therefore  made  up  of 

hG  +  cF,2jiAe  [(a-c)  F --bG.  \ 

We  take  a  equal  to  about  0*9  of  the  real  evaporative  power  of  the 
fuel  after  we  have  subtracted  the  energy  which  the  gases  would  still 
have  if  they  were  reduced  to  the  temperature  of  the  water  in  the 
boiler.  Also  we  must  have  deducted  something  for  want  of  perfect 
combustion.  Even  if  there  is  absolutely  no  smoke  there  is  probably 
10  per  cent,  to  deduct ;  black  smoke  means  a  reduction  by  another  17 
per  cent.  Thus  a  will  depend  upon  the  character  of  the  fiiel,  size  of 
combustion  chamber,  &c.  b  and  c  depend  upon  the  area  exposed  to 
radiation  per  sq.  foot  of  grate,  and  to  a  small  extent  on  the  character 
of  the  fuel,  and  the  amount  of  air  admitted.     It  is  to  be  noticed  that 

F   F 


434  THE   STEAM   ENGINE  chap. 

when  the  size  of  grate  is  altered  without  altering  anything  else,  we 
really  alter  the  values  of  b  and  Cy  and  to  some  extent  a  also,  because  we 
increase  radiation  surface  and  volume  of  combustion  chamber  per 
square  foot  of  grate.     We  have  arrived  at  the  result 


W 


=  h{l-e)G  +  \c  +  {a''6)e\F      ...     (2) 


If  now  Ijhm  be  called  \,  a  term  proportional  to  the  length  divided  by 
diameter  of  tubes  and  greater  as  there  is  better  circulation  of  water, 

»'=ra+^^ w 

I  shall  usually  write  this 

W=^AG+BF (4) 

Where  A  and  B  are  constants  of  much  the  same  value  in  good 
specimens  of  any  class  of  boiler. 

Or  I  may  use  w  for  WjFy  the  evaporation  per  pound  of  fuel,  and/ 
for  FjGy  the  fuel  per  square  foot  of  grate,  and  so  have 

w=j+B (5) 

When  there  is  as  good  circulation  on  the  water  side  as  in  a  loco- 
motive boiler  in  motion  (the  motion  helps  circulation),  we  may  take 
\  as  the  length  of  one  of  the  tubes  divided  by  forty  times  its 
diameter.^ 

366.  My  roughly  correct  speculations  are  such  as  befit  the 
subject.  They  have  led  to  an  expression,  (3)  or  (6),  of  some  value. 
Those  who  only  use  boilers  will  probably  be  satisfied  with  the 
expression 

W^AG+BF 

W  being  total  evaporation  as  from  and  at  212*"  F.,  and  G  =  area  of 
grate  in  square  feet,  F  =  lb.  of  fuel  per  hour,  and  A  and  B  are 
nearly  constant  for  a  particular  boiler.     If  the  boiler  has  very  long 

1  We  ought  to  use  the  formula  of  the  note,  page  427,  in  any  case  where  we  know 
that  the  air  supplied  per  pound  of  fuel  is  constant.     Instead  of  (3)  above  we  have 


\       l  +  A  1+bFj 


(6) 


1  +  cF 

This  may  be  written  W=aF- — ,^  where  c  is  a  constant  whose  value  is  &/(l  +  A). 

In  using  (3)  or  (6)  it  is  to  be  remembered  that  b  is  nearly  of  the  value  A/^5ff  (see 
note,  page  427)  and  A  is  length  of  a  tube  divided  by  about  40  times  its  diameter. 
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narrow  flues  the  term  A  is  small;  for  example,  in  the  French 
locomotive  boiler  of  Art.  263  I  find  that 

satisfies  all  the  observations  better  than  any  other  simple  formula  ; 
furthermore,  I  find  that  whether  coke  was  used  or  briquettes,  and 
whether  or  not  half  the  tubes  were  closed  we  have  much  the  same 
law ;  the  errors  in  assuming  this  law  to  be  true  are  very  much  of  the 
same  order  as  the  discrepancies  in  the  actual  measurements  that  were 
made. 

Again  in  the  experiments  made  with  the  famous  Newcastle 
marine  boiler  in  1857,  the  grate  was  altered  from  22  square  feet 
to  15^  square  feet,  and  the  firing  from  3 J  cwt.  on  the  larger  grate  to 
5'18  on  the  smaller.  The  heating  surface  was  749  square  feet  of 
furnace  and  flues,  together  \v4th  a  feed-water  heater  of  320  square 
feet.  There  was  nearly  perfect  combustion.  The  results  when  using 
the  feed-water  heater  agree  with 

When  not  using  the  feed-water  heater  the  results  (not  over  so  great 

a  range)  agree  with 

)^=70(?+7-48F. 

This  is  the  way  in  which  we  expect  poorer  efficiency  of  flues  to  affect 
the  formula ;  diminishing  B  and  increasing  A, 

In  Mr.  Isherwood's  experiments  described  in  Mr.  D.  K.  Clark's 
book  the  curious  results  obtained  are  easily  explainable  if  one 
remembers  the  significance  of  the  various  terms  of  (3)  or  (6).  For 
example,  how  when  we  diminish  grate  area,  we  really  increase  radi- 
ation surface  and  combustion  chamber  volume  per  square  foot  of 
grate.  In  his  first  series  where  ff  =  10*8,  and  the  heating  surface  8 
was  150'3,  his  results  satisfy 

Jr=18-5ff+5-65i^. 

Mr.  Isherwood,  like  many  other  people,  noticed  the  uncertainty  as  to 
the  effect  of  S,  We  know  now  that  it  is  length  of  flue  divided  by 
hydraulic  mean  depth  and  circulation  of  water  that  are  important 
and  not  S.  Readers  of  Mr.  Clark's  book  about  this  place  will  notice 
in  the  trials  of  feed-heaters  (table,  page  283)  how  they  may  produce 
an  increase  of  efficiency  of  as  much  as  15*7  per  cent.  In  practice  it 
is  from  15  to  20  per  cent.,  but  this  would  probably  not  be  so  great  if 
machine  stoking  and  automatic;*  regulation  of  the  draught  were 
employed.  Clean  tubes  give  6  per  cent,  more  efficiency  than  dirty 
tubes. 

F   F   2 
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At  page  299  of  Mr.  Clark's  book  we  may  notice  what  a  great 
amount  of  unconsumed  gas  escapes  even  in  the  best  hand  stoking 
trials,  and  in  page  300  that  the  supply  of  air  which  gave  the  best 
results  with  careful  stoking  of  a  French  boiler  was  only  about  33  per 
cent,  in  excess  of  what  was  absolutely  necessary. 

The  table  of  page  302  (Clark)  is  worth  study,  it  shows  61  per  cent, 
of  the  total  heat  going  into  the  water,  the  unconsumed  gases  taking 
5*5  per  cent. ;  clinker  and  ash  1'5  per  cent. ;  heat  in  gases  taking  off 
5'5  per  cent. ;  smoke  and  carbon  0*5  per  cent.  The  hygrometric  and 
formed  water  took  2*5  per  cent.,  and  the  heat  carried  off  by  the  brick 
work  was  23*5  per  cent,  of  the  whole.  These  numbers  ought  to  be 
compared  with  those  of  the  table,  Art  261. 

It  is  worth  while  considering  the  trial  at  page  308  of  Mr.  Clark's 
book  of  what  is  now  an  out-of-date  boiler — a  locomotive  boiler  once 
used  by  Thomycroft  in  torpedo  boats.  There  is  neither  sufficient 
radiation  surface  nor  combustion  chamber  space  above  the  grate. 
The  gauge  pressure  was  117  lbs.  per  square  inch,  feed  SS""  F. 


Air  pressure  in  stokehole  (inches)   .    .    . 

^=  coal  per  hour  (lbs.) 

/=     „  „      per  square  foot  grate 

9r=  steam  per  hour  (lbs.) 

IT = evaporation  units  per  pound  of  coal 


2 

925 

49 

6530 


3 
;il77 

I    62 
17770 


4 

1472 

78 

9320 


8-31        7-81 !      7-45 


6 

1815 

96 

10840 

7-0.3 


Here  it  will  be  found  that 


or 


122 

W=122G+5MF 


367.  The  average  results  of  experiments  from  the  best  boilers  of 
the  following  types  are  pretty  much  the  same.  Assuming  that  there 
is  proper  provision  for  mixing  air  with  the  gases  at  a  high  enough 
temperature ;  that  the  prov;ision  for  draught  is  more  than  is  actually 
needed,  so  that  the  stoker  has  perfect  control  of  it  (a  condition 
which  is  far  too  often  neglected) ;  then  the  fuel  being  any  kind  of 
good  coal,  either  Welsh  (whose  superiority  really  consists  in  behaving 
well  even  when  the  stoking  is  bad  and  giving  little  trouble),  or  New- 
castle, or  Lancashire,  or  Derbyshire,  or  a  mixture  of  Welsh  with  any 
of  these,  we  find 

tv=y-  +8-5 
if  t^  is  the  evaporation  in  pounds  of  water  as  from  and  at  212^  F. 
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per  pound  of  coal.    /  is  the  fuel  per  hour  per  square  foot  of  grate. 
The  values  of  A  are  as  follows : 


• 

A 

_  . 

limits  of/. 

Lancashire  with  Galloway  tubes,  French 
or  other  good  stationary  boilers  with 
feed-water  heaters 

36 

54 

135 

45 

30  and  8 
40  and  12 
140  and  30 
100  and  10 

Marine  cylindric  with  return  tubes    .   . 

Railway  locomotive 

Water  tube 

1 

368.  I  have  long  ^sed  another  empirical  formula,  which  is 
convenient.  W  is  the  total  evaporation  per  hour  as  from  and  at 
212"  F.  Fis  fuel  per  hour,  0  is  grate  area.  A,  is  length  of  flue  divided 
by  its  hydraulic  mean  depth,  a,  h,  and  c  are  constants,  a  is  about 
13 J  for  any  good  Welsh  coal,  or  indeed  any  other  bituminous 
coal,  if  the  stoking  is  good ;  but  if  the  stoking  is  not  very  good,  we 
may  still  use  13  J  for  Welsh,  but  smaller  values  for  other  coals,  b  is 
a  number  which  is  less  as  there  is  a  better  arrangement  for  water 
circulation ;  c  is  a  number  which  is  less  as  there  is  more  surface 
to  receive  radiation  in  the  fire-box. 


JF= 


aF 


l  +  bF/X+cF/G 

My  students  have  obtained  values  of  b  and  c  for  many  types  of  boiler. 
On  the  whole,  perhaps,  the  extra  complication  is  not  atoned  for  by 
so  much  greater  accuracy  but  what  it  is  better  to  keep  to  the  simpler 
form. 

Q69.  New  Type  of  Boiler.  Fig.  234  is  a  diagrammatic  sketch 
of  a  boiler  made  really  to  enable  my  students  to  keep  our  theory  in 
mind.  Ever  since  it  was  first  drawn  some  years  ago  I  have  seen  that 
structural  alterations  are  necessary — but  these  would  suggest  them- 
selves to  a  practical  engineer ;  for  example,  dust  from  the  fire  ought 
to  be  allowed  to  settle  in  such  a  way  as  to  allow  of  frequent  re- 
moval, so  that  the  passage  from  F  ought  to  be  above  and  the  flow 
of  hot  gases  through  the  tubes  be  a  downward  flow.  There  is  no  giving 
up  of  heat  by  gases  until  after  combustion  is  complete.  B  is  o,  fire- 
brick furnace  strongly  cased.  Coal  is  fed  in,  preferably  automatically, 
at  A^ ;  the  whole  space  Cis  filled  with  fuel,  which  is  white  hot  atCj ; 
the  ashes  are  raked  from  A^  Air  is  sucked  in  at  A^  and  at  A^,  and  it 
is  easy  to  see  that  the  combustion  may  be  perfect  in  the  chamber  F 
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from  which  the  flame  passes  through  the  tubes  T  to  the  uptake  U. 
The  draught  may  be  produced  in  JJ,  or  preferably  by  a  fan  driving  air 
in  at  ^,  and  A^.  The  draught  required  is  very  great,  as  the  copper 
tubes  T  are  only  about  \  inch  in  diameter.  These  tubes  are  packed 
(not  quite  touching)  in  a  cylindric  vessel  i>,the  spaces  between  them 
being  filled  with  water,  which  is  kept  in  rapid  circulation  by  the 


injector  /,  although  a  pump  may  be  used  instead,  to  drive  water 
from  the  upper  ring  pipe  W  to  the  lower  one  by  P  and  back  again 
by  the  tubes.  I  think  it  a  mistake  to  have  the  water  circulating 
oilen  ;  it  ought  to  scrub  the  tube.s  so  much  in  passing  once  through 
i>  as  to  become  all  steam  in  the  upper  part  of  D,  or  rather  in  the 
ring  pipe  WS,  which  communicates  with  the  steam  pipe  S.  There 
are  a  number  of  cases,  D,  any  one  of  which  is  easily  detachable  and 
the  tubes  are  frequently  cleaned  inside  and  out.  Instead  of  cylindric 
cases,  D,  every  flue  tube  may  be  concentric  with  a  water  tube,  and 
it  is  easy  to  make  them  detachable  in  large  or  small  groups  for 
cleaning  purposes. 


CHAPTER  XXVII 

GAS  AND   OIL  ENGINES 

270.  Air  would  be  almost  the  best  stuff  to  use  in  a  heat  engine 
only  that  it  is  so  difficult  to  give  it  heat  and  to  take  heat  from  it  as 
suggested  by  the  Camot  and  other  cycles.  This  difficulty  has 
caused  the  want  of  success  of  all  the  Ingeniouc  air  engines  which 
were  invented  50  years  ago,  except  perhaps  for  very  small  powers. 
Gas  and  oil  engines  may  be  looked  upon  as  air  engines  in  which  the 
difficulty  has  been  got  over ;  it  is  possible  to  give  to  a  mass  of  air  (or 
rather  a  mixture  which  is  mainly  air)  in  a  cylinder,  so  much  heat  as 
to  make  it  white  hot  in  so  short  a  time  as  ^^  to  ^V  P^^  ^f  ^  second. 
We  let  the  stuff  escape  with  a  great  deal  of  heat  instead  of  trying  to 
extract  the  heat  again,  because  we  need  not  use  the  same  air  over 
and  over  again,  and  hence  we  have  a  practical  form  of  air  engine 
which  fulfils  all  the  fine  predictions  made  about  it  50  years  ago.  We 
saw  in  Art.  189  that  the  usual  coal  gas  mixture  contracts  3  per  cent, 
on  combustion^  the  Dowson  gas  mixture  5  per  cent.,  and  oil  engine 
mixtures  3  per  cent.  The  richer  the  mixture  the  less  the  contraction. 
We  have  seen  in  Art.  245,  how  much  air  is  needed  for  the  complete 
combustion  of  a  cubic  foot  of  coal  gas  or  Dowson  gas  or  for  a  quantity  of 
oil.  The  violence  of  the  explosion,  that  is,  the  rapidity  of  the  com- 
bastion,  is  less  and  less  as  we  depart  from  the  exactly  right  propor- 
tions of  air  and  gas,  and  it  has  up  to  the  present  time  been  found 
convenient  for  this  and  other  reasons  to  admit  from  100  to  50  per 
cent,  more  air,  which  from  one  point  of  view  means  a  loss  of  energy. 
We  considered  in  Art.  189  the  usual  mixture,  before  and  after  combus- 
tion, and  we  found  that  the  specific  heats  and  their  ratio  were  not 
greatly  altered.  This  is  mainly  due  to  the  great  quantity  of  nitrogen 
present  and  indeed  of  inert  gases  generally.  There  is  more  diflference 
when  Dowson  Gas  is  used,  but  in  all  cases  we  may  take  it  that  for 
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rough  calculations  which  are  indeed  all  that  we  can  make,  the  stufiF 
hehaves  just  as  if  it  were  a  perfect  gas  which  itself  undergoes  no 
chemical  change,  which  has  no  energy'  more  than  its  pressure,  volume, 
and  temperature  tell  us  of,  and  which  receives  its  heat  from  some 
other  source  than  itself.  In  &ct  we  may  regard  the  stuff  as  if  it 
were  air,  only  <that  its  specific  heat  ratio  t  is  1'37.  This  is  the 
number  which  we  use,  in  default  of  a  better,  in  all  gas  and  oil 
engine  calculations.  We  may  have  doubt  as  to  whether  combustion 
is  or  is  not  complete  at  any  point  in  the  indicator  diagram,  but  we 
are  in  no  doubt  of  our  power  to  calculate  temperature  on  the 
assumption  of  behaviour  as  a  perfect  gas. 

The  student  is  recommended  to  read  carefully  Mr.  Bugald  Cleric's 
book  on  gas  and  oil  engines.  I  know  of  nobody  so  capable  who  has 
given  as  much  thought  to  the  whole  subject.  He  measured  carefully  the 
rise  of  pressure  with  time,  in  a  closed  vessel  containing  various  mixtures 
of  explosive  gases,  which  were,  however,  giving  up  heat  to  the  vessel 
all  the  time.  His  curves  are  well  worth  study,  although  there 
was  no  compression  before  explosion.  The  moft  Important  reialt 
known  to  me  derivable  from  his  experiments  is  this  and  it  agrees 
with  the  results  of  Him,  Bunsen  and  several  others  :  only  abwU  50 
to  60  per  cent  of  the  Jieat  energy  of  the  stuff  seems  eve>-  to  be  developed 
in  the  explosion.  This  is  probably  due  to  dissociation,  but  if  anybody 
thinks  that  he  has  explained  the  matter  by  calling  it  by  this  name  he 
will  be  undeceived  if  he  examines  the  following  figures. 
971.  Mixtures  of  air  and  Oldham  gas  exploded. 


1  1  gaa  14  air 

33 

806 

0-46 

105 

1786  1 

447 

;  .7  13  „ 

87 

1033 

0-31 

111 

1912 

637 

„   12  „ 

1202 

0-24 

118 

2038  ! 

382 

1    ,.     11   M 

76 

1220 

0-17 

127 

2228  1 

545 

.,   9  „ 

93 

1557 

0-OB 

149 

2670 

582 

102 

nai 

006 

183 

3.S34  1 

318 

■  ..   8  .. 

103 

1792 

0-04 

217 

3808  1 

446 

1  „  a  „ 

106 

1812 

006 

4  „ 

1 

95 
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I  find  that  Mr,  Clerk's  results  are  fairly  well  represented  by 
highest  gauge  pressure  p  =  136  -  657  x,  if  x  is  the  volume  of 
air  per  cubic  foot  of  gas :  and  hence  as  the  available  heat  in  a  given 
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volume  is  inversely  proportional  to  1  +  x,  the  indicated  heat  is 
proportional  to  (136  —  6*57  x)  (1  +  x).  This  is  a  maximum  when 
X  =  8'85.  But  between  aj  =  7  and  »  =■  11  I  find  only  a  difference 
of  about  2  per  cent  from  a  mean  value. 

When  heat  is  given  to  a  gas  at  constant  volume  the  amount  of 
heat  is  proportional  to  the  change  of  pressure.  In  the  present  case 
therefore  it  is  proportional  to  the  highest  gauge  pressure  (neglecting 
the  small  differences  in  specific  heat).  Hence,  what  I  call  indicated 
heat,  is  the  ratio  of  the  highest  gauge  pressure  to  what  it  would  be  if 
all  the  heat  were  indicated. 

I  have  no  doubt  that  dissociation  is  the  explanation,  but  why 
should  we  always  get  about  the  same  amount  of  dissociation  at  such 
different  pressures  and  temperatures  ?  It  is  not  explainable  by  loss 
of  heat  to  the  cold  vessel.  Bunsen  used  a  very  small  vessel,  a  few  cubic 
centimetres  capacity ;  Berthelot  used  a  vessel  4000  cubic  centimetres 
capacity,  and  they  found  much  the  same  results  with  mixtures  of 
hydrogen  and  oxygen.  Clerk  asserts  that  he  has  obtained  practically 
the  same  result  with  mixtures  of  coal  gas  and  air  compressed  before 
ignition.  Twice  the  pressure  before  (and  therefore  twice  the  heat 
available)  gives  twice  the  pressure  after  explosion  for  the  same  kind 
of  mixture,  so  that  we  still  have  only  from  60  to  60  per  cent,  of  the 
heat  developed.  These  results  are  in  agreement  with  what  we  find 
in  Gas  Engine  Indicator  diagrams.  The  calorific  power  of  gas  is  always 
measured  by  reducing  the  products  to  the  temperature  of  the  room, 
and  it  may  be  that  we  never  do  get  this  heat  developed  unless 
we  reduce  the  products  to  a  temperature  less  than  that  of  these 
explosion  experiments.  The  latent  heat  of  the  steam  formed  is  one 
part  which  must  always  be  wanting,  and  it  may  be  true,  albeit  not 
quite  easy  for  an  electrician  or  a  chemist  to  believe,  that  there  is 
considerable  dissociation  at  even  the  lowest  of  the  explosion  tempera- 
tures tried.  But  why  should  the  unindicated  energy  always  be  of 
about  the  same  fractional  amount  ?   I  see  no  solution  of  the  difficulty. 

It  hai9  been  shown  that,  starting  ignition  with  a  small  spark,  the 
time  of  ignition  increases  as  the  volume  of  the  vessel  is  larger — but 
by  mechanical  disturbance  or  artificial  projection  of  a  flame,  the 
ignition  may  be  made  almost  as  rapid  as  we  please  even  in  weak 
mixtures  and  large  vessels. 

There  is  still  much  to  be  done,  but  it  is  fairly  well  proved  that  we 
may  look  upon  such  calculations  as  those  of  Art.  287  as  giving  us 
really  the  efficiency  of  the  gas  engine  of  any  of  the  types  there 
mentioned  if  we  assume  that  only  60  per  cent  of  the  heat  of 
combustion  is  really  given  to  the  working  stuff  as  heat. 
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I  am  sorry  to  say  that  the  only  other  set  of  published  experiments 
on  the  explosion  of  mixtures  of  coal  gas  and  air  in  an  iron  vessel  gave 
much  smaller  pressures  than  those  of  Mr.  Clerk.  From  these 
experiments  I  make  out  the  formulae  : — 

p  =  104-7  -  5-71  X 
p  =  83-3  -  3-2  a?' 

Where  p  is  the  highest  gauge  pressure  in  pounds  per  square  inch ; 
X  is  the  volume  of  air  added  to  one  cubic  foot  of  gas ;  x'  is  the  volume 
of  air  together  with  products  of  previous  combustions  added  to  one 
cubic  foot  of  coal  gas  before  ignition.  It  is  tolerably  certain  that  this 
result  cannot  be  more  than  roughly  true  for  other  sizes  of  vessel 
than  the  one  employed,  and  that  we  have  no  right  to  use  it  for  any 
case  in  which  the  pressure  is  that  of  several  atmospheres  before 
ignition.  If  we  treat  the  first  of  these  results  of  Mr.  Grover  s  as 
we  treated  that  of  Mr.  Clerk  we  find  that  the  most  heat  will  be 
indicated  when  x  =  9*65. 

Mr.  Grover's  most  interesting  result  is  that  better  effects  are 
obtained  when  some  of  the  extra  air  is  replaced  by  the  products  of 
previous  combustions.  It  will  be  interesting  to  know  what  effects 
he  obtains  when  he  uses  high  initial  pressures,  for  his  results  so 
far  are  in  disagreement  with  our  gas  engine  experiences.  The 
common  practice  of  having  nearly  as  great  a  volume  of  old 
products  as  of  excess  air,  (it  is  difficult  to  say  exactly  what  the 
proportions  were  or  are,  since  actual  measurements  of  air  admitted 
are  almost  never  made)  is  giving  place  to  the  use  of  a  scavenging 
action  which  is  greatly  reducing  the  quantity  of  old  products  before 
ignition.  Scavenging  has  undoubtedly  produced  good  results ; 
this  may  not  be  so  much  due  to  its  replacing  the  old  products 
because  they  contain  carbon  dioxide,  but  rather  because  they  are  too 
hot  and  more  actual  weight  of,  stuff  is  wanted.  Possibly  ajso  lower 
temperatures  may  conduce  to  better  combustion. 

THJE  GAS  ENGINE. 

21 73.  The  Iienoir  Engine  of  1860  was  not  unlike  an  ordinary 
small  horizontal  steam  engine.  The  half-horse  power  specimen  in 
the  South  Kensington  Museum  has  a  cylinder  5^  inches  in  diameter, 
crank  4^  inches.  The  cylinder  had  a  water  jacket  to  keep  it  cool 
and  an  enormous  amount  of  oil  was  needed  for  lubrication. 
Alternately  at  each  end  of  the  cylinder  a  mixture  of  gas  and  air  was 
drawn  in  by  the  piston  for  about  half  the  stroke,  and  when  the 
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admission  valve  closed,  was  ignited  by  an  electric  spark.  The  diagram. 
Fig.  235,  showing  three  explosions  (AB  is  the  atmospheric  line)  has 
a  highest  pressure  of  48  lbs.  per  square  inch.  The  consumption  was 
about  95  cubic  feet  of  coal  gas  per  hour  per  indicated  horse-power. 
When  the  speed  increased,  the  governor  acted  by  increasing  the 
proportion  of  air  from  6  volumes  to  12  per  cubic  foot  of  gas.  The  air 
and  gas  were  admitted  by  two  slide  valves  worked  by  two  eccentrics. 
The  Hugoa  Engine  differed  from  the  Lenoir  only  in  baviag  better 
mechanical  construction  ;  ignition  was  by  a  flame  instead  of  the  badly 


arranged  electric  spark.  The  consumption  of  gas  was  reduced  to  H5 
cubic  feet  per  hour  per  indicated  horse-power. 

Much  the  same  principle  was  employed  in  the  Blictaoff  engine 
and  indeed  Fig.  236  fairiy  well  represents  the  sort  of  diagram 
obtained  from  any  of  the  three. 

An  enormous  improvement  was  eflected  in  the  use  of  the  Otto 
and  Langon  free  piston  vertical  cylinder  engine.     In  this  the  charge 


Cylludar  8  Inchog. ' 

came  in  below  the  slightly  raised  heavy  piston  and  was  ignited.  The 
piston  rose  freely,  being  temporarily  disconnected  from  all  gearing ; 
rose  like  a  projectile,  giving  the  most  favourable  conditions  possible 
for  good  efficieucy  by  rapid  expansion.  Indeed,  less  on  account  of  the 
water  jacket  than  of  this  rapid  expansion  the  pressure  became 
considerably  less  than  that  of  the  atmosphere.  Students  who  have 
worked  exercises  on  the  Bull  engine.  Fig.  21,  will  understand 
the  matter.   The  piston  began  to  fall,  acted  on  by  its  own  weight  and 
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by  some  outside  pressure  due  to  the  atmosphere,  and  in  beginning  to 
Call  became  geared  to  a  shaft  which  therefore  now  received 
mechanical  energ}-.  I  am  astonished  that  the  gas  per  hour  per  brake 
horse-power  was  not  even  lower  than  the  44  cubic  feet  actually  found 
by  experiment,   because   there   was   coolness   before   ignition    and 


A 


cylinder  SJ  nch  (UuDet«r,  11)  Inch  atroks.    11!  rem.  per  minute.    Hole  1  Inoh  to  S6  Ibg. 

therefore  probably  good  combustion  with  plenty  of  time  for  it,  and 
these  were  combined  with  rapid  and  large  expansion. 

Many  thousands  of  these  engines  were  in  use.  Their  noise  enabled 
the  leas  noisy  '  silent '  Otto  Engine  to  be  rapidly  introduced. 

In  spite  of  these  favourable  conditions,  a  careful  examination  of 
the  diagram  shows,  and  especially  when  the  more  dilute  mixtures 
were  used,  that  there  must  have  been  combustion  going  on  to  the  end 
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of  the  stroke.  We  need  not  say  that  this  is  altogether  due  to 
dissociation.  Ignition  goes  on  more  slowly  in  a  more  dilute  mixture  at 
a  lower  pressure.  Possibly  a  less  rapid  starting  of  the  piston,  the  use  of 
a  heavier  piston,  would  have  increased  the  efficiency.  I  am  told  that 
the  consumption  in  some  of  the  larger  forms  of  these  engines  was  aa 
low  as  30  cubic  feet  of  gas  per  hour  per  indicated  horse-power.  In  the 
Brayton  Engine,  the  mixture  of  gas  and  air  was  compressed  to  75 
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or  93  lbs.  per  square  inch  absolute,  and  ignited  as  it  passed  into  the 
working  cylinder  through  a  metal  grating.  Combustion  occurred  at 
nearly  constant  pressure;  there  were  cut  off,  expansion.release  and  fresh 
admission,  just  as  in  a  steam  engine  An  engine  of  4  brake  or  5 
indicated  horse-power  seemed  to  consume  about  280  cubic  feet  of  gas 
per  hour. 

The  first  good  oil  engine  was  a  Brayton  gas  engine  using  oil, 
pumped  in  and  burning  with  the  compressed  air  just  like  the  gas.  It 
was  wonderfully  steady  and  to  be  relied  upon  for  not  getting  out  of 
order.  It  consumed  about  2  lbs.  of  oil  per  hour  per  indicated  horse- 
power.    The  Simon  gas  engine  was  a  modified  Brayton  engine. 

The  Otto  engine  ^  has  four  operations  in  one  cycle  of  two 
revolutions.     It  looks  much  like  a  single  acting  steam  engine  with 


trunk  piston,  with  sturdier  frame  and  parts  than  usual.  Cold  water 
is  kept  circulating  through  the  cylinder  water  jacket  WJ.  The 
volume  of  the  clearance  space  has  gradually  been  diminished  from 
two-fifths  of  the  volume  when  greatest,  to  one  seventh.  I  use  with 
students  the  lai^ge  lecture  model  fig.  239,  which  has  the  old  slide 
method  of  regulation  now  discarded ;  discarded  because  of  the  greater 
pressures  used  now.  The  exhaust  (conical  seat)  valve  E  is  closed  by 
a  spring  and  is  opened  by  the  lever  L  worked  by  the  cam  T  on  the  shaft 
S  which  makes  one  turn  for  every  two  of  the  engine.  A  crank  J)  on 
this  shaft  gives  a  reciprocating  motion  to  the  slide  S.  The  flame  F  is 
used  for  ignition.     When  the  slide  is  properly  placed,  the  passage  B 

'  Dr.  Utto   in  1876  tnaile  the  engine,  patenteil  hy  Beau  ile  Rochas  in   IHti'J,  h 
practical  auccens,  and  bo  it  in  always  called  the  Otto  engine. 
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allows  air  to  be  sucked  from  A  and  gas  from'  G  in  proper  propor- 
tions into  the  cylinder,  and  they  mix  with  the  products  of  previous 
combustions  left  in  the  clearance  space.  The  usual  mixture  is 
1  of  coal  gas  to  about  11  of  air  and  products. 

This  goes  on  during  the  whole  forward  motion  of  the  piston.  In 
the  back  stroke  the  mixture  is  compressed  sometimes  to  more  than 
100  lbs.  per  sq.  inch.  It  is  interesting  to  note  on  the  model  how 
the  small  chamber  is  filled  with  gas,  and  coming  opposite  the 
flame  F  is  ignited,  and  how  this  chamber  full  of  ignited  gas  comes 
opposite  the  cylinder  passage  just  before  the  dead  point  position. 
There  was  a  certain  amount  of  complication  in  the  way  in  which  it 
communicated  with  the  passage  especially  in  large  engines,  so  that 
ignition  might  really  be  effective;  and  it  is  one  of  the  most 
interesting  things  in  connection  with  gas  and  oil  engines,  that 
although  the  ignition  chamber  might  and  often  did  communicate 
with  the  explosive  mixture  before  the  end  of  the  stroke,  yet  ignition 
did  not  really  occur  until  the  end  of  the  stroke.  The  piston  moves 
slowly  near  the  ends  of  its  stroke  and  this  conduces  to  effective 
ignition.  Ignition  occurs  with  remarkable  rapidity,  the  pressure 
rising  100  lbs.  per  sq.  inch  (usually  accounting  for  about  half 
the  total  heat  of  the  gas  supplied),  and  as  the  piston  moves 
forward  the*  stuff  expands,  and  the  pressure  fells.  Before  the  end 
of  the  forward  stroke  the  exhaust  valve  opens,  the  stuff  rushes 
away  through  an  exhaust  chamber  and  the  exhaust  pipe.  At  the 
end  of  the  back  stroke,  products  remain  in  the  clearance  space,  and 
one  cycle  is  complete.  The  usual  governor  closes  the  gas  supply 
when  the  speed  is  too  great,  so  that  an  explosion  is  missed.  There 
is  another  kind  of  governor  which  throttles  the  gas  supply  so  that 
there  is  some  kind  of  mixture  exploded,  rich  or  poor  in  gas,  every 
cycle.  There  are  some  curious  kinds  of  governor  in  use,  but  the 
ordinary  centrifugal  form  is  as  good  as  any.  The  engine  is  started 
by  lighting  the  gas  jet  F,  turning  on  the  gas  supply,  and  giving 
a  few  turns  by  hand  to  the  fly  wheel  until  an  explosion  occurs.  In 
large  engines  a  second  cam  keeps  the  exhaust  open,  for  part  of  the 
compression  stroke  during  the  starting  of  the  engine.  About  half 
the  total  heat  energy  was  usually  carried  away  by  the  water  of  the 
jacket ;  about  30  per  cent,  went  off  in  the  exhaust  and  about  16  per 
cent,  was  accounted  for  by  the  indicator  work.  The  exhaust  gases 
were  at  about  400°  to  450°  C. 

In  the  diagram,  Fig.  240,  D  is  the  drawing  in,  (7  is  the  compression, 
/  is  the  ignition,  F  the  expansion,  BA  is  the  exhaust.  The  use  of  a 
planimeter  is  the  easiest  way  of  getting  the  true  area  of  the  diagram, 
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although  it  is  not  difficult  to  recollect  what  are  positive  and  what 
are  negative  breadths.  After  a  missed  explosion,  the  ignition 
pressure  is  usually  higher,  because  the  passages  are  cooler,  and, 
therefore,  a  greater  weight  of  gas  enters ;  also  the  clearance  space 
has  air  in  it  rather  than  products  to  mix  with  the  new  charge.  In 
1881,  an  engine  giving  9  brake  horse-power  and  llS  indicated, 
used  250  cubic  feet  of  Glasgow  gas  per  hour  (Glasgow  gas  is  much 


better  than  London  gas).  It  was  not  uncommon  to  find  that  the 
indicated  work  was  18  per  cent,  of  the  total  calorific  energy  of  the 
charge. 

Large  engines  are  more  efficient  than  small  ones,  probably 
because  of  the  relatively  smaller  cooling  surface.  This  is  very 
evident  from  the  following  trials  of  Otto  engines  of  different  sizes. 
Efficiency  here  means  the  ratio  of  indicated  work  to  the  calorific 
energy  of  the  gas  in  one  charge. 


1 

1 

Diameter  of 
cylinder. 

stroke. 

Efficiency 
by(l) 

Indicated 
efficiency. 

1 

,  Nearly  same  compression  .    .    . 

j'r 

\iir 

15" 
21" 

•428 
•428 

•25        ! 
•275 

Nearly  same  compression  .    .    . 

\14 

18 
25 

•40 
•41 

•21         ' 

•277- 

If  ignition  occurred  at  absolutely  constant  volume,  and  if  all  the 
heat  were  accounted  for,  and  the  compression  and  expansion :  were 
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adiabatic,  and  if  the  clearance  were  in  the  ratio  1  to  r  of  the  greatest 
volume,  it  is  easy  to  show,  as  in  Art.  473.  that  the  efficiency  is 


-■-(-1)^-'    •  ■  •  0) 


and  as  7  =  1*37,  the  greatest  efficiency  possible  when  using  the 
Otto  cycle,  and  r  is  5,  is  45  per  cent.  For  good  reason  we  cannot 
expect  to  get  an  efficiency  approaching  this,  but  it  is  interesting 
to  note  from  the  following  tests  that  as  r  increases  the  efficiency 
increases. 

Trials  as  to  OompreMion.  The  same  engine  was  used  in 
the  two  tests  except  that  the  size  of  the  clearance  space  was  altered. 

Pressure  (abs)  before  ignition  75  105 

Cubic  feet  of  gas  per  I H Phmir  19  17*6 

This  result  was  surely  to  be  expected.  I  have  put  this  strongly 
to  students  for  the  last  eighteen  years,  and  I  am  inclined  to  think 
that  the  superiority  of  the  modem  gas  engine  is  mainly  due  to 
the  better  recognition  now  of  the  importance  of  small  clearance. 
The  Table,  Art.  277,  will  bring  this  out  strongly. 

The  actual  diagram  of  an  Otto  engine  is  in  no  way  very  different 
from  the  hypothetical  diagram  of  ignition  and  release  at  constant 
volume  and  two  adiabatics,  except  in  only  about  55  per  cent,  of  the 
heat  of  the  charge  being  given  in  the  ignition. 

273.  In  Atkinson's  differential  engine  a  curious  mechanism 
was  employed  to  give  a  very  rapid  motion  to  the  piston  just  after 
ignition  so  that  cooling  should  be  more  the  effect  of  expansion  than 
be  due  to  the  water  jacket.  This  principle  is  the  most  important 
thing  to  remember,  but  the  mechanism  by  which  it  was  carried 
out  was  complex  and  troublesome. 

The  Atkinson  engine  was  very  efficient,  mainly  due,  I  think,  to 
this  rapidity  of  expansion,  but  also  for  the  following  reason.  Suppose 
that  we  have  the  Otto  cycle,  as  shown  in  Fig.  241,  AB  C B,  and  we 
have  settled  the  best  compression  pressure.  Now,  instead  of  letting 
the  stuff  escape  at  C,  let  it  continue  to  expand  to  E,  by  making  the 
cylinder  larger,  without  altering  the  clearance  space  or  volume  of 
charge  admitted,  we  get  the  extra  work  C,  E,  F,  I),  with  no  further 
expenditure  of  energy.  To  be  strictly  correct  we  ought  to  say 
C  E  F^  i>\  where  FF^,  or  DD^,  is  twice  the  pressure  which  repre- 
sents the  friction  of  the  engine  dice  to  this  increased  part  of  the  cycle. 
The    curious    mechanism    used  gave    trouble,  and    Atkinson 
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invented  another  curious  form  of  engine  (called  the  cycle)  to  carry 
out  the  same  idea,  the  four  strokes  made  by  a  piston  in  one  revo- 
lution being  all  unequal.  This  engine  has  also  been  given  up  in 
spite  of  the  wonderfully  good  results  obtained,  and  Mr.  Atkinson 
constructed  another  engine  with  only  the  oixiinary  piston  and  con- 
necting rod  mechanism,  whose  action  is  probably  likely  to  be  copied 
in  the  future,  when  imptUse-eve^y-revolution  engines  will,  probably, 
be  largely  used ;  although  I  think  that  it  is  not  now  being  made. 
One  side  of  the  piston  pumps  air  into  a  chamber  at  20  lbs.  per  square 
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inch  (absolute).  The  air  flows  through  a  valve  to  the  other  side  of 
the  piston  and  causes  exhaust  gases  to  escape  faster ;  this  air  is  now 
compressed,  receiving  a  mixture  of  gas  and  air  at  sufficient  pressure 
from  a  pump. 

Since  1884  I  have  urged  the  importance  of  the  two  ideas 
embodied  by  Mr.  Atkinson  in  his  engines.  The  exercises  in  Art.  287 
show  the  gain  due  to  increased  expansion.  The  rapid  expansion 
causes  less  heat  to  be  given  to  the  metal.  Unfortunately,  in  practice 
it  is  found  that  although  there  is  less  heat  given  to  the  water  jacket 
than  in  the  Otto  cycle  engines,  more  heat  goes  away  in  the  exhaust. 

There  are  other  impulse-every-revolution  engines  which  are  more 
or  less  based  on  the  principle  first  worked  out  by  Mr.  Clerk. 

There  have  been  many  suggestions  to  use  spray,  or  wet  steam 
inside  the  cylinder,  to  carry  off  the  heat  and  to  utilise  part  of 
it  in  a  six-stroke  cycle.  They  have  failed  through  difficulties  of 
ignition.  » 


G  o 
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2174*  On  the  expiry  of  the  Otto  patent  in  1890,  there  ii-as  a 
great  fell  in  the  price  of  gas  engines.  Engines  on  the  Otto  cycle 
were  so  well  developed  that  few  other  engines  are  made.  Dowson 
gas  has  become  extensively  employed.  The  principal  improvement 
effected  since  1886  consists  in  the  diminution  of  the  clearance 
space.  It  has  always  been  known  from  formula  (1)  of  272,  that 
this  would  effect  increased  economy.  It  is  now  being  carried  out ; 
the  increase  of  economy  exceeds  anticipations,  and  it  is  to  com- 
pression more  than  to  anything  else  that  the  increased  economy 
is  due.  But  besides  increased  compression,  the  improved  design 
and  size  of  valTes  and  ports  lets  the  fresh  charge  in  at  higher 
pressure,  and  lets  the  exhaust  gases  escape  more  freely ;  in  fact, 
the  old  throttling  has  been  done  away  with.  In  the  old  slide 
the  openings  had  to  be  small,  otherwise  the  pressure  on  the  slide 
became  very  great,  and,  indeed,  this  risk  of  pressure  on  the 
slide  used  to  make  it  difficult  to  use  high  compression.  Slides 
are  now  no  longer  used  and  an  ignitton  tabe  is  used  instead 
of  a  flame.  The  ports  now  present  less  area  to  the  incoming 
charge,  and  other  sources  of  absorption  of  heat  during  ignition, 
such  as  contractions  where  flame  passes,  are  done  away  with. 
The  student  will  see  from  our  theory  of  flues.  Art.  377,  that 
there  must  be  extraordinarily  more  heat  given  to  the  metal  by 
throttling  action,  for  example  at  the  exhaust  valves  than  in  any 
other  way.  It  is  sometimes  thought  to  be  very  convenient,  for 
several  reasons,  to  have  all  the  ports,  valve  seats,  &c.,  in  one  casting, 
which  may  be  bolted  on  to  a  cylinder,  but  this  convenience  is  often 
gained  by  having  narrow  ports,  a  great  source  of  loss  of  efficiency, 
absent  in  the  best  modern  engines.  There  are  also  changes  to  increase 
strength  and  diminish  cost  of  manufacture.  The  cross-head  guide  is 
now  in  one  casting  with  the  cylinder,  or,  rather,  there  is  no  cross- 
head,  merely  a  long  trunk  piston.  The  bevil  wheels  driving  the  side 
shaft  are  now  screw  gear,  and  this  has  made  the  engine  bed  more 
symmetrical. 

Figs.  243-5  show  one  form,  and  Figs.  247-9  show  a  smaller  form 
of  the  modem  Orossley  Otto  engine  cylinder ;  gas  enters  the  #ir 
passage  by  a  conical  valve,  lifted  by  a  lever  and  cam,  and  controlled 
by  the  governor,  which  either  admits  gas  well  or  not  at  all.  These 
are  well  shown  in  Figs.  247-9.  Gas  and  air  enter  the  cylinder  by  a 
conical  valve  A,  Fig.  243,  opened  by  a  lever,  acted  on  by  a  cam 

The  exhaust  iP,  is  also  a  conical  valve  actuated  by  a  lever 
and  cam. 

Ignition  occurs  when  part  of  the  compressed  stuff  enters  the  tube 
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T,  Fig,  242,  kept  hot  by  a  Bunt^en  burner.  Thus  admission  occurs 
through  the  double-seated  valve  V,  which  is  worked  by  a  lever  and 
cam.  The  valve  V  allows  the  tube  T  to  be  open  to  the  atmosphere 
until  it  lifts  from  one  seat,  and  then  a  small  amount  of  inflammable 
stuff  displaces  the  previous  products,  so  that  there  may  be  certainty 
of  ignition. 

There  are  many  small  engines  mode  in  which  there  is  no  VBlve 
between  the  hot  tube  and  the  cylinder.  It  is  found  that  we  can 
depend  upon  the  ignition  not  taking  place  till  the  end  of  the  com- 


prcsaion  stroke,  and  then  it  is  certain  to  occur ;  surely  one  of  the 
most  curious  of  phenomena  1  It  is  probably  related  to  the  fact  that 
flowing  fluid  seems  more  unstable  when  expanding,  so  that  there 
may  be  a  great  starting  of  eddying  motion  at  the  beginning  of 
the  stroke. 

376.  BcmTengtnf  seems  to  be  undoubtedly  beneficial.  It  is 
specially  valuable  in  engines  using  Dowson  gas.  Among  other 
benefits  we  may  notice  the  greatly  diminished  chance  of  an  explosion 
■of  the  incoming  charge  through  meeting  the  hot  exhaust  ganes. 
Also,  after  one  or  more  missed  explosions,  an  explosion  is  much  more 
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violent  and  hurtful  to  the  engine  when  scavenging  is  not  employed. 
Hence  scavenging  enables  larger  and  cheaper  engines  to  be  built,  and 
these  engines  might  use  much  hotter  jacket  water.  It  is  effected  in 
the  Modem  Otto  Cycle  engine  in  the  following  ingenious  way  by  Mr. 
AtkinHon.  The  stuff  in  the  long  exhaust  pipe  (65  feet  long)  gets  into 
a  state  of  vibration  like  the  air  in  an  organ  pipe,  and  by  giving  it  a 
proper  length  we  get  the  cylinder  to  be  partially  vacuous  (2  lbs.  below 
atmospheric  pressure)  at  the  end  of  the  exhaust  stroke ;  consequently. 


the  exhaust  valvu  being  kept  open,  a  vahe  is  able  to  admit  air, 
which  drives  out  most  of  the  remaining  gases  and  indeed  serves  to 
cool  the  pa.«sagc  through  which  the  incoming  charge  now  enters. 
This  contrivance  acts  better  for  well  loaded  engines  than  when 
load  is  variable.  Scavenging  is  effected  in  the  WelU  (Premier) 
engine  by  pumping  air  into  the  cylinder. 

Figs.  243  and  244  show  the  shapes  of  the  passages  and  piston  end, 
&c,,  which  facilitate  this  scavenging  action.  The  common  Crossley 
Otto  engines  range  from  100  brake  horse-power  at  230  revolutions 
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per  minute,  to  IJ  horse-power.     The  brake  power  is  usually  2  to 
3  times  the  nominal  power.     The  makers  now  guarantee  1  indicated 
horse-power  for   ISJ    cubic  feet  of 
gas  per  hour,  or  17  for  the  smaller 
engines. 

There  are  many  forms  of  engine 
using  the  Otto  Cycle  now  manufac- 
tured. Art.  277  shows  the  improve- 
ment ctfected  since  1881. 

There  is  an  engine  used  for 
«lectric  lighting  which  gives  170 
brake  horse -power  on  full  load, 
using  a  governor  which  reduces 
the   supply  of  gas   and  air  simul-  y,,,,  m, 

taneously,  but  misses  no  explosions. 

The  compression  pressure  varies  from  20  to  75  lbs.  (absolute).     The 
result  is  a  speed  fluctuation  of  only  three  per  cent. 

I  am  told  that  Messrs.  Tangye  use  a  curious  method  of  cooling 
the  Jacket  water  by  the  atmosphere.  The  water  is  sprayed  to  the 
roof  of  the  engine  room,  and  is  caught  again  in  gutters. 

376.  Self-StaxUns  a«ar.  The  form  most  in  use  is  Mr.  Clerk's, 
as  improved  by  Mr.  Lanchcster  and  shown  in  Fig.  246.  When  the 
«ngine  is  stopping,  the  valve  V  is  opened  ao  that  the  cylinder  0  and 


pipe  P  and  chamber  K  get  filled  with  air  sucked  in  through  Z.     To 
start  the  engine,  the  gas  cock  0  lets  gas  flow  into  .fand  P,  and 
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either  by  another  cock  or  the  exhaust  valve  into  the  cylinder  C.  The 
flame  J^is  lighted  and  presently  gas  escapes  through  Zand  bums  at  the 
flame  F,  G  is  now  closed  and  the  flame  at  Z  shoots  back  (in  a  way 
familiar  to  people  who  use  gas  stoves)  igniting  the  stuff  in  -ST,  closing 
the  valve  Z  against  an  upper  face,  and  the  ignition  proceeding  along 
P  reaches  the  cylinder.  A  maximum  pressure  of  200  lbs.  per  square 
inch  is  reached  in  the  cylinder,  quite  sufficient  to  start  the  engine. 
When  lower  starting  pressures  are  sufficient,  a  much  simpler  starter 
is  used  in  which  there  is  no  vessel  like  KP  to  supplement  the  volume 
of  the  cylinder  itself.  [January,  1899.  I  have  just  tested  engines 
with  a  later  form  of  starter.] 

217 7.  In  the  following  table  the  four  Crossley  engines  marked  * 
will  give  the  best  illustration  of  the  improvement  going  on.  Hence 
I  give  also  their  efficiencies  as  calculated  by  the  formula  (1),  Art.  272. 
It  may  be  conjectured  that  in  the  last  case  the  efficiency  might  pro- 
bably only  be  22  without  scavenging.  Other  facts  indicate  some  such 
gain  (say  12  per  cent.)  due  to  scavenging.  It  must  be  remembered 
that  the  calorific  power  of  gas  in  London  has  altered  a  little  since  1881. 


Crossley  ♦  (Otto)  1881    .    .    .    . 
Atkinson  (cycle)  1887    .... 
,»  ,,       1888  .    ,    .    . 

Crossley  •  (Otto)  1888  .... 
Ignition  tube  Crossley,*  1892  . 
Lift  valves    \ 

Ignition  tul)e  J-Crossley,*  1894 
Scavenging     j 
Crossley 


iibic  feet  gas  per 
1.  H.  P.  hour. 

ubic  feet  gas  per 
pake  H.  P.  hour. 

III 

Indicated 
power. 

Revolutions 
per  minute. 

1^ 

.1 

Efficiency  by 
1)  of  Art.  272. 

O 

0.5 

1 

1 

^    ^; 

25-5 

.^t-o 

47 

9       164' 125      17  !  -33 

19-78l22oO 

5-561          —    -206 

19-22  22-61 

181 

11-15131 

-228 

20-55  23-87 

76-6  17-22'160  212 

•21  1  -40 

21-2 

25-9 

61     19-25 

160  215 

•20  1  -37 

14  5  'l7-0 

1 

102-5  14 

1 

2(K)289 

•25 

•43, 

13-55 

1 

1 

46-8 

1 

1 

1 
1 

In  the  latest  type  of  Griffin  two-cylinder  engine,  admission  and 
compression  occur  on  one  side  of  each  piston  and  ignition  and  expan- 
sion on  the  other  side,  alternately,  so  that  there  are  two  explosions  per 
revolution.  Worked  with  Dowson  gas  there  is  a  specimen  indicating 
600  harse-power  at  120  revolutions  per  minute.  The  Stockport 
engines  from  1  to  200  brake  horse-power  run  at  from  240  to  150  revolu- 
tions. For  larger  powers  two  cylinders  are  used,  tandem  or  side  by 
side.  In  a  400  horse-power  (nominal)  at  Godalming,  the  governor 
usually  controls  the  gas  supply  to  only  one  of  the  cylindera  The 
Tangye  engines  are  single  cylinder  from  ^  to  125  brake  horse-pow 
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and  two-cylinder  from  86  to  292  brake  horse-power.  With  large 
cylinders  a  large  and  small  exhaust  valve  are  used,  the  smaller  having 
a  slight  lead.  Also  the  cam  and  lever  open  the  gas  valve  through  a 
secondary  lever  and  tumbler  to  prevent  wear.  The  Acme  or  Burt 
engine  is  said  to  be  "  compound,"  but  it  merely  carries  out  the 
Atkinson  Cycle  principle.  It  is  said  to  use  (the  6  horse-power 
nominal  size)  18J  cubic  feet  of  gas  per  brake  horse-power  hour.  I 
might  greatly  extend  this  catalogue,  but  indeed  there  is  nothing 
specially  interesting  in  the  30  or  40  types  of  gas  engine  now  being 
manufactured  in  this  and  other  countries.     Mr.  Donkin  in  his  book 


(1896)  gives  the  results  of  a  great  many  tests,  with  the  names  of  the 
experimenters  and  references. 

378.  Prof  Burstall  recently  read  before  the  Institution  of 
Mechanical  Engineers  a  preliminary  report  of  exp«rim«nti  on  a 
small  gas  engine.  Figs.  247-9,  in  which  various  things  might  be 
altered  separately.  He  could  alter  the  clearance  by  removing  a 
Junk  ring  on  the  end  of  the  piston.  He  could  also  alter  the  length 
of  the  connecting  rod.  He  measured  the  air  as  welt  as  the  gas  [the 
numbers  for  air  are  corrected  for  air  in  clearance  space] ;  he  used  a 
special  electric  method  of  ignition,  and  a  timing  valve.  But  what 
he  did  is  evident  from  the  table,  page  457.  The  brake  horse-power  may 
be  calculated  from  the  indicated  power  by  the  formula  S  =  '72/-!-  0'2. 

The  following  is  the  composition  of  the  gas  by  volume ;  '045  of 
heavy  hydi-oearbons  (taken  to  be  C^ff^),  007  of  0,  -059  of  CO,  353  of 
C'fi^,  463  of  If,  073  of  N. 
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The  results  seem  to  indicate  that  ecoDomy  greatly  depends  upon 
the  ratio  of  air  to  gas,  and  that  more  air  ought  to  be  used  when  more 
compression  is  used.     It  is  worth  while  noting  how  complete  the 


combustion  may  be  in  the  exhaust,  and  I  believe  that  it  generally  is 
very  complete  in  ordinary  gas  engines. 

Teachers  will  find  materials  for  a  great  number  of  exercises  for 
elementary  students  in  the  table.     For  example : 

1.  Find  in  every  case  the  greatest  possible  efficiency,  by  the 
formula  (1)  of  Art.  272. 

2.  Find  in  eveiy  case  the  oxygen  in  the  exhaust  if  combustion  is 
perfect. 

3.  Taking,  pressure  at  the  beginning  of  compression  as  14  lbs.  per 
square  inch,  and  assuming  that  the  law,  pv"  constant,  is  true,  find  n  in 
every  case. 

4.  Find  what  the  highest  pressure  would  be  in  every  cn.se  if  all  tbe 
heat  entered  the  stuff  at  constant  volume. 

,5.  Check  the  numbers  in  column  14  from  those  in  12  and  13. 
379.  OU  BnglDea.     Gas  may  be  produced  from  safe  burning 
oils  and  used  like  coal  gas  in  a  gas  engine.     An  oil  engine  is  supplied 
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with  oil,  not  with  oil  gas.  It  is  not  usual  to  include  among  oil 
engines  the  vapour  engines  which  use  dangerous  light  oil.  In  these 
the  oil  is  sprayed  so  as  to  be  in  the  state  of  finely  divided  liquid 
particles  in  air;  the  air  easily  vaporises  the  liquid  drops,  and  the 
explosive  mixture  is  used  as  in  a  gas  engine.     Or  the  engine  draws 


Qa£ 


Fig.  249. 


air  through  a  liquid  "  gasoline,"  and  this  mixes  with  more  air  in 
the  cylinder,  the  Otto  cycle  being  followed. 

Safe  burning  oils  with  flashing  points  (Abel  test)  above  73°  F.  are 
used  in  engines  in  the  following  ways. 

1.  Priestmnn,  The  oil  is  sprayed  so  as  to  consist  of  finely 
<^ivided  liquid  particles  in  air,  and  when  this  is  heated  to  260°  F. 
by  the  exhaust  ga.ses,  the  liquid  particles  become  vapour,  leaving  no 
residue ;  this  vapour  is  drawn  into  the  cylinder  with  more  air,  just  as 
gas  is  drawn  into  a  gas  engine.  The  theory  of  the  action  and  the 
cycle  of  operations  are  exactly  those  of  gas  engines.  A  defect  of  the 
method  is  that  during  compression  we  are  dealing  with  a  vapour,  not 
a  gas,  and  high  pressures  tend  to  produce  liquefaction  ;  this  is  more 
marked  when  the  heavier  and  cheaper  kinds  of  oil  are  used.  The 
liquefied  oil  lubricates  the  cylinder. 
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2.  Hoinsbt/'Ackroyd.  The  oil  is  injected  into  the  cylinder,  or 
rather  into  a  very  hot  recess  at  the  end  of  it,  and  vaporised  there. 

3.  The  oil  is  vaporised  in  a  small  gas  or  vapour  producer  kept 
very  hot,  external  to  the  cylinder,  and  introduced  as  vapour. 

Gas  and  oil  engines  in  England  use  the  tube  ignition,  or  what 
comes  to  much  the  same,  ignition  by  the  hot  surface  of  the  combus- 
tion chamber ;  but  in  America  and  Germany,  ignition  by  the  electric 
spark  is  quite  common,  probably  because  mechanical  engineers  have 
some  electrical  knowledge  in  those  countries.  The  flame  igniter 
is  never  used  now.  In  England,  the  electric  igniter  is  used  only  in 
the  Priestman  oil  engine,  I  believe.  Ignition  by  the  hot  surface  of 
the  combustion  chamber  seems  to  be  finding  greater  favour  with 
the  makers  of  gas  and  oil  engines. 

280.  Mineral  Oil.  If  I  were  devoting  my  attention  to  the 
invention  or  improvement  of  an  oil  engine,  I  would  make  a 
careful  experimental  study  of  the  physical  and  chemical  properties 
of  oils.  In  use  there  are  American  and  Russian  petroleum^ 
and  Scotch  paraffin  oils.  Crude  petroleum  is  a  mixture  of  gaseous 
liquid  and  solid  hydrocarbons.  American  oil  consists  mainly 
of  the  paraffin  series  of  hydrocarbons,  C^IIgj^+g*  '^^i*  there  are 
also  some  olefines,  C^Hgn,  whereas  the  Russian  oil  consists  mainly 
of  olefines,  or  rather  naphthenes,  C^Hg^.^H^.  The  student  will 
do  well  to  go  to  Mr.  Clerk's  book  for  a  few  elementary  notions  on 
the  complex  chemistry  of  these  oils.  It  is  not  generally  known  that 
Mr.  Clerk  early  in  life  paid  great  attei^ition  to  the  subject.  The  most 
interesting  thing  is  that  if  a  heavy  member  of  the  paraffin  series 
distils  off  from  an  oil,  and,  after  liquefying,  drops  back  on  the  hotter 
oil,  it  cracks  or  decomposes  into  a  lower  paraffin  and  an  olefine  and 
carbon.  This  fact  is  of  importance  in  the  refining  of  oils.  At  a 
high  enough  temperature,  we  may  get  any  of  them  decomposing 
to  marsh  gas  and  carbon,  possibly  with  hydrogen.  Merely  heating 
an  oil  in  a  closed  vessel  does  not  seem  to  decompose  it ;  •  for 
effective  decomposition,  it  is  necessary  to  distil.  The  volatile 
liquids  "  petroleum  ether,"  and  "petroleum  spirit  or  naphtha," 
which  are  e.osily  distilled  from  American  petroleum,  are  called  dan- 
gerous. The  common  burning  oils  have  a  flashing  point  not  lower 
than  73°  F.,  as  tested  by  the  Abel  apparatus,  which  every  student 
ought  to  practise  the  use  of. 

On  very  gradually  heating  American  Royal  Daylight  oil,  Prof^ 
Robinson  found  that  it  begins  to  boil  at  144°  C.  At  215°  C,  25  per 
cent,  of  the  stuff  has  distilled ;  at  230°  C,  35  per  cent,  has  been 
distilled  ;  at  300°  C,  76  per  cent,  has  come  over;  at  340°  C,  82  per 
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cent.,  and  at  358°  C,  his  highest  temperature,  he  still  had  a  residue. 
The  colour  gradually  darkens  during  the  heating.  All  oils  evaporate 
in  this  gradual  way  because  they  are  mixtures,  and  at  high  tempera- 
tures the  constituents  decompose  and  leave  a  residue  of  carbon  or 
tar.  But  it  is  easy  to  charge  air  with  their  vapour  at  much  lower 
temperatures,  leaving  no  residues.  Some  of  these  constituents  which 
cannot  be  driven  off  by  direct  heat  are  easily  and  completely  distilled 
by  blowing  superheated  steam  through  the  liquid.  Even  the 
bubbling  of  air  through  oil  will  allow  it  all  to  go  off  in  vapour 
without  leaving  a  residue.  The  surfaces  in  combustion  chambers 
need  not  be  nearly  red  hot,  either  for  vaporising  the  oil  or  igniting 
mixtures  of  oil  and  air,  and  this  is  specially  true  in  the  case  of  richer 
mixtures  and  heavier  oils. 

38 1  •  In  the  Priettman  engine.  Fig.  252  is  the  spray  producer. 
Oil  comes  along  OL  from  a  tank  with  air  pressure  above  its  oil  of  5  lbs. 
per  square  inch  (gauge),  and  its  fine  jet  at  L  meets  air  from  J 
(coming  from  the  same  tank)  in  such  a  way  that  the  spray  cloud  is 
produced  passing  into  the  vaporiser.  Fig.  253,  at  K.  The  spray 
vaporises  here  at  about  260°  F.,  the  temperature  of  the  surrounding 
exhaust  passage  being  about  600°  F.  Air  passes  through  the  valve 
L  and  past  the  throttle  valve  G  and  by  many  holes  «,  &  to  the 
vaporiser,  and  the  explosive  mixture  is  sucked  into  the  cylinder  by 
the  inlet  valve  /,  Fig.  251  (the  explosive  stuff  in  the  vaporiser  is  a 
source  of  danger).  The  piston  D  compresses  the  charge  and  at  the  end 
of  the  stroke  an  electric  spark  passes  between  two  platinum  points  at 
the  end  of  E,  It  costs  about  a  penny  per  day  to  maintain  the 
bichromate  battery  used  to  work  the  induction  sparking  coil.  It 
would  be  much  better  to  use  a  couple  of  small  secondary  cells.  The 
spark  is  timed  by  contact  pieces  K,  Fig.  250,  operated  by  the  eccen- 
tric rod  j&,  which  works  the  pump  P,  driving  air  into  the  oil  tank. 
The  eccentric  shaft  has  half  the  speed  of  the  crank  shaft ;  the  oil 
tank  has  a  relief  valve. 

The  rest  of  the  cycle  is  like  that  of  a  gas  engine.  E,  Fig.  251,  is 
the  exhaust  valve.  D,  the  cross  head.  The  governor  turns  the 
throttle  spindle  JST,  Fig.  253,  which  has  an  oil  passage  through  it 
to  JST,  so  that  both  air  and  oil  are  regulated  in  quantity.  To  start 
the  engine,  the  hand  pump  is  used  to  send  oil  through  the  spraying 
nozzle,  and  oil  spray  is  formed  in  the  heater  H,  Fig.  250,  which  mixes 
with  air,  and  gives  a  blue  flame  (only  needed  in  starting)  to  heat 
the  vaporiser  ft  When  this  is  hot  enough  the  fly  wheel  is  turned  and 
the  engine  starts  off. 

Prof,  Robinson  made  some  tests  in  1892  itsing  Different  Oils  with  a 
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Priestman  Oil  Engiiu.  Each  test  lasted  2  to  3  hours;  the  engine 
ran  at  about  212  revolutions  per  minute.  The  indicated  power  is 
about  12  to  15  per  cent,  greater  than  the  brake  power.  Air  pressure 
in  oil  tank  9  to  12  lbs.  per  square  inch  above  atmosphere.  The  heat 
carried  off  by  the  water  jacket  was  from  40  to  50  per  cent,  of  the 
whole.  Vacuum  at  end  of  suction  stroke,  5  lbs.  below  atmosphere  or 
7  lbs.  running  light. 

The  combustion  at  half  load  was  very  slow,  the  highest  pressure 
being  reached  about  quarter  stroke.  Probably  there  is  a  best 
clearance  and  best  size  of  engine  for  each  kind  of  oil. 


Specific  gravity 

Specific  heat 

Flashing  point  (Abel) 

Boiling  point      

Hydrogen  in  1  lb 

Carbon  in  1  lb 

Price  per  gall.  (London)  in  pence 
Calorific  power,  Fahr.  units   .    . 


Brake  power 

lb.  of  oil  per  brake  h.  p.  hour 
Fraction  of  total  heat  represented 

by  brake  energy 

Temperature  of  vapour  entenng 

cylinder,  Fahr 

Pressure  before  ignition  (abs. )    . 
Highest  pressure 


Russian 

ordinary  or 

Russoleue. 

Broxboumc 

Lighthouse. 

(a  Scotch 

paraffin). 

Royal 

Daylight 

(American). 

•796 

Russian 
Lustre. 

•824 

•810 

•825 

•43 

•44 

•47 

•45 

82**^ 

152°  F. 

76°  F. 

304°  F. 

329°  F. 

291°  F. 

•1407 

•1390 

•1486 

•1395 

•8588 

•8601 

•8462 

•8600 

3| 

H 

4i 

3i 

21200 

21000 

21501) 

21100 

Full      Half 

FuU 

Hair 

Full       Half 

Full 

Half 

load      load. 

load.     load. 

load.  1  load. 

load. 

load. 

6-76    3-.H 

7-5 

3-9 

7  05    37 

6-9 

3-7 

•958  1-32 

0-94 

1-216 

•912  1-37 

•989 

1-32 

•127  i    095 

•130 

•101 

•135      090 

•124 

•083 

258"'    270^ 

258° 

267** 

270°    276° 

282° 

300° 

43      27 

45 

27 

40       27 

40 

25 

135  1    65 

155 

65 

135       65 

135 

64 

Prof.  Unwin,  some  of  whose  illustrations  I  have  taken  the  liberty 
to  reproduce,  Figs.  250-3  {LC.E,  Proc,,  1892),  using  less  clearance  and 
getting  compression  pressures  of  50  and  42*6  lbs.  (abs.),  obtained  in 
1892  better  results  from  Daylight  and  Russolene ;  842  and  '946  lbs.  of 
oil  per  brake  horse  power  hour.  He  used  33  lbs.  of  air  per  pound  of 
oil  at  full  power.  When  he  used  30  per  cent,  more  air  he  got  4  per 
cent,  less  eflSciency.  In  reading  his  important  paper,  the  student  will 
remark  that  he  deducts  the  latent  heat  of  the  water  formed  from  the 
full  calorific  power  of  the  fuel,  and  I  do  not  think  this  right  for  state- 
ments of  efficiency,  although  very  important  in  a  study  of  the  engine. 
The  incoming  mixture  of  the  Priestman  engine  is  at  a  high  tempera- 
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ture,  and  this  causes  the  power  to  be  less  for  a  given  size  of 
cylinder  and  the  temperatures  and  loss  of  heat  to  be  greater  than  in 
the  gas  engine.      Also  it    prevents  the  use  of  great  compression, 


because  of  the  danger  of  ignition  in  the  compression  stroke.  We  can 
use  more  compression  with  lighter  oils.  As  in  all  the  other  oil  engines 
in  the  market,  the  diagram  does  not  differ  in  appearance  from  that 
of  a  gas  engine  using  the  Otto  cycle,  and  the  values  of  the  specific 


heats,  and  7,  may  be  taken  to  be  the  same  in  calculations  or  possibly 
a  little  nearer  what  the  values  are  for  air. 

383.  The  Samuelson  or  ariffln  «n^ne  is  like  the  Priestman  in 
principle,  but  the  governing  is  by  missing  explosions  altogether  and  a 
tube  igniter  is  used.     There  is  an  ingenious  lamp  for  keeping  the  tube 


464  THE   STEAM   ENGINE  chap. 

hot.  A  wire  keeps  covered  with  oil  by  capillary  action,  and  an  air  jet 
playing  on  it  carries  off  apray  which  forms  a  fierce  blue  flame.  There 
are  several  good  oil  lamps  now,  the  Etna,  for  example,  of  Uessrs. 
Crossley,  and  since  these  have  been  invented  the  hot  tube  igniter  has 
shown  its  auperiority  to  the  electric  spark. 

383.  Of  the  second  class,  the  best  known  is  the  Homtby- 
Ackroyd  engine.  It  uses  heavy,  cheap  oils  as  well  as  ordinary 
burning  oils.  It  is  shown  in  Fig.  254,  which  is  a  section  through 
the  valves  EB,  and  also  through  the  water  jacketed  cylinder  A 
and  combustion  chamber  C,  the  one  section  hiding  the  other.  Oil 
is  pumped  into  the  hot  vaporiser  0  through  a  water  jacketed  valve 
box  which  has  a  bye  pass  back  to  the  oil  tank  opened  by  the 
governor  when   the   speed   is  too   great.      Thus   the  pump  keeps 


working  always.  0  is  of  cast  iron  with  internal  ribs  and  has  an 
air-jacket  to  protect  it  from  draughts.  The  self-acting  inlet  valve 
I)  and  tiie  exhaust  valve  E  are  in  a  box  below  the  cylinder.  The 
hand  fan  F  is  used  for  eight  minutes  at  starting  to  blow  air  over 
the  oil  in  BZ,  producing  a  flame  to  heat  up  the  combustion 
chamber. 

The  oil  vaporises  whilst  air  is  being  drawn  into  the  cylinder ; 
during  compression,  the  air  enters  0  by  the  throat,  and  the  mixing 
and  pressure  are  just  sufficient  at  the  end  of  the  stroke  to  produce 
ignition.  It  is  probably  vaporisation  that  always  takes  place, 
Gaseification  would  probably  leave  a  black  residue,  and  tarry  stuff 
would  clog  the  valves.  It  is  a  very  wonderful  thing  that  we  can 
depend  upon  ignition  not  taking  place  till  the  end  of  the  stroke,  and 
indeed  we  are  beginning  to  rely  upon  this  and  to  do  away  with 
ignition  valves  in  small  engines  using  a  tube  igniter.     It  seems  that 
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even  when  we  attempt  to  ignite  by  electric  spark  or  flame  before  the 
end  of  the  compression  stroke,  the  actual  ignition  waits  for  the  dead 
point  to  be  passed.  Anyhow,  this  is  securely  relied  upon  in  many 
engines.  There  is  always  a  little  adjustment  of  the  volume  of  the 
clearance  space  needed.  It  seems  that  with  heavy  oil  the  ignition 
is  easier  at  lower  temperatures  than  with  Ught  oils,  and  Mr.  Clerk 
thinks  that  this  is  due  to  the  greater  stability  of  composition  of 


light  hydrocarbons,  the  heavy  ones  separating  their  carbon  so  that 
hydrogen  in  a  nascent  state  is  set  firee. 

The  cylinder,  unlike  that  of  the  Priestman  engine,  requires 
lubrication  as  in  gas  engines. 

In  careful  tests,  0153  of  the  energy  was  indicated,  0-268  went 
to  the  water  jacket ;  0-579  went  off  in  the  exhaust. 

084.  Of  the  third  cUss,  there  are  many  types.  There  is  more 
time  for  the  vaporisation  of  the  oil  for  each  charge,  because  it 
occurs  in  a  separate  vessel  and  is  drawn  in  through  a  valve  just 
OS  gas  would  be  drawn  in. 
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The  nombeiB  of  the  following  table,  prepared  by  Mr.  Clerk,  give 
some  idea  of  the  results  now  obtained  from  oil  engines : — 


Lb.  of  oil  per  brake  h.  p.  hour 
CompreMion  prewore  .  . 
Maximmn  pressure  .  .  . 
Brake  horse  power .... 
Weight  of  engine  in  cwt.  . 
Weight  cwt.  per  brake  h.p. 


ClAM   I. 

1 

dflM  II.; 

1 

OttsIII. 

VrUmt- 
man. 

Homs-    Ckom- 
by.         ley. 

! 
;  Camp.  Britan-    «^, 

bell,    i    nJa.    !  ^**^ 

1              1              1 

Wey. 

•95 

27 
130 

7 
36 

51 

•98         -82 
60         65 
112       225 
8           7i 
40         32^ 

5          4-3 

1 

112      1-68      1-04 
40         45         32 
200       155       135 

4-8        6-2       6-5 

27      1  33        36i    ' 

5-6  '     5-3  -     5-6 

112 
38 
145 
4-7 
26   • 
5*5 

I  give  this  table  with  a  little  misgiving,  because  some  of  the 
numbers  are  derived  from  public  trials  and  others  are  from  trials  by 
interested  persons.  I  take  it  that  the  best  efficiency  yet  obtained, 
according  to  this  table  0'82  lb.  of  oil  per  brake  horse  power  hour,  is 
14*7  per  cent.  The  Diesel  oil  engine  is  said  to  have  an  efficiency 
nearly  half  as  great  again  as  this  (Art.  291). 

385.  Oalculatioiis.  We  have  already  seen,  Art.  192,  how  the 
following  useful  rules  are  derived.  They  are  the  rules  most  used  by 
the  designers  of  new  engines. 

I.  In  any  change  from  state  j^^,  Vy^  to  p^^v^  of  a  mass  of  gas  the 
heat  received  is 


H^—^{p^v^'-p^v^}+W 


•     (1) 


where  W  is  the  work  done  by  the  gas  in  expanding  against  a  vacuum. 
II.  If  there  is  expansion  according  to  the  law  jxif  constant,  the 
work  done  is 


and 


In  fact, 


H= 


7-1 


(3) 


dff 

dv 


h='     .p 
7-1 


(4) 


This  rule  is  easily  kept  in  mind  if  we  remember  that  p  is  the 
rate  of  doing  foot-pounds  of  work  per  unit  change  of  volume,  and  h 
is  the  rate  of  receiving  foot-pounds  of  energy  per  unit  change  of 
volume. 
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III.  If  gas  is  compressed  from  volume  v^  to  volume  tj,  and  if 
pv'  is  constant,  the  work  done  upon  the  gas  is 

7-11        \v^/      )  .         '  ^ 

The  heat  H  given  out  by  the  gas  is 

-Jr=^fr (6) 

In  fact,  in  compression  according  to  the  law  p^f  constant,  the  rate  at 
which  work  is  being  done  upon  the  gas  is  p.  The  rate  at  which  the 
gas  is  losing  energy  as  heat  is 

-*-^-^ (') 

286.  Exercise.  I  do  not  know  if  a  modem  engine  would  give 
the  same  sort  of  results  which  I  used  to  obtain  in  1881  from  a  gas 
engine  which  had  an  electric  light  governor;  that  is,  it  had  an 
explosion  every  cycle,  sometimes  from  a  weak  mixture,  sometimes 
from  a  strong  one.  I  found  that  if  i?  is  the  volume  corresponding 
to  the  highest  pressure  p^  we  might  say  roughly  that  pv  was  con- 
stant. Also  I  found  that  the  work  done  in  reaching  this  point 
from  jPo,  the  pressure  before  ignition,  was  also  nearly  constant.  If 
this  were  strictly  true,  show  that  it  means  that  J7,  the  heat  which 
the  stuflF  shows  that  it  has  received  (if  it  were  a  perfect  gas  and  did 
not  receive  heat  ttom  itself),  is  the  same  for  weak  and  strong 
mixtures. 

ForJ?'= \{P^'~P(Pq)'^^7  and   if    W  is  constant   and  pv 

7—1 

is  constant,  H  must  be  constant. 

387.  Important  Numerical  Exercise.  There  is  a  cylinder 
whose  greatest  volume  including  clearance  space  v^  is  v^,  I  take  it 
that  the  cost  of  the  engine  is  proportional  to  v^—Vy  A  volume  v^ 
of  air  and  gas  at  atmospheric  pressure  p^  and  absolute  tempera- 
ture ^2  is  compressed  adiabatically  to  v^\  \\.  receives  heat  H  at 
constant  volume  so  that  it  gets  to  v^,  p^  t^.  It  expands  adiabatic- 
ally to  v^  and  is  released. 

Fig.  255  shows  the  diagram.  The  compression  part  may  be 
effected  either  in  a  pump  or  the  working  cylinder.  If  C  is  the 
capacity  for  heat  at  constant  volume  of  the  amount  of  stuff  with 
which  we  deal,  the  work  done  in  compression  is  C^t^  —  t^',  in  ex- 
pansion C{t^  —  t^ ;  and  the  nett  work  is  evidently 

jr=C(/,-<,-fiH-g-^2(r,-t;2)    ...    (I) 
Now  we  must  change  all  these  temperatures  to  functions  of  the 

H   H    2 
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volumes,  and  as  in  adiabatic  operations  tv  y^  is  constant ;  if  we  let 
7— 1  be  called  a 

Also  ff^Cit^'-t^). 

These  enable  us  to  express  W  in  terms  of  Vj,  v^,  v^  and  t^ 

If  we  take  the  mixture  to  be  (by  volume)  9  of  air  to  1  of  coal  gas,  I 
take  it  that  a  cubic  foot  of  it  will  weigh 

•076x274,,        A-    f    ^          An    0^0  076  X  274 
lb.  and  m  foot-pounds  C7=  263 v^ 

h  h 

274 
jr=  52600  —r-  v^  foot-pounds. 

h 
i         Ct^  _  263  X  076    _    t^ 
Hence  ^-     ^^^^     ^2""  2630 

Vt^  -      2116  t^ ^ 

H  "  52600  X -274  "6810 

If  we  take  t^  =  290,  or  16°  C,  we  have 

^=  Oil  and^=  0426 

and  H-  49710i;2,  so  that 

..l-(^)-+0.n(.-(^)-}-«426(^-.).    .    (4) 

If  ^  be  called  x  and  if  -*-  be  called  y  and  if  we  make  the  volume 

swept  through  by  the  piston  in  every  case  to  be  1  cubic  foot 

i;^-ri  =  l,  or  i?2(y-a:)  =  l 

1       V.      X   „     49710 
2      y—x'  v^      y'  y—x 

€=l-afy-*+0-ll(l-y-)-00426(y-l). 

I  shall  take  a =0-37. 

49710 
In  the  Otto  cycle  y = 1  and  e  =  1  -  a.*,  JT=  ^_^. 
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The  Efficiency  and  Work  done  in  one  Cycle  (as  Fio.255)j  fob  Various  Amounts 
OF  Compression  vJv^  and  for  Various  Expansions  beyond  that  of  the  Otto. 


Values  of  y 
or  v^v^ 

Values  of  the  compression  rs/fi  =  I/x. 

1                 2 

3                    5 

•3341 ;          -4484 
23408          !27863 

! 

7 

10 

1 
Otto  cycle 

0                   -2261 
0          22479 

•5132 
29676 

•5733 
31666 

2 

1 

1 

•6268 

22300 

•6521 
17060 

1 

•208             -3834 
10340          12706 

•4660 
13898 

•5554 
15539 

•6066 
16212 

1 

1 

1 

1 

I 

•6637 
13750 

3 

•370            -4363 
7085         !  8676 

! 

•5082            -5853            6274 
9475           10391           10917 

1 

•6675 
11440 

I  give  the  efficiency  and  W  for  each  case. 

y=s2,  a;=l  represents  the  Lenoir,  Hugon,  and  Bischoff  cycle,  but 
the  cylinder  has  a  volume 
of  two  cubic  feet. 

We  see  that  although 
there  is  (for  all  compres- 
sions) a  considerable  gain 
in  heat  efficiency  in  ex- 
panding as  much  again 
as  in  the  Otto  cycle,  the 
power  of  the  engine  is 
less  for  its  size.  Also 
we  know  that  the  me- 
chanical efficiency  is  less. 
In  every  case  greater 
compression  produces, not 
only  a  gain  in  efficiency, 
but  a  gain  in  the  output. 

I  have  no  doubt  that  this  is  now  the  most  important  consideration 
for  gas  engine  makers.  To  what  extent  ought  we  to  take  advantage 
of  more  expansion  than  occurs  in  the  Otto  cycle  ?    I  believe  that 
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compounding  is  remote  from  us.  There  is  no  such  necessity  as  exists 
in  the  steam  engine  for  keeping  a  cylinder  hot,  rather  the  reverse, 
and  I  take  it  that  this  is  the  most  important  reason  for  compounding 
in  the  steam  engine.  Again  there  is  the  ever-present  diflSculty  with 
valves  to  admit  hot  stuff  from  one  vessel  to  another. 

There  is  every  reason  to  believe  that  we  shall  in  the  Otto  reach 

such  compression  as  ic  =  :pr,  and  in  view  of  the  future  I  have  con- 
sidered this  case  more  fully  than  the  others.  It  is  noticeable  that 
the  increase  of  efficiency  is  considerable  when  we  expand  1 J  times 
or  twice  as  much  as  in  the  Otto,  and  the  diminution  of  work  from  a 
given  size  of  cylinder  is  not  so  great  (at  all  events  for  half  as  much 
more  expansion)  but  what  we  may  expect  to  see  this  improvement 
introduced.  The  fact  that  cooling  tends  to  occur  through  mere 
expansion  rather  than  the  water  jacket  is  another  matter  of 
great  importance.  At  present  we  have  not  enough  information  to 
enable  us  to  settle  the  right  ratio  of  v^  to  Vg,  but  if  there  had  been 
more  space  at  my  disposal  I  should  have  been  glad  to  consider  the 
question  more  fully.  In  using  such  a  table  we  must  recollect  that 
there  is  more  relative  loss  by  friction  when  we  have  a  large  engine 
of  less  power.  Also  there  is  more  frictional  loss  with  greater  com- 
pressible pressures. 

I  have  sometimes  endeavoured  to  get  a  notion  of  the  effect  of 
this,  and  have  used  the  formula 

Brake  power  =  I{'86  -  •02r), 

where  r  is  the  ratio  of  greatest  volume  to  the  clearance  volume. 

My  students  have  0<f}  sheets  (Art.  206)  ready  for  the  working  of  any 
exercises  on  perfect  gases,  series  of  lines  of  equal  v,  p,  and  B  being 
drawn  as  well  as  the  0  and  ^  lines.  On  such  a  sheet  it  is  easy  to 
draw  the  0<f}  diagram  for  the  hypothetical  cases  discussed  here.  It  is 
also  easy  to  convert  a  real  jpv  diagram  into  a  0<f}  diagram. 

288.  I  find  that  beginners  may  learn  more  from  exercises  worked 
like  7,  8  and  9  of  the  following  sheet  than  through  algebraic  expres- 
sions, like  those  just  given.  I  select  this  sheet  from  many  others, 
which  I  have  year  by  year  or  week  by  week  put  before  evening 
students  at  the  Finsbury  Technical  College,  and  I  give  it  as  a 
specimen  of  the  exercises  which  students  ought  to  do. 

Fi7isbuoy  Technical  College,  October  20th,  1892. 

1.  This  first  question  concerns  a  number  of  conversions  of  imits  of 
energy,  such  as  are  given  in  Chap.  XV.    I  find  that  in  1892  I  was 
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anxious  to  know  what  all  the  other  costs  in  the  production  of  energy 
were  as  compared  with  the  mere  cost  of  the  fuel. 

2.  In  a  gas  engine  cylinder  at  one  point  in  the  diagram  where 
^  =  2,  jp  =  14'7,  the  temperature  is  known  to  be  150*  C.  What  is 
the  temperature  where  p  =  136  ? 

3.  On  the  expansion  curve  of  an  oil  engine  diagram  the  following 
measurements  are  made.  The  scales  are  of  no  consequence.  Find 
the  law  of  expansion  approximately.  [Plot  log.  v  and  log.  p  on  squared 
paper.] 


1               1 

V                  11                  1-4 

• 

1-7 

21 

!                                1 

p                  168                 120 

1 

88 

65 

4.  Calculate  the  energy  obtainable  from  1  lb.  of  liquid  fuel,  which 
contains  0*8  lb.  of  carbon  and  0*135  of  hydrogen.  Give  it  in  Cent 
heat  units,  in  foot-pounds  and  in  evaporative  poundage,  from  and 
at  100°  C.  What  volume  of  air  is  required  for  its  complete  com- 
bustion ? 

5.  Calculate  the  energy  obtainable  from  1  cubic  foot  of  gas,  con- 
taining 0*2  cubic  foot  of  hydrogen,  0*5  of  marsh  gas,  0'2  of  defiant 
gas.     What  volume  of  air  is  required  for  its  complete  combustion  ? 

6.  Power  is  distributed  by  shafting  to  small  shops  at  £30  per 
annum  per  horse  power.  A  shop  uses  power  for  54  hours  per  week 
What  is  the  cost  per  horse  power  hour  ?  If  the  engine  uses  3  lbs. 
of  coal  per  hour  for  each  horse  power  delivered  to  customers,  and 
coal  is  at  seventeen  shillings  per  ton,  compare  the  cost  of  the  coal 
with  the  total  cost. 

7.  A  cubic  foot  of  a  mixture  of  coal  gas  and  air  is  taken  (1 : 9  by 
vol.)  at  100°  C.  and  pressure  2,116  lbs.  per  square  foot.  How  much 
energy  is  given  to  it  in  compressing  it  adiabatically  to  0*5  cubic  foot  ? 
l[Take  y  =  1'38.)  Find  also  its  pressure  and  temperature  at  the  end. 
Now  give  it  40,000  foot-pounds  of  heat,  keeping  its  volume  constant. 
What  are  its  new  pressure  and  temperature  ?  Now  let  it  expand 
adiabatically  to  1  cubic  foot ;  how  much  energy  does  it  lose  (absolute 
work  done  by  it  upon  a  piston,  say)  ?  What  is  the  nett  work  done  ? 
Divide  by  40,000  for  the  efiiciency.  [Students  were  expected  to  do 
this  by  the  formulae  of  Art.  192.] 

8.  Repeat  all  the  calculations  of  (7),  but  let  the  smaller  volume 
be  0*4  or  0*3  or  0*2  or  01  cubic  foot.  If  all  cases  are  worked  out, 
show  the  results  in  a  table. 
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9.  Prepare  a  new  table,  but  let  the  last  expansion  be  to  2  cubic 
feet,  and  subtract  2,116  foot-pounds  from  the  balance  of  work  done. 

389.  I  made  sure  that  students  did  these  exercises  after  the 
lecture.  I  refrain  fix>m  giving  a  sheet  in  which  a  complete  set  of 
exercises  was  to  be  worked  out  from  a  given  indicator  diagram,  and 
the  information  that  accompanied  it.  I  refrain  because  this  book  is 
getting  to  be  much  too  large,  but  I  cannot  help  giving  a  few  exercises 
from  another  sheet  which  lies  before  me.     It  is  evident  that  I  had  a 
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hard-working  set  of  evening  students  that  year,  and  I  wonder  how 
they  have  used  their  knowledge.  This  sheet  is  dated  3rd  November, 
1892. 

1.  Some  of  you  have  taken  a  gas  engine  and  some  an  oil  engine 

diagram,  and  you  have*  drawn  curves  showing  p,  t,  h  [h  is-^--    of 

Art.  285],  and  combustion  [our  -j-  of  Art.  294],  the  volume  being 

abscissa.  Prepare  another  sheet  in  which  time  is  the  abscissa.  You 
may  assume  an  infinitely  long  connecting-rod. 

2.  [I  find  that  I  here  gave  some  rules  already  given  in  Art.  285, 
the  following  one  is  a  new  statement  of  an  old  rule.  I  do  not,  how- 
ever, like  to  draw  tangents  to  curves.] 

Draw  tangent  SA  to  a,p,v  curve  MSN  Sit  the  point  S.   Prove  that 

(l)InFig.256,A  =  '^?£^- (1) 


(2)InFig.257,A  =  ^'^^V^' 


3.  On  October  20th  I  asked  you  to  find  the  useful  work  done  in 
various  cases  of  clearance,  and  of  total  volume  of  cylinder.     Now,  the 
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value  of  a  given  type  of  engine  may  be  stated  as  depending  some- 
how upon,  Ist,  The  fact  that  we  obtain  x  foot-pounds  of  energy  use- 
fully from  one  explosion.  2nd,  The  cost  of  the  engine  and  its 
maintenance  and  attendance,  which  may  be  taken  as  proportional 
to  17^,  the  volume  of  the  cylinder.  3rd,  The  pressure  after  ignition, 
which  depends  upon  clearance ;  because  if  the  pressure  is  great  the 
engine  costs  more  money,  and  is  more  of  a  nuisance.  What  is  your 
idea  of  a  figure  of  merit  made  up  of  v^  v^  and  v^  ? 

290.  Exercise.  A  cubic  foot  of  gas  engine  mixture  at  atmo- 
spheric pressure  f^  and  absolute  temperature  t^  is  compressed  adia- 
batically  to  the  pressure  jp^  ^^^  temperature  i^  It  is  then  ignited  at 
constant  pressure  f^  to  the  volume  v^  and  allowed  to  expand  adiabati- 
cally  to  the  atmospheric  pressure  again  and  temperature  t^.  Find  the 
work  done  and  the  efficiency.     This  is  the  Brayton  engine  principle. 

Answer.  The  heat  given  is  H  =^  K(t^  —  t^).  The  heat  that 
would  be  taken  out  to  begin  a  new  cycle  with  the  same  stuff  is 
K(t^  —  t^).     Hence  the  work   W  done  is  JC  {t^  —  t^  -^  t^  +  t^\  and 

W  t  -- 1       ' 

the  efficiency  is  €  =  ^r  or  1  —  ^^ — 7^,  but  as  compression  and  ex- 

pansion  are  adiabatic,  ^^^  ry  bo  that 


-- 1 


Along  an  adiabatic  fp  y       is  constant,  and  hence 


— ©'"' 


P2/ 

Thus  as  ^1  is  one  atmosphere,  if  we  take  7  =  1'37,  we  have  the 
following  values  of  e,  and  W  is  the  same  as  €  if  ^  is  1. 


P2  in  atmo- ,  ^ 
spheres    ^ 

4 

6  ,  8 

10    12 

14 

17 

20 

25 

30 

4            1708 

•3123 

•3835  -4207 

! 

1 

•4630  :  4888 

•5005 

•5345 

•5547 

•5709 

•6008 

291.  It  is  now  fourteen  years  «ince  I  first  gave  exercises  like 
those  of  Arts.  287-290  to  my  students,  pointing  out  the  gain  of 
efficiency  due  to  increased  compression.  The  first  engineer  who  has 
tried  to  carry  out  the  idea  has  met  with  wonderful  success  in  the 
Diesel  motor.  The  best  account  of  its  performance  which  I  have 
seen,  is  in  The  Engineer,  October  15, 1897.     Careful  experiments 
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have  been  made,  bat  I  believe  that  the  only  published  accounts  of 
them  are  written  by  Mr.  Diesel  himsel£  The  consumption  of  oil 
was  0'56  lb.  per  hour  per  brake  horse  power,  so  that  the  efficiency  is 
46  per  cent,  better  than  the  best  results  given  in  the  table,  page  466. 
Mr.  Diesel,  in  his  20-horse  power  engine  at  about  160  revolutions  per 
minute,  pumps  air  into  a  receiver  at  700  lbs.  per  square  inch.  This 
very  hot  air  enters  with  oil  in  a  state  of  combustion  into  the  motor 
cylinder  (9*8  in.  diameter,  157  in.  stroke)  at  the  beginning  and  for 
about  one  quarter  of  the  stroke,  the  pressure  falling ;  it  is  then  cut 
off  and  the  stuff  goes  on  expanding  to  the  end  of  the  stroke,  when 
it  is  exhausted ;  cushioning  brings  the  pressure  to  400  lbs.  per  square 
inch  in  the  motor  cylinder  before  a  fresh  admission  takes  place.  It 
is  then  the  Brayton  cycle  except  that  during  the  combustion  the 
pressure  is  not  kept  constant.  A  water  jacket  has  been  found 
necessary.  It  is  said  that  there  is  no  great  falling  off  in  efficiency 
when  working  at  half  load. 

1I911.  Exercise.  In  the  Atkinson  gas  engine,  at  a  famous  trial  in 
1888,  the  expansion  and  compression  curves  followed  the  laws  jw?^'*^ 
constant  and  pv  ^  *^  constant.  Taking  y  =  1*367  in  the  expansion 
and  7  =  1'385  in  the  compression  (see  Art.  189),  what  is  the  rate 
at  which  the  stuff,  as  a  gas,  shows  that  it  is  receiving  or  losing  heat  ? 

Answer,  If  h  is  rate  of  heat  reception  per  unit  volume,  so  that 
it  may  be  represented  to  the  same  scale  as  the  pressure, 

,       1-367 -1-264         noQ     •    .k 
=  • — 1  «Qf?7  _  1 — P  ^  ^'2°  P  ^^  ^'^^  expansion 

-       1-385 -1-205  /v>i^»T     •    ^u 

—  A  =  :: —  p  =  0-467  p  m  the  compression. 

In  the  compression  heat  is  being  lost  to  the  cylinder  nearly  half 
as  fast  as  work  is  being  done  upon  the  stuff. 

393.  In  1885,  with  Prof.  Ayrton,  I  published  a  paper  in  the  Pro- 
ceedings  of  the  Phjrsical  Society  in  which  I  pointed  out  how  the  gas 
engine  diagram  ought  to  be  studied.  I  took  a  diagram  which  I  had 
obtained  from  a  6-horse  engine  at  Finsbury,  and  from  my  own  and 
other  measurements  of  temperature,  showed  how  we  might  find  the 
rate  of  combustion  of  the  gas  going  on  in  the  ignition  and  expansion, 
and  how  the  whole  chemical  energy  was  disposed  of.  The  exercises  of 
Art.  189  illustrate  how  I  showed  that  we  might  speak  of  the  stuff  in 
a  gas  (using  coal  or  Dowson  gas)  or  oil  engine  cylinder  before  and 
after  combustion,  as  if  it  were  the  same  perfect  gas  with  y  =  1*37, 
which  had  undergone  no  chemical  change,  and  had  received  heat 
from  an  outside  furnace.     [The  alteration  is  small,  but  it  may  be 
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that  it  is  sufficient  to  account  for  the  fact  that  we  never  get  more 
than  60  per  cent,  of  the  chemical  energy  in  an  explosion.]  I  then 
not  only  showed  that  the  compression  and  expansion  parts  of  the 
diagram  follow  a  law  like  pv  **  constant  and  how  to  find  m,  but  that  in 
an  engine  controlled  by  an  electric  light  governor  there  was  an  easy 
way  of  stating  the  law  for  the  whole  ignition  and  expansion  parts 
of  all  the  diagrams  (bad  and  good  explosions)  on  a  card. 
This  is 

p  =  ifv-'**-!'  K^  +  nu  ^  \/{k  —  nuf  +  «  f 

where  u  =  v  the  volume  —  the  clearance  volume ;  k^  and  k  are 
•constants,  s  is  also  a  constant,  but  any  very  small  number  will  do 
for  8.  n  is  a  constant  which  depends  upon  the  point  in  the  stroke 
where  the  maximum  pressure  occurs,  and  this  really,  for  a  given 
speed  of  engine  and  method  of  ignition,  depends  upon  the  richness 
of  the  mixture.  ^  is  a  constant  which  depends  upon  the  recentness 
of  the  last  explosion,  m  is  the  ordinary  index  of  t?  in  the  expansion 
<5urve.  I  showed  how  inexact  all  calculations  from  the  diagram 
were,  unless  we  used  an  empirical  formula  like  this.  It  was,  how- 
ever, sufficiently  accurate  to  represent  the  whole  of  a  curve  by  two 
expressions 

Ignition  part  p  =  {a  +  hu)  kV^ (2) 

Expansion  part  p  =i  icv~^ (3) 

where  ^,  a  and  h  are  constants. 

Using  the  formula  (see  Art.  285)  for  reception  of  heat  energy 
per  unit  change  of  volume 

I  drew  a  diagram  of  h  to  the  same  scale  as  ^.  I  then  showed  with 
a  fair  approach  to  accuracy  how  the  total  energy  of  a  change  was 
disposed  of  We  have  so  greatly  improved  on  those  results  of  1885 
that  I  shall  not  venture  to  give  them  here,  and  I  will  now  use 
A  diagram  (Fig.  258)  sent  me  from  King's  College  (one  of  Mr. 
Burstall's  tables,  Art.  278)  to  illustrate  my  method  of  finding  the  rate 
of  combustion. 

I  find,  p  being  in  lb.  per  square  foot  and  v  in  cubic  feet. 

Compression  curve  p  =  1884  v*^'" (5) 

Expansion  curve  p  =  4877  v~^'^ (6) 

Ignition  curve  p  =  (-336  +  lOOw)  4877  V'^'^  .    .    .  (7) 

where  w  =  r  —  0*247. 
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I  am  afraid  that  the  rise  of  pressure  on  ignition  is  too  rapid  for 
us  to  be  able  to  speak  accurately  of  its  law  in  the  present  exceptional 


Fig.  258.  , 

Avenupe  effective  pressure.  44*6 ;  diameter  of  cyllndor,  84  inches ;  stroke,  18  inches  ; 
170  revolutluns  land  88  explosions  per  minute  ;  gas,  per  explosion,  '061  cubic  feet ; 
clearance,  '1247  cubic  feet. 

case.    From  these  we  find,  if  A  is  rate  of  gain  of  heat  by  the  stuff 

CompreMion  A  =  ^  -65  p. 

That  is,  the  stuff  is  losing  heat   at  a   rate  which  is  frds  of  the 
pressure 

Ezpaniion  h  =  '378  p 

Ignition  h  =  -378  j9  +  2-110  x  10«  v^ 

For  the  reason  given  I  feel  that  there  is  an  unnecessary  pretence 
at  accurate  statement  for  the  ignition  part. 

394.  BcUe  of  loss  to  Water  Jacket.     We  usually  know  the  total 
loss  per  explosion  to  the  water  jacket  if  the  engine  is  kept  on  fiiU  load 
for  a  few  hours.     In  this  case  it  was  35  per  cent,  of  the  total  heat  of 
the  charge,  the  indicated  power  being  16  per  cent.     During  the  trial 
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only  50  per  cent,  of  the  possible  explosions  took  place,  or  one  ex- 
plosion in  four  revolutions  or  eight  strokes.     Hence,  if  w  is  the 

35        .        .       . 

indicated  work  on  the  diagram,  we  have  :j-^  w  given  in  eight  strokes. 

We  shall  not  be  far  wrong  if  we  take  w  as  being  equal  to  the  heat 
given  in  the  ignition  and  expansion  stroke  up  to  release. 

In  my  paper  in  1885, 1  assumed  that  the  rate  of  loss  of  heat  per 
second  by  the  stufiF  to  the  jacket  is  proportional  to  ^  —  60  if  ^  C. 
is  the  temperature  of  the  stuff.  As  more  area  is  exposed  when 
temperatures  are  lower,  I  thought  that  this  was  a  good  enough 
rule  for  rough  calculation.  I  might  now  use  a  rule  deduced  by  Mr. 
Wimperis  from  some  experiments  by  Mr.  Petavel,  on  the  loss  of 
heat  €  per  square  cm.  per  degree  by  bright  platinum  in  an  atmo- 
sphere of  carbon  dioxide,  at  temperatures  ranging  from  200''  C.  to 
1,200^  C,  and  at  pressures  ranging  from  6  mm.  to  228  mm. 

6  =  1-55  X  10-8^  (1000  +0)+  1-67  X  10-«  0 

where  ^  is  in  pounds  per  square  inch  and  the  temperature  is  ^  C. 

I  have  not  found  this  altogether  satis£Eu;tory,  however,  nor  is  it  right 

to  assume  that  such  a  law  can  hold  for  our  high  pressures  and  an 

iron  surface.     Let  the  student  work  for  the  present  according  to  my 

old  rule.    Calculate  0  at  eveiy  point  of  the  diagram,  assuming  that  at 

dJ5P 
A  it  is  120**  C.     Assume  that  -^  (where  t  is  time)  is  represented 

to   some   scale  by  ^  —  60°  C.     We  want  —r- »  where  v  is  volume, 

av 

and  as 

dm       dm    dt 


dv  dt  '   dv 

dip  dH^ 

we  have  to  divide  —rr-  by  the  velocity  of  the  piston  to  get  —r-  to  an 

unknown  scale. 

Now  make  the  average  height  of  the  -r-   curve  equal  to  the 

average  pressure  of  the  indicator  diagram,  because  the  loss  of  heat  J5P 

dH^ 

to  the  jacket  is  equal  to  w,  and  so  we  get  the  true  value  of  --j —  to 

the  same  scale  as  the  pressure. 

The  values  of -^  as  calculated  from  (4)  Art.  293,  are  given. 

Add  -J—  and  -5—  to  find  the  total  rate  of  development  of  heat 
dv  dv  ^ 

by  combustion. 

This  is  on  the  same  scale  as  the  pressure,  and  is  very  interesting. 
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If  it  is  desired  to  know  the  rate  of  combustion  per  second, 
multiply  by  the  velocity  of  the  piston. 

Our  present  knowledge  only  allows  us  to  make  very  rough 
approximations.  In  all  probability  there  is  very  rapid  combustion 
in  the  stuff,  just  as  it  is  throttled  in  passing  the  exhaust  valve. 
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The  velocity  of  piston  is  nearly  proportional  to  the  ordinate  of 
a  semi-circle  on  the  stroke  as  diameter,  and  may  be  to  any  scale. 


so  that  {0  —  60)  -r  velocity  of  piston  =  c 


dm 

a 

dv 


This  is  plotted  with 


v  on  squared   paper,  as  a  curve  whose    average  height    is  8*95, 

dBy 
but  the  average   value  of  -^  =  average  effective  pressure,  say 


dv 


8-95 


44*33  X  144  lbs.  per  square  foot,  and  hence  c  =  rr:^  X  144.    Using 

this  c,  I  get  true  --r—    to  be  ^  x  144,  or  I  multiply  the  fifth  column 

by  5  to  get  the  sixth  column  of  numbers.  Rate  of  combustion  per 
second  in  Column  9  is  to  an  unknown  scale,  being  the  previous 
column  multiplied  by  velocity  of  piston. 

Every  time  I  have  made  this  interesting  calculation  on  a  gas  or 
oil  engine  diagram,  I  have  found,  as  here,  that  the  rapidity  of  the 
combustion  (per  second)  reaches  a  maximum  some  time  after 
ignition  begins.  In  the  present  case,  it  is  some  time  after  the 
pressure  has  begun  to  fall,  about  D,  Fig.  258.  The  results  ought 
to  be  plotted  and  shown  in  a  curve. 

295.  Mr.  Wimperis  worked  this  problem  more  elaborately.    He 


XXVII  GAS  AND  OIL  ENGINES  479 

found  d  everywhere  in  compression,  ignition  and  expansion,  and 

dH 
calculated  c  as    above.     In    compression,  he    had  —  -p  =0'65j?, 

and  dividing  by  velocity  of  piston  as  given  above,  he  had  numbers 
proportional  *^  "jT  ^^  j~  *  ;//•     He  divided  by  e  and  0  —  60,  and 

took  the  quotient  to  represent  A,  the  area  of  metal  exposed  to 
radiation  in  each  case.  It  was  interesting  to  note  that  these  values 
of  A  were  in  pretty  much  the  right  proportions.   He  now  took  these 

found  values  of  A  to  calculate  from  €  and  0  the  values  of  --Tr,  and, 

at 

therefore,  —7—,  &c.,  in  the  ignition  and  expansion. 

I  do  not  give  his  results  here,  because  I  think  that  the  method 
is  too  good  to  be  illustrated  by  a  case  in  which  we  are  in  doubt  of 
the  starting  temperature.  Also  I  think  that  the  skin  temperature  of 
the  metal  may  not  be  so  nearly  constant  as  it  seems  to  be  in  the 
steam  engine,  and,  besides,  an  exercise  like  what  I  have  given  will 
serve  better  tp  start  a  student  in  thinking  about  this  subject. 

396,  Exercise.  Rate  of  Oombustion.  The  following  exer- 
cise will  show  how  a  student  may  obtain  some  information  as  to 
the  combustion  going  on  in  one  of  Mr.  Clerk's  experiments.  The 
information  is  not  very  exact,  but  it  is  worth  something.  Mr. 
Clerk  (Art.  271)  took  a  mixture  of  1  of  Oldham  gas  to  9  of  air  at 
W  C.  and  atmospheric  pressure,  and  obtained  a  curve  showing  the 
pressure  at  various  times  after  ignition.  This  is  one  of  his  many 
results,  and  I  chose  it  at  random.  I  made  the  following  measure- 
ments of  t  (time  in  seconds  after  ignition)  and  p  (the  increase  of 
pressure  in  pounds  per  square  inch).  The  rise  of  temperature  0 
ought  to  be  almost  20  times  ^. 

I  thought  that  after  t  =  '7  the  combustion  had  probably  ceased, 
and  that,  thereafter,  I  might  take  the  rate  of  loss  of  heat  to  the 
cylinder  as  being  represented  by 

q:=a0+  10^ 

I  found  that  with  considerable  accuracy  this  seemed  to  be  the  case, 
and,  indeed,  that  I  might  take 

_  10.000 
^  ~  1  +  34^ 

So  that  a  is  practically  nothing,  for 

-  ^  =  -0034 
at 


480 


THE   STEAM   ENGINE 


CHAP,  xxni 


The  observations  are  not  so  very  regular  as  to  allow  us  to  fix 
•0034,  rather  than  '0033,  and  I  thought  it  well  to  get  help  in  the 
following  way.     I  plotted  8^  from  ^  =  o  to  ^  =  1, 

and  found  T  ^«  d^  to  be  692800 
Jo 

Now  we  know  that  the  total  heat  was  26i70c,  and  the  heat  SOOe, 

remains,  so  that  J  I  ^.  d<  ought  to  be  237  Oc,  and  hence  6  =  '0034c. 

Jo 

This  wonderful  agreement  with  the  previous  result  gave  me  some 
satisfaction.     I  take  the  capacity  of  the  stuff  to  be  c,  a  constant ;  or 

9  =  -0034  c  0^ 
Hence  we  may  take 

-J  +  '0034  c  Cr\ 

I  smoothed  the  curve  for  6,  and  found  the  values  of  --it  given  in  the 

table ;  the  addition  of  the  numbers  in  the  fourth  and  fifth  columns 
gives  those  in  the  sixth,  which  seem  to  me  veiy  interesting.  Without 
making  too  much  of  the  result,  we  may  say  that  it  gives  a  roughly 
correct  sort  of  indication  of  how  the  combustion  takes  place. 

Combustion  going  on  in  a  Closed  Vessel. 
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VALVE  MOTION  CALCULATION. 

297.  A  SLIDE  VALVE  worked  by  an  eccentric  or  crank  on  a 
uniformly  rotating  shaft  gets  very  nearly  a  limple  harmonic 
motion.^    There  are  Tarious  wayi  of  studying  this  motion. 

1.  Counting  time  t  in  seconds  from  the  dead  point  position  of 
the  engine,  if  y  is  the  distance  of  the  slide  to  the  right  of  the  middle 
of  its  stroke  at  the  time  t;  if  r  is  the  half  travel  of  the  valve,  or  the 
length  of  the  crank  working  it,  or  the  eccentricity  of  the  eccentric  ;  if 
it  revolves  at  q  radians  per  second,  and  if  a  is  the  angle  of  advance, 
if  angles  are  measured  really  in  radians  (although  I  shall  sometimes 
write  them  as  degrees),  then 

y  =  r  sin  (qt  +  a) 

Whether  or  not  the  crank  goes  round  uniformly,  if  0  is  the  angle 
which  it  makes  with  the  inner  dead  point  (nearest  the  cylinder)^  and 
if  :c  is  the  distance  of  the  piston  from  the  end  of  its  stroke  (most 
remote  from  the  crank),  the  crank  being  R  and  connecting  rod  L 

y  =  r  sin  (0  +  a) 
a;  =  B  (1  -  cos  ^)  +  ^y  (1  -  cos  20) 

Very  nearly.  If  we  take  0  =  qt  and  if  the  crank  makes  q  radians: 
per  second,  the  valve  has  a  simple  harmonic  motion,  and  the  piston 
has  a  fundamental  simple  harmonic  motion  with  its  octave  or 
another  such  motion  of  twice  the  frequency. 

^  Simple  harmonic  motion  is  regarded  now  as  a  badly  chosen  term.  Some  Riich 
term  as  "simply  periodic  motion,"  suggested  by  Professor  Schuster,  would  be 
better.  Simple  vibration  ought  to  be  used  instead  of  simple  harmonic  vibration. 
I  employ  the  usual  term  unwillingly. 

I   I 
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2.  In  Fig.  259  i{  OH  =  r  the  half  travel  of  the  valve,  or  if  OE  is 
the  eccentric  crank  working  the  valve  which  slides  in  a  direction 
parallel  to  J)  OF;  in  the  position  shown  in  the  figure,  the  valve  is  at 

the  distance  OH  from  the  middle  of 
its  stroke.  If  this  is  compared 
with  (1),  and  if  GOJE^  =  a  the 
angle  of  advance,  OJS^  is  the  posi- 
tion of  the  eccentric  crank  when 
the  main  crank  is  in  the  dead 
point  position  OB. 

3.  In  Fig.  260  if  DOF  is  the 
ine  of  centres  and  GOG^  a  line  at  right  angles  to  DOF]  set  off 
COG  =  C^OG^  =  a,  the  angle  of  advance.  Make  OC  =  00^  =  r  the 
half  travel  of  the  valve  and  describe  the  circles  shown,  on  OC  and 
OC^  ss  diameters.  If  the  main  crank  is  in  any  angular  position 
OB  the  intercepts  0£^  cut  off  by  the  circle  00  show  y  the  distance 
of  the  valve  to  the  right  of  its  mid  stroke ;  the  intercepts  OB"  cut 


Fio.  259. 


Fia.  260. 


off  by  the  circle  00^  show  the  distance  of  the  valve  to  the  left 
of  its  mid  stroke.  This  method  of  study  has  already  been  dwelt 
upon.  It  is  the  one  that  I  myself  prefer  in  spite  of  the  ta^ct 
that  the  angle  of  advance  is  always  set  out  as  if  it  were  negative. 
Should  the  velocity  of  the  valve  be  wanted  as  an  intercept  on  the 
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crank  position,  it  is  only  necessary  to  draw  two  new  circles  whose 
diameters  are  at  right  angles  to  GOC^. 

4.  In  Fig.  261,  -ffJf  represents,  the  time  of  one  revolution,  from  B 
which  represents  one  dead  point  or  ^  =  o,  to  Jf  which  represents  the 
same  dead  point  again  or  ^  =  7*  the  time  in  seconds  of  one 
revolution. 

A  point  P  shows  by  PQ  the  distance  y  of  the  valve  to  the  right 

of  its  mid-position  at  the  time  indicated  by  BQ.  It  is  easy  to  see 
that  the  sine  curve  EFPIKAE  is  drawn,  just  as  the  projection 
of  the  spiral  edge  of  a  screw  thread  is  drawn.  Starting  with  E^ 
{GOE^  is  the  angle  of  advance)  divide  the  circumference  of  the 
circle  E^FPO  into  any  number  of  equal  parts  numbering  the  points 


Fig.  261. 


of  division  0,  1,  2,  &c.  Divide  BMinio  the  same  number  of  equal 
parts,  and  starting  with  B,  number  the  points  of  divisions  0, 1, 2,  &c., 
project  horizontally  and  vertically.  Or  again,  it  may  be  very 
quickly  drawn  on  squared  paper,  using  a  table  of  sines  of  angles.  It 
is  important  to  note  BE  the  distance  of  the  valve  from  the  middle 
at  the  dead  point ;  this  is  the  lap  +  the  lead,  or  r  sin  a. 

As  in  Art.  73  if  from  y  we  subtract  the  lap  BL  we  get  LE  the 
opening  of  the  port  to  steam,  drawing  LGAL  parallel  to  BMis  the 
best  way  of  making  this  subtraction  and  we  see  that  B  C  repre- 
sent the  time  or  the  angle  passed  through  by  the  crank  when  cut 
off  takes  place.  If  Bl  is  the  inside  lap  and  II  is  drawn,  we 
get  BVy  the  angle  passed  through  by  the  crank  when  release  takes 
place  and  Bk  when  cushioning  takes  place.  W  bisects  BM  and  W 
shows  a  dead  point.  K  BL^  and  BJ}  are  the  outside  and  inside  laps 
on  the  other  side  of  the  valve,  we  find  A^,  C^,  R^,  and  K^  for  the 
return  stroke. 

The  value  of  this  method  of  study,  which  is  really  very  clumsy 
when  motions  are  all  simple  harmonic,  lies  in  this,  that  it  is  almost 

I  I  2 
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the  only  method  of  study,  and  is  certainly  the  simplest  method,  when 
the  motions  are  not  simple  harmonic — that  is  in  practically  every  case 
in  which  the  slide  valve  is  worked  from  link  motions  or  radial  valve 

gear.  My  students  have  practised  it 
for  twenty-four  years,  but  as  applied 
here,  it  is  now  published  I  think  for 
the  first  time. 

The  curve  showing  the  displace- 
ment of  the  valve  is  sometimes  put 
upon  the  same  sheet  as  a  curve 
showing  the  position  of  the  piston. 
Thus  in  Fig.  296  Cc  shows  the  distance 
of  the  valve  from  its  mid  stroke  and 
CE  shows  the  distance  of  the  piston 
from  its  mid  stroke  for  any  position 
af  the  crank.  I  myself  prefer  to  compare  valve  position  with  that 
of  the  crank,  and  having  found  the  crank  positions  when  the  four 
events  occur,  to  use  a  template  method  of  getting  the  piston  position 
as  in  Fig.  93. 

5.  If  a  valve  is  worked  from  a  crank  shaft.  Let  OD  (Fig.  262)  be 
a  dead  point  position  of  the  main  crank.  Make  DOE  equal  to  the 
advance  a  of  the  valve ;  then  for  any  position  B  of  the  main  crank, 
draw  perpendiculars  to  EOEonA.  to  FOF^  which  is  at  right  angles  to 
EOE,  The  valve  is  at  the  distance  BE^  to  the  right  of  its  mid 
position,  and  its  velocity  is  represented  by  BF^,  and  its  acceleration 
is  represented  by  BE^.  The 
scales  of  such  measurements 
ought  never  to  give  any  trouble. 
For  example,  what  is  the  scale 
of  the  displacement  BE^  ?  It  is 
evidently  to  the  scale  to  which 
OE  represents  the  half  travel. 
The  scale  of  the  velocity  BF^  is 
the  scale  to  which  OE  represents 
the  greatest  velocity.  The  scale 
of  the  acceleration  BE^  is  the 
scale  to  which  O^represents  the 
greatest  acceleration,  this  is  the 
same  as  the  centripetal  accele- 
ration of  the  crank-pin,  which  would  give  the  slider  its  motion. 
If  a  number  of  slides  are  worked  from  the  same  shaft,  with 
different  half-travels  and  angles  of  advance  [advance  means  angh» 
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exceeding  90^,  by  which  slider  crank  is  ahead  of  main  crank],  the 
distance  of  each  and  all  of  them  to  the  right  of  its  mid  stroke  for 
any  position  of  the  crank-pin,  or  any  other  rotating  point  of  reference, 
may  be  shown  on  one  diagram.  Let  OA^  (Fig-  263)  be  the  dead 
point  position.  Make  A-fiE^  the  advance  a^  of  one  slider,  make 
A^OE^  the  advance  a^  of  the  second  slider,  make  A^OE^  the  advance 
of  the  third  slider,  and  so  on.  Then  for  any  position  B  of  the  crank- 
pin  the  sliders  are  at  the  distances  BE-^y  BE^,  BE^  &c.,  to  the  right 
of  their  mid  positions.  Furthermore  if  OF^,  OF^,  &c.,  are  perpen- 
dicular to  OE^,  OE^,  &c.,  the  perpendiculars  BF^,  BF^,  &c.,  represent 
the  velocities  of  the  sliders. 

6.  Let  points  on  A^OA^  (Fig.  264)  represent  the  positions  of  the 
piston.  Describe  the  circle  A^GA^GK  Let  the  main  crank  be  in 
the  position   OB.     Make   A-flE^  the   angle  of  advance,  then  if  to 
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one  scale  A^A^  is  the  travel  of  the  piston,  and  if  to  another  scale  it 
represents  the  amount  of  the  travel  of  the  valve;  drop  the  per- 
pendiculars BA  and  BC,  and  BM,  then  when  the  piston  is  OA  or  BM 
from  the  middle  of  its  stroke;  the  valve  is  BC  from  the  middle  of 
its  stroke.  This  is  evidently  easy  to  prove.  Also  if  §  is  the  angular 
velocity  of  the  crank,  the  speed  of  the  valve  is  qBN,  BN  being 
measured  on  the  scale  on  which  ON^  is  the  half  travel  of  the  valve. 
If  we  wish  to  take  into  account  the  angularity  of  the  connecting- 
rod,  we  draw  HOET^,  a  circular  arc  with  radius  that  of  the  con- 
necting-rod, centre  in  the  line  of  centres;  then  the  distance  of 
the  piston  from  the  middle  of  its  stroke  is  not  BM  but  BF,  Drawing 
lines  (Fig.  265)  parallel  to  .^0  at  distances  from  it,  OZ  =  outside 
lap;  07=  inside  lap;  OL^  =  outside  lap  on  the  other  side  of  the 
valve,  01^  =  other  inside  lap ;  we  see  that  the  distances  of  any 
point  like  B  or  B^  from  these  lines  show  the  amounts  of  opening 
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of  the  valve  to  steam  and  exhaust  on  the  two  sides  of  the  piston. 
The  positions  of  the  main  crank  at  admission,  cut  off,  release  and 
compression  in  both  forward  and  back  strokes,  are  evidently  given 
by  the  ends  of  these  lines,  and  the  velocities  of  the  valve  when 
these  events  occur  are  presented  by  ^q  times  the  lengths  of  these 
Iine& 

7.  Let  A^O  (Fig.  266)  be  the  line  of  centres.  Make  A^OJE^  the 
advance ;  01!^  =  the  half  travel.  About  E^  describe  circles  whose  radii 
are  the  outside  and  inside  laps.  Draw  four  tangents  from  0  to  these 
circles.  Prove  that  these  tangents,  produced  if  necessary,  are  the 
positions  of  the  main  crank  when  the  four  important  events  occur. 

Oa}  admission,  OC  (or  C^O  pro- 
^/  ^^  ^  duced)  when  cut  off  occurs.  OJR 
!   /^''''        (or    7^0  produced)    when  release 

-4 ."-J^''  occurs,  OK  when  cushioning  occurs. 

'y^^^'^'^^'^^'-yy!  Of  course  the  proof  is  easy  as  soon 

X      ^  .'''xA  »''  ^  ^^®  shows  that  the  perpendi- 

/      .'?^^^\  /  \!  culfiur    distance    of    E^    from  any 

I        \cZ/*       Ic  radial  line  drawn   from  0  is  the 

V/^   /^      J  valve  displacement  for  that  posi- 

/\^^^_^^_^^,x/  tion  of  the  crank. 

PiQ  266.  298.  It    is  quite   easy   from 

what  has  been  given,  and  using 
the  methods  either  of  1,  2,  3,  4,  5,  or  6,  for  any  student  accustomed 
to  easy  practical  geometry  to  work  such  problemi  as : — 

1.  Given  travel  and  port  openings  to  steam  for  two  positions  of 
the  main  crank,  to  draw  the  hypothetical  diagram. 

A  particular  case  of  this  is,  given  half  travel,  cut  off  and  lead. 

2.  Given  travel  and  ratios  of  amounts  of  port  openings  for  three 
positions  of  the  crank,  draw  the  diagram. 

3.  Given  travel,  advance  and  ratio  of  lap  to  lead. 

4.  Given  amounts  of  port  opening  for  three  positions  of  the  crank. 
A  special  case  of  this  is : — ^given  the  lead,  the  position  of  the  crank 
at  cut  off,  and  the  opening  of  the  port  in  some  other  position  of  the 
crank. 

5.  Given  the  maximum  opening  of  the  port  and  given  the  open- 
ings  for  two  given  positions  of  the  crank.  A  special  case  of  this  is : — 
Given  the  position  of  the  crank  at  cut  off,  the  lead,  and  the  maximum 
opening. 

299,  On  a  diagram  (Fig.  267)  let  a  point  Pshow  by  its  distance 
FE  from  a  line  B^OB^  the  distance  of  the  piston  from  the  middle  of 
its  stroke,  and  by  its  distance  PD  from  a  line  0^00^  the  distance  of 
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the  valve  to  the  right  of  its  mid  stroke.  These  distances  need  not 
be  to  the  same  scale.  If  O-J^  and  O^D-  are  the  laps  (to  the  same 
scale  as  the  valve  motion)  on  the  two  edges  of  the  valve,  and  if  0^1 
and  O^P-  are  the  two  inside  laps,  the  horizontal  lines  from  these  points 
cut  the  curve  at  admission,  cut  off,  release  and  compression  in  for- 
ward  and  backward  strokes.  If  the  valve  has  a  simple  harmonic  motion 
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and  the  piston  also,  the  curve  is  evidently  an  ellipse,  and  the  student 
will  do  well  to  draw  it  by  projection  as  in  Fig.  268.  Let  OB^  repre- 
sent the  half  travel  of  the  valve,  and  let  AyA^  to  any  other  convenient 
scale  represent  the  travel  of  the  piston.  Describe  the  circles  Let 
the  angle  B^OA^  be  made  equal  to  the  advance.  Divide  both  circles 
into  the  same  number  of  equal  parts,  and  number  the  points  of 
division,  beginning  with  -4^  and  jF^  as  0,  1,  2,  &c.  Project  Vertically 
from  points  on  the  larger  circle,  and  horizontally  from  corresponding 
points  on  the  smaller  circle,  and  we  evidently  obtain  the  curve  re- 


quired.    Thus  if  6^  is  a  point  on  the  larger  and  H  on  the  smaller,  P 
is  a  point  on  the  curve. 

To  take  into  account  shortness  of  connecting  rod,  we  proceed  as 
before ;  but  Fig.  269  shows  how  we  use  G  and  H  to  find  P.  We 
project  from  G  to  A^OA^hy  our  curved  template  of  Art.  67  to  find  G^, 
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and  the  vertical  from  G^  meeting  the  horizontal  from  H  gives  the 
true  P. 

Or  again  we  may  take  the  diagram  Fig.  296,  and  in  Fig.  297  we 
plot  Cc  as  ordinate  and  GE  as  abscissa. 

300.  Mr.  Macfarlane  Gray's  (or  MttUer's)  method  of  showing 
the  displacement  of  the  piston  for  any  position  of  the  crank  is 
interesting  to  look  at,  but  is  not  easily  applied  in  practice  because 
of  the  great  size  of  the  drawings  needed. 

Let  A  OF  (Fig.  270)  be  the  line  of  centres,  the  piston  being  on 
the  side  A.     Let  G  be  the  crank  pin  and  0  the  centre  of  the  crank 


Fig.  270. 

shaft,  OG  ^  r,  AC  —  I  the  length  of  connecting  rod.  Describe  the 
circle  AJFskhont  0  with  I  +  r  rs  radius.  Describe  BHE  with  /  — r 
ais  radius.  On  AE  di&  diameter  describe  A  IE,  Then  for  the  position 
G  of  the  crank  pin,  the  displacement  of  the  piston  from  the  left 
hand  end  of  its  stroke  is  JI]  displacement  from  the  right  hand  end 
being  HI,  For  the  position  G^  of  the  crank  pin  we  have  H^D  the 
displacement  of  the  piston  from  the  right  hand  end  of  its  stroke. 

301.  Oombinations  of  Motiou.  All  cranks  or  eccentrics 
working  sliders  are  given  as  to  position  when  we  say  that  they 
have  so  much  advance  a,  that  is  the  amount  in  excess  of  90°,  by 
which  they  are  ahead  of  the  main  crank ;  the  half  travel  r  being 
also  given.     The  motion  is  defined  by 

y  =  rsin(d  +  a) (1) 

y  being  distance  of  slider  to  right  of  mid  position  when  main  crank 
makes  an  angle  0  with  dead  point.  Suppose  that  one  crank  can  give 
motion  (1)  and  another  crank  can  give 

y  =  r^  sin  (^  +  «!) (2) 
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Suppose  that  a  slider  could  get  both  these  motions  at  the  same  time, 
what  would  the  total  motion  be  ? 

Draw  the  two  cranks  in  their  proper  positions  relatively  to  the 
main  and  of  their  proper  lengths.  Thus  if  OD  (Fig.  271)  is  the  main 
crank  and  MON  is  the  direction  of  motion  of  the  slider,  draw  OF 
at  right  angles  to  OD.  If  FOA  =  a  and  OA  =  r\  if  FOB  =  a}  and 
0^=ri,  complete  the  parallelogram  OAEB,  Then  OE  =  B  is  the 
length  of  a  crank  and  FOE  =  a  is  its  angle  of  advance,  which  would 
give  to  the  slider  a  motion  which  is  the  sum  of  the  motions  (1) 
and  (2). 

To  prove  this,  drop  perpendiculars  from  A,B  and  E  on  ON,  The 
slider  would  be  at  the  distance  OA^  to  the  right  of  its  mid  position 
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if  OA  alone  worked  it ;  it  would  be  at  the  distance  OB^  to  the  right 

of  its   mid  position    ii  OB  alone  worked  it;  it  would  be  at  the 

distance  OE^  to  the  right  of  its  mid  position  it  OE  alone  worked  it. 

But  it  is  obvious  that  as  OA,  OE,  and  OB  are  supposed  to  go  round 

with  the  same  angular  velocity ;  in  any  position  whatsoever  OE^  = 

OA^  -f  OB^,  and  hence  the  proposition  is  proved.^ 

In  particular  let  the  student  notice  that  if  «  =  0  and  a^  =  90,  (1) 

and  (2)  become 

X  =  r  sin  0,  x^  =  7'^  cos  0 

and  x  +  x^  =  ^r^-f/^  sin  {0  +  a) 

where  a  is  such  that  tan  a  = 


^.1 


He  had  better  draw  the  figure  that  corresponds  to  this. 

Exercise.  Suppose  that  a  slider  gets  the  motion  (1)  "and  that 
another  slider  moving  on  or  near  the  first  gets  the  motion  (2),  what 
is  the  motion  of  the  second  slider  relatively  to  the  first  ?  That  is, 
suppose  a  fly  to  be  on  the  first  slider  and  not  to  know  that  it  was 
in  motion,  looking  at  the  second  slider,  what  would  the  motion  of 
this  second  slider  appear  to  be  ? 

*  A  student  who  knows  a  little  trigonometry  sees  how  to  express  FOE  and  the 
length  of  OE  in  terms  of  a,  a',  r  and  r'. 
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Answer.  Draw  OA  and  OB  (Fig.  272)  as  before.     Make  OA  the 
diagonal  of  a  parallelogram  OB  AH  of  which  OB  is  a  side.     Then  OE 

is  a  crank  which  would 
give  to  the  second  slider,  if 
the  first  slider  were  at  rest, 
the  motion  which  the  fly 
thinks  that  it  has  when 
both  sliders  are  really  in 
motion. 

This  proposition  is 
needed  in  cases  where  one  valve  works  on  the  back  of  another  as 
in  Fig.  160. 

303.  In  what  way  is  it  possible  to  give  to  a  slider  a  combination 
of  two  motions  ? 

Lord  Kelvin  in  his  Tide  Predicting  Machine  has  shown  us  how  to 
give  to  an  inkbottle  a  combination  of  many  simple  harmonic  motions 
of  various  frequencies,  amplitudes, 
and  epochs.  But  he  used  a  flexible 
connection.  Usually  the  mechani- 
cal engineer  requires  a  rather  rigid 
connection. 

Let  three   cranks  work,  nearly 
at  right    angles    to   it,    the    three  fw.  278. 

comers  of  a  plate  (Fig. 

273).  Then  from  any  point  P  in  that  plate  a  slider  may 
be  worked  by  a  rod  FN  which  would  get  a  combina- 
tion of  the  three,  depending  on  where  the  point  is 
placed. 

In   this   way  by  again  combining  such  motions  we 

can  give  a  slider  a  combination  of  many  crank  motions. 

Use  of  a  Link.   Usually  we  only  want  to  combine 
two  crank  motions,  and  a  link  is  commonly  used. 
FiQ.  274.  ^f  -^  ^^^  ^y  Fig-  274,  are  two  points  getting  small 

displacements  (or  velocities,  or  accelerations)  a  and  h  at 
right  angles  to  A  B,  then  the  displacement  (or  velocity  of  accelera- 
tion) c  of  (7,  a  point  in  the  same  straight  line  is 


"rl*' 


C-C 


BG     .  AG  , 

'=ab''-^a-b-^ 


0) 


Notice  the  fraction  of  each  of  the  two  motions  that  C  gets  and  study 
the  proposition  well.  It  is  quite  easy  to  prove  by  drawing  AA^  ==a 
and  BB^  =  J,  and  calculating  CC^  or  e. 
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I  shall  here  speak  of  the  link  as  being  vertical  and  its  displace- 
ments as  horizontal. 

If  in  the  plane  of  the  paper  the  end  Ay  Fig.  275,  of  the  straight  link 
AB  gets  a  horizontal  S..H.  motion  from  the  crank  0A\  whose  centre 
is  on  the  level  of  A  and  the  end  B  gets  a  S.  H.  motion  from  the  crank 
0B\  whose  centre  is  on  the  level  of  B  and  which  goes  round  with  the 
same  angular  velocity,  then  any  point  C  in  the  link  gets  a  motion 
which  is  just  the  same  as  if  it  were  worked  by  an  ideal  crank  rotating 
at  the  same  angular  velocity  about  a  centre  0  on  the  level  of  G.  To 
find  this  ideal  crank:  Let  OA"  and  OF'  show  the  relative  angular 
positions  of  the  given  cranks  at  any  instant,  and  let  OA^  and  OBf 
represent  their  lengths  to  scale.  Join  A^K,  Divide  A"B'  in  CT  so 
thAtA^CriCTB' asACiCB.  Join  06^  Then  OC"  is  an  ideal  crank 
of  the  proper  length  and  properly  related  angularly  to  the  given 


^ 


— v^ 


'^' 
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cranks  to  give  to  a  point  0  exactly  the  same  motion  which  it  gets  in 

quite  a  different  fashion.     C  really  gets  its  motion  because  it  is  in  a 

link  ACB ;  but  the  crank  OCT  would  give  it  that  motion  if  it  were 

not  constrained  by  the  motions  of  A  and  B. 

To  prove  this.     Draw  CTl)  and  CTB  parallel  to  KO  and  A"0. 

Magnify  the  figure  as  shown  here.     C  has  a  fraction  of  -4*8  motion ; 

BC 
the  fraction  -m-     Now  A  is  moved  by  a  crank  like  OA",     Hence  G 

AB  ^ 

would  get  its  proper  fraction  of  -4's  motion  if  it  were  moved  by  a 

BG  • 

crank  -j-^.  OA",     But  A^CBf  is  divided  proportionately  to  A  VB,  and 

we  see  that  OD  is  just  the  crank  which  would  give  to  G  its  proper 
fraction  of  -4's  motion.  Similarly  OE  is  just  the  crank  which  would 
give  to  G  its  proper  fraction  of  -ffs  motion,  and  it  is  evident  from 
Art.  301  that  the  ideal  crank  OG"  would  just  give  the  sum  of  the 
motions  which  OD  and  OE  would  give. 

We   always  assume  the  motions  to  be  simple  harmonic  and  to 
be  very    small   and  at  right   angles   to  the   length  of  the  link, 
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and  our  rules  are  not  exactly  true  when  these  conditions  are  not 
fulfilled. 

Instead  of  speaking  of  the  length  of  the  ideal  crank  we  say  "  the 
half  travel,"  and  in  a  steam  engine,  the  angle  minus  90"^  that  the  ideal 

crank  makes  with  the  dead  point  position 
on  the  side  remote  from  the  cylinder  is 
called   the    "  advance."     These  terms  are 
used  because  we  use  them  in  Art.  74. 
pjq  2-g  Exercise  1.    In  a  link  the  point  A 

gets  a  half  travel  a  and  an  advance  a ;  the 
point  B  gets  a  half  travel  b  and  an  advance  /?,  what  are  the  half 
travel  and  advance  of  C  ? 

Anstver,  Draw  OD,  Fig.  276,  to  represent  the  main  crank  and  OG 
at  right  angles  to  it.  Make  GOA''=  a  and  OA"  =  a.  Make  OOB"  =  /3 
and  OB^  =  b.  Join  A"  E*  and  divide  it  in  C  as  the  link  ABhs>  divided 
in  G ;  the  half  travel  of  C  is  oC^  and  its  angle  of  advance  is  GoC. 

Exercise  2.  Suppose  the  half  travel  of  ^  is  3  inches  and  of 
£  is  2  inches ;  suppose  the  advance  of  -4  to  be  o  and  the  advance  of 
B  to  be  90  degrees,  find  the  half  travel  and  advance  of  C,  if  C  is 
shifted  along  from  A  towards  B,  1st,  when  C  is  at  -4 ;  2nd,  when 
AC^  \AB\  3rd,  when^C=  \AB\  4th,  when  ^C=  f^£;  5th, 
when  C  is  at  B, 

Exercise  3.  Suppose  the  half  travel  of  A  to  be  3"  and  its 
advance  0 ;  the  advance  of  J5  to  be  90°  and  its  half  travel  to  be 
altered  from  0  to  1,  to  2,  to  3,  to  4  inches ;  find  the  half  travel  and 
advance  of  G  in  each  case,  if  G  is  always  midway  between  A  and  B. 

It  is  evident  that 
if  G  is  not    in    the  /^  /C  a^a  a' 

straight  line  joining       V      <•'-* "J^^^^JllI-ir*^ 

A  and  B,  but  is  with  ^ — -^^^^'^^^'^'  1 

A  and  jB  in  a  flat  arc       ^fcsr'^       T^- " '  \ 

ofa  circle,  the  relative      J^''"   ..•  -o  \ 

distances  of  G  in  the      ^ — -l...^^^^^^  I 

arc  from   A    and    B  '^    "^ — -— ^^....^^^^^  1 

may  be  taken  pretty  "^"^     ^-r*!  — 

much  in  the  same  way        *'  .,     .^. 

•Z  KiG.  'iTi. 

as  in  the  straight  line. 

303.  Exercise  4.  Suppose  that  if  in  Fig.  275  instead  of 
A  and  B  being  worked  by  cranks  OA'  and  OB"  on  their  own  levels 
they  are  both  worked  ft*om  the  tame  shaft  as  in  Fig.  277. 

Find  by  skeleton  drawing  or  in  any  other  way  the  limits  of  A's 
motion,  say  A''  and  A"\     Now  note  that  if  a  crank  (7  a'  on  the  same 
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level  as  A  worked  it  in  the  direction  (/Aj  A  would  be  at  A"  when  O'a' 
or  0 V  is  horizontal ;  but  truly  Oa  would  then  be  in  the  direction 
OA"  as  shown  in  the  dotted  line;  in  fact  (/a'  must  be  ahead  of  Oa 
by  an  angle  equal  to  A  00  and  its  length  must  be  half  of  A" A"'. 
On  looking  into  the  matter  more  carefully  it  will  be  seen  that  the 
angle  ought  to  be  something  between  A" 00  and  A'" 00,  I  usually 
take  OAq  the  length  of  the  rod  aA  to  find  the  point  Aq  and  I 
take  the  angle  A^OO  to  be  the  correct  amount  by  which  Oa'  is  ahead  of 
Oa.  Also,  I  think  that  it  will  be  easily  seen  that  the  length  of  Oa'  is 
best  obtained,  not  by  skeleton  drawing  and  finding  the  positions  of 
A"  A'",  &c.,  but  by  making  aOa  =  A^OO,  and  drawing  a  a  at  right 
angles  to  Oa ;  thus  Oa  is  found  parallel  and  equal  to  ffa'.  In  the 
same  way  we  find  0/3  a  virtual  crank  which  on  the  level  of  £  would 
give  it  the  motion  which  it  gets  from  0  b.  Now  of  course  if  we  join 
a/8  and  divide  in  7  as  the  link  ^£  is  divided  in  G  we  get  Oy  a  virtual 
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crank  which  if  on  the  level  of  C  would  give  to  G  the  motion  that  it 
really  gets. 

304.  Although  the  above  way  of  putting  this  matter  will  commend 
itself  to  the  practical  man,  the  following  more  mathematical 
method  may  also  be  welcome.  In  any  case,  however,  we  are  com- 
pelled to  leave  out  small  terms  and  to  an  experienced  man  the  above 
method  is  just  as  good  as  this  that  follows. 

A  crank  08  =  r  works  a  slider  Q  in  the  direction  QCy  what  is  the 
nature  of  the  motion  oi  Ql 

Perhaps  it  is  more  simply  seen  in  Fig.  278.  P  is  the  middle  of 
C's  path  A'Jff.  If  the  motion  were  in  the  direction  BPA  0,  in  the 
line  of  0,  FA  =  FB=r.  By  drawing  BB"  and  A  A'  perpendicular  to 
OAB  we  have  the  ends  of  the  path  of  the  slider,  if  the  rod  were 
infinitely  long.  Now  if  a  crank  at  0*  gave  the  motion  A'PB'^  it 
would  be  of  length  PA'^PB'^r  sec  a  and  when  the  0  crank  was 
directed  towards  OB'  (the  same  as  OP  if  rod  is  very  long)  the  0' 
crank  would  be  directed  in  the  line  CP.  In  fact  the  ff  crank  would 
be  a  ahead  of  the  0  crank. 
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Let  OC,  Fig.  279,  be  at  right  angles  to  CPQ. 

Let  PQ=x,    LetO^=r,  8Q=l,  C08=e,  OP^l,  OC  =  a. 

hetCP=k=^P-a-. 

rco80+/sm^=a      J (^)- 

/8in^=a-rco8  $,  therefore  / cos ^  =  ^/^ -o«+2ar cos «~ r« cos'tf. 
^cos^=*Vl7^^i^^^ 

Treat  ^(2ar  cos  B-r^  cos"  0)  as  a  small  quantity  ;  that  is,  like  tr  where 


^l+<r=l  +  Jo'  very  nearly. 

Having  done  this,  use  2  cos'  9= cos  2  9  + 1,  and  we  find 

,        ^     ,.  ar  cos «      r'       r^ 

Hence 

r^  .    ^     ar  r* 

^^~  S"*"^**"    "*■  T^^^^S*^^^    ....    (2). 

Nowrsintf+^co8«=rVl+^8in(tf  +  tan-i|Y 

and  the  meaning  of  this  is  : — 

Set  offOT  ahead  of  05' by  the  angle  SOT=OPC;  make 5^ T  perpendicular 
to  0  *9 ;  then  the  motion  of  Q  is  what  a  crank  of  length  O  T,  and  parallel  to  O  T 
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with  an  infinitely  long  connecting  rod,  would  give  it,  if  its  centre  were  on  the 

level  of  PC  i  but  there  is  also  an  octave  of  the  amount  — -,  cos  2  0,     It  will  be 

4a; 

seen  that  this  octave  is  exactly  in  the  same  proportion  to  its  fundamental  as  if 

the  crank  r  with  a  rod  k  worked  a  slider  directed  towards  O  in  its  motion. 

306.  Now  notice  that  if  instead  of  Q  having  a  horizontal  motion 
from  Q  to  Z,  Fig.  280,  it  moves  from  C  to  5  or  ^  to  iV';  QMheing  in  the 
direction  of  the  centre  of  the  shaft.  Instead  of  the  direct  displacement 
QMwe  have  (drawing  JfJV^-BZ at  right  angles  to  QM  and  BSsknd  NT 
vertical)  displacements  QN  or  QB,  instead  of  QZ,  and  the  horizontal 
components  QV  or  QT,  or  QS  or  QZ  are  by  no  means  equal.  Hence 
the  horizontal  motion  of  any  point  in  a  link  depends  upon  the  direc- 
tion of  its  path  and  this  depends  upon  its  method  of  auipen- 
■ion.  Given  the  horizontal  motions  of  the  ends  we  easily  find  the 
horizontal  motion  of  any  point  in  the  link,  but  we  have  no  easy  rule 


XXYIII 


VALVE   MOTION   CALCULATION 


495 


as  yet  for  finding  the  horizontal  motions  of  the  ends  for  every  method 
of  suspension.  There  is  another  important  matter.  The  valve  is 
not  worked  from  an  invariable  point  (7  in  a  link  whose  distances  from 
the  ends  A  and  B  are  constant.    It  will  be  shown  in  Art.  329  that  the 
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complication  introduced  by  the  sliding  of  the  block  in  the  link  is 
not  such  a  serious  matter  as  the  above  one. 

I  hope  that  students  will  bear  in  mind  the  above  considerations 
when  studying  the  following  rough  and  ready  rules  (the  only  ones 
known)  for  link  motions  in  general,  so  that  they  may  not  imagine 
these  rules  to  be  more  accurate  than  they  really  are. 

306.  Fig.  281  shows  the  Gtooch  link  motion.  If  the  forward 
Oa  and  backward  Oh  eccentric  cranks  are  each  3  inches  and  each 


Fia.  281. 


has  30  degrees  of  advance,  that  is  each  is  120  degrees  from  the  main 
crank.  Each  of  them  is  said  to  have  30  degrees  of  advance  GOa  or  HOb^ 
because  in  full  forward  gear  the  valve  may  be  said  to  be  worked  by 
the  forward  eccentric  alone  and  in  full  back  gear  the  valve  may  be 
said  to  be  worked  by  the  back  eccentric  alone,  the  engine  going  the 
reverse  way. 

Draw  the  gear  in  dead  point  position  with  the  crank  away  from 
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the  cylinder.  In  this  position  see  if  the  rods  aA  and  hB  are 
crossed  or  open.  The  figure  shows  open  eccentric  rods.  Imagine 
the  link  -4 -B  to  be  so  supported  and  the  rods  to  be  so  long  relatively  ta 
the  link  that  A  and  B  move  horizontally ;  A  gets  motion  from  th^ 
eccentric  Oa;  B  gets  motion  from*  Ob;  the  block  C  may  be  raised  or 
lowered.     It  works  the  valve  rod  V  in  the  direction  0  V  and  indeed 
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V  gets  the  horizontal  motion  of  C  if  the  radius  rod  C  F  is  held  at  a 
constant  slope  by  the  other  parts  of  the  gear, 

Oa  =  Oft  =  3 inches;  G0a  =  £[0b  =  S0^ Aa  is  perpendicular  to  Oa, 
aOa  is  made  equal  to  AOV.  bff  is  found  in  the  same  way. 
Join  a /9  and  divide  in  7  in  the  proposition  in  which  A  Bis  divided  by 
C,  then  O7  is  the  half  travel  of  the  valve  in  the  present  position  of 
the  gear  and  GO y  is  the  angle  of  advance. 

Notice  that  if  the  gear  is  shifted  C  being  altered  in  position, 
our  figure  aO/S  is  not  altered  ;  we  only  alter  the  position  of  7. 

In  Gooch  gear  with  crossed  rods,  see  Fig.  282,  the  student  will 
find  that  Oa  is  now  behind  Oa  hy  the  amount  AOV,  There  is  no 
difficulty  in  seeing  the  reason  for  the 
rule  used  in  the  following  example. 

Let  full  fore  and  back  half  travels 
each  be  3",  advances  40  degrees.  Draw 
the  gear  in  the  dead  point  position.  Set  "g" 
off  oa  =  ob  =  3",  Goa  =  Hob  =  40^  Make 
aoa^bo/S  =  AoV=  BoV,  Draw  n a  and 
b/3  at  right  angles  to  oa  and  ob  and  so 
get  a  and  /8.  Join  them  and  divide  a/3  in 
7  the  proportion  in  which  0  divides  the 
link.     Then  07  is  the  half  travel  and  Goy  is  the  advance  of  the 

valve. 

307.  Stephenson  Link  Motion.  Show  it  in  dead  point  position 

and  at  mid  gear. 

I.  Open  eccenii-ic  rods.  Example,  Fig.  284.  Forward  eccentric  half 
travel  3^  advance  30°.   Same  for  back.  Make  oa=  ob^  3",  Goa=^  Ho  h 
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=  30^  In  full  forward  or  backward  gear  when -4  is  lowered  to  C  or  B 
is  raised  to  G  the  half  travel  and  advance  are  really  as  represented  by 
oa  and  ob.  Let  the  student  satisfy  himself  that  this  is  so  [and  that  it 
would  be  so  also  if  the  rods  were  crossed]. 

It  is  only  then  in  intermediate  positions,  say  half  gear  or  mid 
gear,  that  we  have  to  use  our  rule  of  Art.  303,  which  is  of  course  a 


Fig.  284. 


little  tedious.  Now  we  find  it  necessary  to  work  out  an  answer 
carefully  only  in  one  intermediate  position,  say  the  mid  gear  position  as 
shown.  Our  rule  of  Art.  303  comes  evidently  to  this.  Make  aoa  =  bo/3 
=  AOC.  Draw  aa  and  &/8  at  right  angles  to  oa  and  ob.  Join  afi  and 
bisect  in  7.     Then  we  have  the  following : 

ATiswers,  Full  forward  gear  oa  =  ^  travel,  Goa  =  angle  of  advance. 
Full  back  gear  06  =  |  travel.  Hob  =  angle  of  advance. 
Mid  gear  oy  =:  ^  travel,  90**  angle  of  advance. 

Draw  a  curve,  an  arc  of  a  circle  say,  through  ayb  and  assume  what 
must  be  nearly  true,  that  if  this  arc  a  6  be  divided  at  any  time  in  a 
point  c  in  the  proportion  in  which  the  link  AB  is  divided  by  the 
block  G  then  oc  is  the  half  travel  and  Goc  is  the  angle  of  advance, 

II.  Work  out  in  the  same  way  the  same  example  but  with  crossed 
eccentric  rods. 

In  both  cases  test  the  following  rule  invented  by  Mr.  Macfarlane 

Gray.     We  have  given  oa  and  ob,  Fig.  284  ;  join  a  and  b  by  an  arc  of  a 

circle  whose  radius  is — 

ab  X  aA 

^  2AB' 

ab  being  the  straight  distance  from  a  to  b.  If  the  rods  are  open,  the 
arc  is  concave  to  0.     If  the  rods  are  crossed  the  arc  is  convex  to  (?• 

I  am  not  sure  that  this  or  any  other  so-called  easy  rule  is  really 
easier  than  the  above  correct  rule. 

Let  the  student  beware  of  refining  too  much  on  any  of  these 
constructions.     He  ought  to  remember  that  they  are  all  approximate. 

K    K 
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I  have  known  men  to  talk  learnedly  about  whether  the  arcs  through 
a,  7  and  b  in  the  above  figures  are  arcs  of  circles  or  arcs  of  parabolaa 
as  if  they  were  dealing  with  rules  of  infinite  exactness. 

308.  Allan  Link.  This  is  more  troublesome  than  either  of  the 
others.  Draw  the  gear  at  dead  point  position,  and  in  full  forward  gear. 
Find  in  each  case  by  our  rule  of  Art.  303  oa.  Fig.  285,  the  half  travel 
and  Goa  the  angle  of  advance.     In  the  same  way  find  ofi  for  fiill 

^  back  gear  and  oy  or  oy^  for  mid  gear.     The  rule 

has  to  be  followed  out  in  each  case  but  having  oa 
we  know  ofi  unless  the  link  is  an  unsymmetrical 
one.  oy  is  the  sort  of  mid  gear  answer  one  obtains 
if  the  rods  are  open  and  oy^  if  crossed.  Now 
draw  an  arc  of  a  circle  through  ay/3  or  ay^fi  and 
for  any  intermediate  position  divide  the  arc  in  c 
as  the  block  divides  the  link.  Then  oc  is  the  half  travel  of  the 
valve  and  Ooc  is  the  angle  of  advance. 

The  Exercises  of  Art.  80,  which  every  young  student  ought  to 
work,  will  have  taught  what  sort  of  change  of  distribution  of  steam 
we  may  expect  by  shifting  any  of  the  above  link  motions.  The  man 
who  studies  his  results  by  the  method  of  Art.  80  will  possess  what  is 
sometimes  thought  to  be  very  advanced  knowledge  of  this  subject. 

309.  General  Remarks  on  Link  Motions.  Any  arc  of  the  link 
in  the  Stephenson  motion  has  as  its  radius  the  distance  to  the  centre 
of  the  eccentric  disc.  Any  arc  in  the  Gooch  link  has  as-  radius  its 
distance  to  the  worked  pin  on  the  valve  rod.  There  is  a  geometrical 
construction  to  find  exactly  the  positions  of  the  points  (r,  K  and  F, 
Fig.  118,  in  the  Allan  Link.  In  all  valve  gears  there  is  some  such 
essential  rule.  Such  rules  need  not  be  reniembered  :  any  man  who 
can  reason  a  little  will  work  out  such  rules  for  himself  if  he  will  only 
remember  the  reason  for  them,  which  is  this :  When  a  gear  is  shifted 
there  is  one  thing  that  must  remain  nearly  unaltered — namely,  the 
position  of  the  valve  at  mid  travel. 

I  do  not  think  that  anybody  has  yet  given  attention  to  the  possi- 
bility of  getting  a  good  result  by  arranging  that  when  the  gear  is 
shifted  the  valve's  mid  travel  shall  not  be  a  symmetrical  position  over 
the  ports,  and  yet  careless  constructors  of  gears  sometimes,  acci- 
dentally, benefit  by  the  method.  This  is  only  one  of  many  interesting 
problems  which  ought  to  be  worked  out  with  simple  models. 

The  rules  which  I  have  given  will  only  enable  us  to  state  rather 
roughly  what  occurs  when  the  gear  is  shifted.  We  use  them  to  help 
in  designing  the  gear,  and  then  we  make  a  model  or  a  skeleton  draw- 
ing to  show  what  the  exact  motion  of  the  valve  is.     The  following  is  a 
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drawing  office  method  of  making  a  ikeleton  drawing.  It  is  desired 
to  draw  the  motion  of  the  valve  full  size  or  two  or  three  times  full 
size  without  showing  the  crank  shaft  and  drawing  arcs  with  radii  so 
great  as  the  eccentric  rod  lengths.  Let  £D,  Fig.  286,  be  a  position  of 
the  reversing  link  in  which  we  wish  to  study  the  motion  of  V  on  the 
valve  rod  VS :  we  really  move  the  main  crank  into  say  24  positions 
and  for  each  of  these  we  find  the  position  of  the  link  and,  therefore, 
the  horizontal  displacement  of  V.  This  means  that  having  the  arc 
J}!/  with  .^as  centre,  for  each  position  of  a  and  b  (oC  is  the  main 
crank,  oa  and  oh  the  forward  and  back  eccentrics)  we  strike  out  the 
two  arcs  AA',  BB"  with  a  and  b  as  centres  and  the  lengths  of  the 
eccentric  rods  as  radii,  and  having  these  three  arcs  AA',BB',DD',  we 


get  a  tracing  of  the  link  and  place  it  on  our  drawing  so  that  the 
points  A  and  B  and  D  are  on  the  three  arcs,  and  now  we  mark  the 
position  of  V.  The  dotted  part  of  Fig.  286  may  be  dispensed  with. 
We  draw  oC,oa,  off  aaii  o  were  the  crank  shaft  centre;  oC7  the  main 
crank  and  oa  and  off  the  two  eccentrics  in  any  one  of  say  24  posi- 
tions. Now  prepare  a  template  like  OSJff  with  an  arc  ffJ  drawn 
with  a  radins  bB  or  a  A  and  with  a  line  on  it  Off  normal  to  the  arc  at 
ff.  Apply  this  template  so  that  the  point  ff  on  it  is  at  /9  or  a  on  the 
drawing,  and  Gff  is  horizontal,  and  evidently  the  &tc  B'B  J  or  A  A' 
may  be  drawn. 

I  may  say  that  I  do  not  like  the  method  unless  a  better  kind  of 
template  is  prepared,  because  there  is  always  great  chance  of  error 
when  we  are  asked  to  draw  a  line  from  a  point  that  must  be  the 
comer  of  a  set  square  or  template, 

8  lO.  We  shall  see  in  Art.  327  that  the  sliding  motion  of  the  block 
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in  the  link  slot  does  not  practically  introduce  any  octave  into  the  valve 
motion  and  therefore  does  not  tend  to  produce  inequality  of  distribu- 
tion on  the  two  sides  of  the  piston.  Although,  therefore,  its  study  is 
of  no  great  importance  in  connection  with  steam  distribution,  it  is 
important  to  try  to  diminish  the  sliding  on  account  of  wear  and 
tear.  The  student  ought  to  make  skeleton  drawings  showing  the 
actual  motions  during  the  revolution  of  an  engine,  of  points  at  the 
ends  and  middle  and  half  way  between  the  ends  and  middle ;  1st, 
when  the  link  is  suspended  at  the  middle  of  the  slot ;  2nd,  at  the  usual 
point  near  the  middle  ;  3rd,  at  one  end ;  4th,  half  way  between  middle 
and  one  end.  He  will  find  that  the  first  is  best  for  engines  expected 
to  go  equally  well  in  both  directions,  and  the  4th  is  best  for  an  engine 
which  is  mainly  expected  to  go  in  one  direction.  In  fact  the  point  of 
suspension  ought  to  be  near  the  position  in  which  the  link  block 
most  commonly  works.     This  is  what  is  usually  said.     It  is  on  the 
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assumption  that  we  want  the  valve  to  have  a  nearly  pure  simple 
hannonic  motion,  but  I  am  not  sure  that  this  is  what  we  ought  to 
aim  at. 

Students  must  make  their  own  drawings,  but  Fig.  287  illustrates 
my  meaning.  The  paths  of  the  suspension  point  S  and  four  other  points 
are  shown  for  each  method  of  suspension  of  a  Stephenson  link  with 
open  rods.  In  the  second  set  the  suspension  point  is  really  the  middle 
of  the  chord  of  the  link. 

It  is  easy  to  draw  the  link  when  in  mid  gear  in  its  positions  for 
the  two  dead  points.  The  line  bisecting  at  right  angles  the  distance 
between  these  two  positions  of  the  suspension  pin  is  the  avera^ 
positioii  of  the  suspension  (or  reversing)  link  for  all  positions  of  the 
gear,  so  that  it  is  easy  to  get  the  best  arrangement  of  G,  Fig.  117, 
Stephenson,  or  of  (7,  Fig.  119,  Gooch.  I  am  a&aid  that  I  do  not  believe 
much  in  giving  more  exact  rules  than  these,  nor  do  I  believe  in  the 
mathematics  with  which  we  sometimes  try  to  disguise  the  fewst  that 
we  are  trying  to  get  rid  of  octaves  in  the  motion,  and  these  octaves 
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may  be  very  useHil  helps  and  ought  to  be  cultivated  in  the  right 
direction  rather  than  destroyed.  . 

Exercise.  Show  that  with  the  Stephenson  link  if  the  engine 
runs  only  one  way  we  can  greatly  equalise  the  lead  for  different 
amounts  of  expansion  by  using  unsymmetrical  eccentrics.  I  give 
this  exercise  because  it  is  a  common  exercise  for  students  and 
will  do  no  harm,  but  I  cannot  see  why  people  should  be  anxioi>s 
to  eflfect  this  object. 

311.  Radial  Valve  Oear.  In  link  motions  and  radial  valve 
gear  we  have  a  link  A  B  whose  average  position  is  at  right  angles  to 
the  direction  of  motion  of  the  valve.  The  great  difference  between 
them  is  this ;  in  link  motions  A  and  B  get  motions  in  the  direction 
of  the  valve  rod  whose  half  travels  are  generally  the  same,  their 
angles  of  advance  being  acute  angles  and  equal  for  the  two  directions 
of  motion ;  the  point  C  which  works  the  valve,  shifting  relatively  to 
A  and  B  when  the  gear  is  shifted ;  whereas  in  radial  v^lve  gears  the 
advance  of  A  is  either  ±  90'' ;  that  is,  -4  is  in  +  or  —  sjTichronism 
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with  the  crank  pin  ;  B  has  an  advance  0  but  a  variable  half  travel  S 
the  point  C  which  works  the  valve  never  alters  its  position  relatively 
to  A  and  B, 

In  link  motions  angles  must  be  carefully  measured  before  we  can 
even  roughly  approximate  to  the  conditions,  whereas  in  radial  valve 
gears  by  an  easy  inspection  we  see  the  half  travels,  we  know  that  the 
advances  are  90°  or  0,  and  we  have  no  difficulty  in  making  a  rough 
approximation  to  the  motion  of  the  valve. 

Thus  for  example,  let  G  be  between  A  and  B.  Then  we  know 
that  A  will  have  90°  advance,  B  has  no  advance. 

Let  KOa,  Fig.  288,  be  the  line  of  centres;  let  Oa  be  the  half 
travel  of  A  with  its  90°  advance;  let  06  be  the  half  travel  of  B 
with  its  no  advance.  Join  ha  and  divide  ha  in  c  in  the  proportion 
in  which  C  divides  the  link  BA,  Join  Oc  ;  then  Oc  is  the  half  travel 
of  the  valve  and  hoc  is  the  angle  of  advance.  • 

Let  the  gear  be  shifted  so  that  OV  is  the  half  travel  of  B, 
Nothing  else  is  altered.     Join  Va  and  divide  as  before  in  C\     Then 
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Oc*  is  the  half  travel  of  the  valve  and  hod  is  the  angle  of  advance. 
Evidently  all  points  like  c  c',  &c.,  lie  in  a  line  at  right  angles 
to  OA. 

It  is  evident  by  drawing  Zeuner  Circles  that  in  all  radial  valve 
gears  as  in  the  Gooch  link  the  lead  is  constant. 

313.  I  have  given  the  general  definition  of  all  radial  gears. 
There  are  several  forms  of  radial  valve  gear  which  satisfy  this 
definition : — 

"  There  is  a  link  A  B,  Fig.  289,  whose  average  position  is  at  right 
angles  to  the  valve  rod;  A  describes  a  closed  curve  more  or  less 
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nearly  circular  or  elliptic  and  B  has  a  reciprocating  motion  ;  a  point 
C  between  A  and  ^  or  in  -4  J?  produced  works  the  valve." 

Let  the  centre  line  of  the  engine  and  valve  rod  be  vertical. 
Let  CrH'GH  be  the  path  of  A  ;  let  the  straight  line  BOS  represent 
the  average  slope  of  -B's  path.  Let  it  make  an  angle  a  with  the 
horizontal. 

Let  A  be  at  G*  when  the  crank  pin  is  in  its  lowest  position  and 
then  C  is  between  A  and  B, 

Let  ^  be  at  &  when  the  crank  pin  is  in  its  lowest  position,  then 
C  i^in  AB  produced. 

It  is  evident  that  the  follo>ving  construction  comes  from  the 
above  rule. 

(1)  As  in  the  Hackworth^  Manhall  and  other  gears  where 
C  is  between  A  and  B. 

Draw  lines  /ioa,  Fig.  290,  and  ho  at  right  angles.  Make  Oh  equal 
to  half  the  greatest  horizontal  dimension  of  the  figure  G'HGH'^ 
say  half  of  HIT  (that  is  the  distance  between  the  extreme  vertical 
tangents).  Make  Oa  equal  to  half  the  greatest  vertical  dimension  of 
G'HGH\  say  half  of  GG\  Divide  ao  in  c"  so  that  oc" :  c"a  =  BC :  CA, 
and  draw  cVc  at  right  angles  to  Oa, 

The  gear  is  changed  by  altering  the  angle  a.     Set  off  ohh  =  a; 
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join  ha  cuttisg  cVc  in  c.  Join  Oe ;  then  Oc  is  the  half  travel  and  hoc 
is  the  angle  of  advance. 

(2)  As  in  the  Joy  and  other  gears  where  Gisin  AB  produced. 
The  above  description  is  correct,  only  that  c  is  in  ah  produced :  but 
perhaps  it  is  better  to  write  a  new  description. 

Draw  lines  hod',  Fig.  291,  and  ho  at  right  angles.  Make  oh  equal 
to  half  the  greatest  horizontal  dimension  of  the  figure  G'HGH\ 
say  half  of  Hff.  Make  oa  equal  to  half  the  greatest  vertical 
dimension  of  G'HQH\  say  half  of  GG'.  Divide  ao  produced  in  c"  so 
that  oc^ id'a  ::  BC  :  CA  in  Fig.  289  and  draw  c\'c  at  right  angles 
to  ho<^.  The  gear  is  changed  by  altering  the  angle  a.  Set  oflF  o A t  =  a. 
Join  ah  and  produce  to  cut  d'dc  in  c.  Join  oc,  then  oc  is  the  half 
travel  and  hoc  is  the  angle  of  advance. 

When  one  sees  a  new  radial  valve  gear  for  the  first  time,  say  at 
a  foreign  railway  station  on  a  locomotive,  one  ought  to  look  out  for  a 
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link  ACBoT  ABC  with  the  above  mentioned  characteristics.  When 
it  is  found  there  is  no  difficulty  in  studying  the  motion. 

313.  In  some  engines  in  which  the  valve  is  worked  by  one 
eccentric  there  is  a  governor  on  the  crank  shaft  which  alters  the 
half  travel  and  the  angular  advance. 

In  one  form,  Fig.  292,  the  eccentric  disc  consists  of  two  parts 
eccentric  to  one  another  and  to  the  shaft  ;  one  is  keyed  on  the  shaft, 
the  second  is  loose  on  the  first.  They  are  connected  by  links  to 
rotating  masses  restrained  by  springs  and  a  dash  pot.  When  the 
engine  goes  too  fast  the  masses  move  out  from  the  centre  and  cause 
relative  motion  of  the  two  parts  of  the  disc  so  that  the  outer  part 
becomes  a  disc  of  less  eccentricity  and  more  advance.  It  is  easy  to 
arrange  that  the  change  shall  be  much  what  it  is  in  the  Gooch  link 
or  in  radial  valve  gear,  giving  a  constant  lead.  In  another  form 
there  is  only  one  disc  with  a  slot  in  it  at  right  angles  to  the  main 
crank,  and  the  disc  moves  bodily  relatively  to  the  shaft  when  the 
governor  masses  move.  In  yet  another  form  the  eccentric  disc^  is 
rigidly  attached  to  the  straps  -B  of  a  ring  on  another  eccentric  disc  C 
keyed  to  the  crank  shaft.    The  masses  of  the  governor  cause  a 
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rotation  of  B  relatively  to  the  shaft,  and  consequently  the  total 
eccentricity  of  A  is  altered,  the  effect  being  a  change  of  travel  and 
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advance  something  like  what   is  produced  by  a  Stephenson   link 
motion  with  open  rods. 

314.  Independent  Cut  Off  Slide  as  in  Fig.  150.  Let  A 
and  j5,  Fig.  293,  be  the  middle  points  of  the  two  slides.  When  at 
their  mid  positions  A  and  B  are  on  the  line  ODCO,  Let  ^4  C  =  y  be 
the  distance  of  the  main  or  distribution  valve  to  the  right  of  its  mid 
position  and  let  BD  =  xhe  the  distance  of  the  cut  oflf  slide  from  its 


■<^: 


/ 


Fig.  293. — Independent  Citt-Ofp.    Hollow  in  Main  Valve  not  Shown. 

mid  position.     We  have  to  find  the  position  of  the  main  crank  of  the 
engine  when  EF  is  just  0.     Now 

BE  +  EF-x=DF=-  GI=AI-y 
or  EF  =  AI-BE  -  {y  -  x) 

The  rule  then  is,  to  find  the  amount  of  opening  EF\  find  y  —  a:, 
the  displacement  of  the  distribution  valve  minus  the  displacement 
of  the  cut  off  valve,  and  subtract  this  from  the  known  amount 
AI^BE. 

The  following  construction  gives  us  at  once  the  value  of  y  —  a; 
for  every  position  of  the  main  crank. 
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Let  the  distribution  valve  have  a  half  travel  a  and  an  angle  of 
advance  a.  Let  the  lap  be  L  and  the  inside  lap  I  Find  the  positions 
of  the  main  crank  at  admission,  cut  off,  release  and  compression  as  if 
no  cut  off  valve  existed.  This  is  our  easy  example  of  Art.  76.  We  let 
AOA\  Fig.  294,  represent  the  centre  line  of  the  engine ;  DOI/  is  at 
right  angles  to  AA'.  DOB  is  the  angle  of  advance.  OB  =  00  (in 
BO  produced)  is  the  half  travel.  Z  and  Z  are  the  Zeuner  circles  on 
BO  and  Of?  as  diameters;    LL'   and  IV  are  arcs  with  0  as  centre 
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and  radii  the  two  laps.  OLA,  OUC,  Ol'By  OIK  are  the  positions  of 
the  main  crank  at  admission,  cut  off,  release  and  compression. 

Now  we  have  to  see  how  the  cut  off  valve  cuts  off  steam 
from  the  space  /,  Fig.  293,  by  EF  becoming  o,  before  the  crank 
reaches  the  position  OC,  Fig.  294. 

OB  with  the  advance  DOB  works  the  distribution  valve.  At  any 
instant  the  displacement  produced  by  it  was  called  y.  Let  OE  with 
the  advance  DOE  work  the  cut  off  valve ;  at  any  instant  the 
displacement  produced  by  it  was  called  a?.  We  want  to  find  a  crank 
which  would  produce  a  displacement  y—x.  Art.  301  tells  us  to  make 
OB  the  diagonal  of  the  parallelogram  OEBF  of  which  OE  is  one  side 
and;0 jP  is  the  crank  required.  On  OF  describe  a  Zeuner  circle ;  we 
know  that  when  the  main  crank  is  at  OP  moving  in  the  direction  of 
the  arrow  from  the  dead  point  0A\  the  distance  OP  represents  y  —  x. 
Now  describe  the  circular  arc  NMQ  with  a  radius  e(jual  to  AI  ^  BE 
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of  Fig.  293.     It  is  evident  that  PN  represents  AI  -  BE  -  {y  —  x) 
or  EF  and  when  this  is  0  we  have  the  real  cut  off  at  OM(T, 

From  OMC  to  OQC"  the  passage  IG  of  the  valve,  Fig.  293,  caji 
receive  no  steam  and  so  the  cut  oflf  effected  at  0(7  by  the  distribution 
valve  itself  is  a  thing  of  no  importance. 

Note  that  OCT  must  occur  later  than  OC  else  we  shall  have  a  fresh 
rush  of  steam  when  the  passage  is  uncovered,  before  the  main  cut  oflf 
occurs. 

The  result  arrived  at  is  then  that  OAy  OC,  OR  and  0-ff'are  the 
positions  of  the  main  crank  when  the  four  important  events  occur. 

The  two  usual  ways  of  varying  the  cut  off  are  (1)  altering  the 
throw  OE;  this  is  easily  effected  by  a  governor  as  is  shown  in 
Fig.  143 ;  (2)  altering  the  distance  apart  of  the  two  blocks  M  and 
Ny  Fig.  150,  which  form  the  cut  off  valve  (shown  as  one  piece  in 
Fig.  293),  that  is,  altering  the  distance  BE  If  BE  is  lessened, 
A I —BE  or  the  radius  ON,  Fig.  294,  is  increased  and  OMff  is  later. 

When  an  engine  is  to  reverse  it  is  usual  to  work  the  distributing 
valve  from  a  link  motion  either  in  full  forward  or  backward  gear,  and 
for  equal  cut  off  in  either  direction,  0^  ought  to  have  90"*  advance. 

It  is  quite  easy  for  any  student  who  is  fond  of  elementary- 
practical  geometry  to  work  ordinary  exercises  on  this  valve  motion, 
if  he  really  understands  what  I  have  here  given. 

Exercise.  Distributing  value,  half  travel  3  inches,  advance  32"*, 
lap  1*32  inches,  inside  lap  0'6  inch ;  show  that  the  crank  makes  the 
following  angles  with  the  dead  point,  at  admission  (—  S'^i),  release 
(161°'5j  and  compression  (45°)  and  if  no  cut  off  valve  existed,  at  cut 
off  (121°'3).  The  cut  off  valve  is  worked  by  an  eccentric  with  90** 
advance  and  312  inches  half  travel.  The  distance  AI,  Fig.  293,  is 
13  inches  and  the  distance  BE  may  be  varied  in  the  following  way  : 
show  that  we  get  the  following  as  the  positions  of  the  main  crank  at 
true  cut  off. 


Diptancc  B  S, 

Al-BE. 

Crank  at  real 
cut  off. 

40^^ 

Fraction  of  stroke  before 
cut  off,  connecting  rod 

0-5 

Infinitely  long. 

12-5 

•115 

12-0 

10 

50' -5 

•18 

11-5 

1-5 

6r-5 

•258 

110 

2 

73° -5 

•35 

10-5 

2-5 

88' 

•487 

10-25 

2-75 

98^ 

•57 

1015 

2-85 

103' 

•613 

1005 

2*95 

iir 

•675 

10 

3 

i2r-3 

•756 
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The  distributioB  and  cut  oflf  valves  may  be  worked  from  two  blocks 
at  different  positions  in  a  Gooch  link. 

It  is  unnecessary  to  make  here  a  special  study  of  the  motion  of  a 
valve  worked  from  an  eccentric,  when  the  motions  of  valve  and 
piston  are  not  parallel,  as  this  requires  only  a  knowledge  of  elemen- 
taiy  practical  geometry. 

Double  ported  and  trick  and  other  valves  are  easily  seen  to  need 
no  special  study.  There  are  cylinders  with  two  exhaust  and  two 
steam  ports,  each  pair  having  a  slide  valve  worked  by  an  eccentric 
or  a  link  motion,  or  preferably  the  two  steam  ports  have  two  slides,  so 
that  each  slide  when  opening  or  closing  its  port  shall  be  moving  at 
its  highest  speed.     These  also  require  no  special  study. 

315.  Motion  not  Simple  Harmonic.  The  motion  of  a  valve 
worked  by  an  eccentric  is  not  exactly  a  simple  harmonic  motion ;  but 
it  is  very  seldom  indeed  that  the  discrepance  is  of  the  slightest 
importance.  If  it  were  not  pedantic  I  would  say  that  we  have 
simply  to  replace  the  straight  lines  LL\IP,  &c.,  of  Fig.  265,  by 
flat  arcs  of  circles. 

When  the  valve  is  worked  from  a  link  motion  or  radial  valve 
gear  the  discrepance  may  be  so  well  marked  as  to  be  very  beneficial 
or  hurtful.  It  is  interesting  to  know  that  motion  of  a  valve  worked 
by  any  of  the  gears  is  usually  a  simple  harmonic  motion,  to  which 
there  is  added  on  another  of  twice  the  frequency,  an  octave  as  the 
musicians  call  it.  On  this  subject  I  must  ask  my  readers  to  consult 
my  book  on  the  calculus.  I  have  tried  many  ways  of  representing 
the  motion,  but  I  am  afraid  that  there  is  none  more  instructive 
or  easier  than  by  drawing  the  two  sine  curves  as  in  4,  Art.  297. 

Thus  if  the  distance  of  the  valve  to  the  right  of  its  mid  stroke 
when  the  main  crank  makes  the  angle  0  with  its  dead  point  is  y, 

y  =  (i^  sin  {0  +  €i)  +  a^  sin  {20  +  €g) 

expresses  the  motion.  There  is  usually  also  a  small  constant  term 
which  I  have  not  included.  In  well-designed  gears  this  term  is 
practically  0  in  all  positions.  What  is  usually  studied  and  what 
we  have  studied  in  Arts.  297-313  is  the  first  part,  where  a^  is  the 
half  travel  and  e^  the  angle  of  advance  if  the  motion  were  simple 
harmonic.  But  there  is  the  octave  term  with  a  small  half  travel  a^ 
and  an  angle  of  advance  e^*  In  all  radial  valve  gears  studied  by  me 
eg  is  90^  and  a^  can  be  found  by  easy  inspection  of  the  gear  in  any 
position.  But  in  any  case  we  can  find  a^y  e^,  a^,  €,  from  skeleton 
drawing  measurements.  I  give  some  examples  of  this  later  on. 
Let  us  suppose  that  we  know  the  results. 
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Draw  circles  with  radii  OE^  =  a^,  OE^  =  a^ ;  make  the  angles 
GOE^  =  €i  the  angle  of  advance,  and  GOE^  =  Cg.  Divide  the  first 
circle  at  E^a^\ybQ,^  into  24  equal  parts,  and  BM into  24  equal  parts, 
and  project  horizontally  and  vertically  to  get  the  sine  curve.  Divide 
E^ajb^c^;,  &c.,  into  12  equal  parts,  and  BM  into  24  equal  parts.  In 
both  cases  begin  with  0,  and  number  the  points  0,  1,  2,  3,  &c.,  and 
projecting  horizontally  and  vertically  get  the  sine  curve.  Now  add 
the  ordinates  of  A  CPIAS  and  BBB  together  to  get  the  curve,  whose 
ordinate  is  the  true  displacement  y,  distances  from  B  meaning  angles 
or  positions  of  the  crank.  We  can  now  draw  the  outside  and  inside 
lap  lines  as  in  Fig.  261,  and  get  the  positions  of  the  main  crank 
when  admission,  cut  oflF,  release,  and  compression  take  place.  When 
we  use  this  sine  curve  method  of  working,  the  exact  effect  of  the 
octave  is  at  once  evident.  Thus  let  a  student  having  drawn 
A  CPIA^,  as  in  Fig.  295,  now  draw  DDD  on  a  piece  of  tracing  paper. 
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and  let  him  notice  the  different  effects  produced  by  sliding  the 
tracing  paper  (in  fact  altering  eg)  on  the  compound  curve,  and  on 
the  cut  off  at  either  end  of  the  stroke.     In  most  radial  valve  gears 

62  is  nearly  ^.     Hence  the  octave  comes  as  in  Fig.  296. 

If  we  have  no  octave  as  in  Fig.  261,  or  here  in  the  dotted  curve  Fy 
Fig.  296,  it  will  be  seen  that  the  crank  is  in  the  same  positions  in  both 
strokes  when  the  valve  is  at  the  same  distance  from  mid  stroke.  The 
existence  of  the  octave  changes  this,  and  this  is  the  reason  why  all 
link  motions  and  radial  valve  gears  tend  to  cut  off  earlier  in  one 
stroke  than  the  other.  Terms  in  3^  or  b6  would  have  no  such  effect ; 
the  effect  is  due  to  terms  in  20  and  45,  but  practically  we  need  only 
consider  the  fundamental  term  in  0,  and  the  octave  or  term  in  20. 
This  will  become  clearer  if  we  consider  a  radial  valve  gear,  in  which 
I  have  found  the  motion  for  a  certain  grade  to  be  given  by 

y  =  3  sin  (5  +  57)  +  0*3  cos  20 
In  Fig.  296  BM  represents  0  from  0  to  27r,  the  ordinate  from  BM 
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to  the  3ine  curve  jFjP  represents  3  sin  {0  +  57).    The  sine  curve  GG 
represents  0'3  sin  20.    The  ordinates  of  FF  and  GG  being  added 


together,  we   have  y  represented  as   the    ordinate  of   the  curve 
A  BEE. 

The  distances  BL  and  Bl  represent  the  lap  and  the  inside  lap 
respectively,  and  5Z\  BP-  are  the  laps  for  the  other  end  of  the 
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cylinder.  In  this  case  I  have  made  BL  =  BZ^,  and  Bl  =  BP.  Draw- 
ing lines  ae  shown,  we  see  the  effect  of  the  octave  in  causing  the 
admission  a,  and  cut  off  c  to  occur  earlier,  and  the  release  r  and  com- 
pression k  later  for  one  side  of  the  piston,  whereas  for  the  other  side 
a'  and  c'  are  later,  and  r^  and  k^  earlier  than  when  there  is  no  octave. 
On  the  sanie  figure  the  ordinate  of  the  curve  SES  shows  the 
displacement  of  the  piston  from  the  middle  of  its  stroke  for  each 


position  of  the  crank  (connecting-rod  five  cranks  long).  The  dotted 
line  DDD,  which  we  shall  not  use,  represents  what  the  piston  dis- 
placement would  be  if  the  connecting-rod  were  infinitely  long.  These 
displacements  are  aE,eE,  rfand  /:£for  the  admission,  cut  off,  release 
and  compression  on  one  side  of  the  piston,  and  (0-E,  c^E,  r^E,  l(^e  for 
the  other  side  of  the  piston. 

I  have  shown  the  same  results  by  the  oval  diagram  method 
Fig.  297.  The  ordinates  and  abscissse  of  the  curve  CK^BG^A  re- 
present displacements  of  the  valve  to  the  right  of  its  mid  stroke, 
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and  of  the  piston  from  the  end  of  its  stroke,  and  they  are 
measured  from  Fig.  296.  The  distance  -4  a  or  Cc  is  the  lap, 
and  rJB  or  kK  is  the  inside  lap.  The  dashed  letters  are  for  the 
other  side  of  the  piston.  The  student  sees  how  we  arrive  at  the 
hypothetical  diagrams  ^C-BJT  and  A^C^B^K^  for  the  two  ends  of 
the  cylinder.  He  will  do  well,  however,  to  see  what  diagrams 
(drawn  here  as  acrk  and  a^c^r^k^)  he  obtains  if  he  uses  the  ellipse 
QQ,  which,  represents  the  valve  and  piston  motions  as  simple  har- 
monic motions,  and  also  the  diagrams  (drawn  here  as  aypx  and 
d^^fjl^ic^)  if  he  uses  the  oval  curve  FF,  which  represents  the  valve 
motion  as  simple  harmonic,  but  the  true  motion  of  the  piston.  In 
the  present  C£U9e  he  will  see  that  the  octave  in  the  valve  motion 
produces  inequality  of  distribution  on  the  two  sides  of  the  piston  of 
much  the  same  kind  as  that  due  to  the  shortness  of  the  connecting- 
rod,  and  he  will  note  that  we  usually  have  power  to  cause  these 
to  coalesce  or  to  oppose  one  another.  In  the  present  case,  if  both 
motions  are  simple  harmonic,  there  is  symmetry,  see  c  and  c^ ;  but  if 
the  valve  motion  is  simple,  the  shortness  of  the  connecting-rod  makes 
7^  earlier  than  7 ;  to  counteract  this  and  get  C^  later  than  C  the 
octave  in  the  valve  motion  is  very  useful.  The  effect  of  angularity 
of  the  connecting-rod  is  sometimes  opposed  by  giving  different 
amounts  of  lap  and  of  inside  lap  to  the  two  sides  of  the  valve. 

Exercise.  Show  that  when  we  equalise  the  points  of  cut  off 
and  of  release  or  compression  by  inequality  of  the  lap  and  inside 
lap,  we  do  not  equalise  the  other  two  important  events  for  the  two 
ends  of  the  cylinder ;  or,  that  if  the  leads  are  made  equal,  the  points 
of  cut  off  are  unequal.  It  is  not  difficult,  however,  to  show  that  a 
good  approximation  to  equality  in  both  may  be  produced  if  we  drive 
the  valve  through  a  bell  crank  lever. 

316.  Fourier  Analysis.  I  have  in  Art.  302  shown  how  we 
combine  simple  harmonic  motions.  Suppose  that  by  a  skeleton 
drawing  method  or  by  means  of  a  large  model  we  get  the  displace- 
ment of  a  slider  for  each  of  many  positions  of  a  crank ;  it  is,  in  my 
opinion,  essential  for  a  scientific  study  of  a  valve  motion,  to  express 
the  displacement  in  terms  of  a  fundamental  simple  periodic  motion 
and  its  harmonics,  the  octave  being  the  most  important.  I  here 
give  an  example  to  illustrate  how  this  may  be  done  in  any  case. 
The  whole  of  the  work  is  shown  in  the  table,  page  513,  although  the 
example  is  one  in  which  we  are  looking  for  a  fundamental  term 
and  its  three  harmonics,  each  with  an  amplitude  and  a  lead  or  lag. 

In  the  table  the  displacement  y,  of  a  valve  from  a  fixed  point,  is 
given  for  24  different  positions  of  the  crank. 
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To  obtain  the  displacements  of  the  valve  fi'om  its  mean  position, 
find  the  average  of  all  the  24  values  of  y  (in  this  case  I  find  5),  and 
subtract  this  from  each. 

The  resulting  values,  y\  are  given  in  column  A,  Our  aim  is  to 
express  the  valve  s  motion  in  terms  of  the  position  of  the  crank  Q  by  a 
Fourier  series.  We  really  never  need  more  than  two  terms,  but  I  shall 
here  consider  four. 

y  =  «!  sin  (^  4-  ^i)  +  ^2  ^^^  (2^  +  ^o)  +  S  ^^^  (^^  +  ^s) 

+  a^  sin  (45  +  e^ 

Let  the  student  imagine  6  and  y*  to  be  plotted  (from  6  =^  o 
to  6  =  360°)  on  squared  paper.  Then  if  one  half  of  the  curve  fix)m 
180°  to  360°,  is  superposed  on  the  other  half  from  0°  to  180°,  the  1st, 
3rd,  5th,  &c.,  components  in  the  above  expansion  will  be  eliminated 
[this  is  easy  to  see  if  these  components  be  draAvn  separately],  and 
the  resulting  curve  will  be  : — 

y'  =  2[a2  sin  {20  +  e^)  +  a^  sin  (45  +  ej] 

Similarly,  if  the  original  curve  be  divided  into  three  equal  por- 
tions by  lines  perpendicular  to  the  axis  of  5,  and  the  three  parts 
superposed  on  each  other,  the  2nd,  4th,  6th,  &c.,  components  will  be 
eliminated,  and  the  resulting  curve  will  be : — 

y'  =  8(13  sin  (35  +  63). 

It  is  an  easy  exercise  for  the  student  to  prove  this  either  graphi- 
cally or  analytically.  If  he  has  difficulty  let  him  consult  Mr.  Wed- 
more  s  paper  in  the  Proceedings  of  the  Institution  of  Electrical 
Engineers,  1896,  or  General  Sir  R.  Strachey  s  paper  in  the  Proceedings 
of  the  Royal  Society,  May,  1886. 

The  table  shows  how  the  above  method  is  employed  without 
actually  dra>ving  the  curves.  For  instance,  columns  Ay  /,  and  J  are 
the  three  equal  parts  superposed,  and  when  added  give  column  K 
which  is  three  times  component  3.    In  this  case  zero. 

An  examination  of  the  table  easily  shows  how  it  is  all  produced. 

Component  1.  Imagine  column  N  to  be  continued  to  the  top  of 
the  table ;  ordinate  0  will  be  +  2*520 ;  average  of  ordinates,  from 
ordinate  0  to  11  inclusive,  treating  all  as  positive,  is  22*900  -^  12  = 
1'908.     We  use  this  method  of  finding  a^  because  of  the  rule  ; — 

Maximum  ordinate   a^  =  1'908  x  |  =  2*997,  say  3. 

To  get  cj,  smc^  _  2-5161  _ 

shTW  "  T99T  "  ^^^^ 

.-.  €j  =  sin-i  -8395  =  57°9',  say  57°. 
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Component  2.  By  inspection  of  colnmn  JT,  the  maximum  ordinate 

ttg  =  '50  and  cg  =  90^ 

Component  3.  Zero.     See  Column  K. 

Component   4.  Average    of  ordinates    from    0    to    2    inclusive 
=  1725  -r  3  =  0575. 

IF 

Maximum  ordinate  a^  =  -0575  X  -^=  '091. 

By  inspection  c^  =  0. 

Hence      y  =  5  +  3  sin  (^  +  57°)  +  5  cos  2^  +  -09  sin  4fl 
is  the  required  expression. 


i 

1 

^ 

1 

•M 

O 

• 

o 

^ 

0 

0 

y 


IS** 

30 

45 

60 

75 

90 
105 
120 
135 
150 
165 

180 
195 
210 
225 


0 

8-02 

1 

8-37 

2 

8  33 

3 

7-93 

4 

7-34 

5 

6-71 

6 

613 

7 

5-58 

8 

4-99 

9 

4*38 

10 

3-80 

11 

3-34 

12 

2-98 

13 

2-67 

14 

2-34 

15 

2  07 

240 

16 

1-99 

255 

17 

2-25 

270 

18 

2-87 

285 

19 

3-73 

300 

20 

4-68 

315 

21 

5-62 

330 

22 

6-53 

345 

23 

7-35 

mean     )    . 
ordinate  /  '^ 


y  ory-5. 


302 
3-37 
3-33 
2-93 
2-34 
1-71 

113 
0-58 
•01 
•62 
1-20 
1-66 

202 
2-33 
2-66 
2-93 

3  01 
2-75 
213 
1  -27 
0-32 
062 
1-53 
2-35 


B 


C 


A+B. 


2-02 
2-33 
2-66 
2-93 
301 
2-75 

213 
1-27 
0-32 
0-62 
1-53 
2-35 


1-00 
1-04 

067 

0 
-0-67 
-104 

-100 
-0-69 
-•0-33 

0 
+0-33 
+0-69 


D 


£ 


•50 
•52 
•335 

0 

-•335 

-•52 

-•60 
-•345 
-165  I 
0 

+  165 
+  •345 


«  3 


G 


I" 


H 


boo 


-•50 
-•345 
-165 
0 

+  165 
+  •345 


0  0 

•175  0875 

•170  ^085 

0  0 

•170  -085 

•175  -0875 


G  continued 
downwards. 


0 
•0875 
•085 

0 

-•085 

-  0875 


0 


50 

4325 

250 

250 
4325 


50 
-•4325 

-•250 
0 

+  •250 
+  •4325 


M  continued  upwards  ^^ 


0 


-    01 

3^02 

-     62 

3  37 

-1-20 

3-33 

-166 

2-93 

-2.-02 

2-34 

-233 

1-71 

-2-66 

113 

-2-93 

0-58 

being 
A 

being 
A 

Buper- 
posed. 

super- 
posed. 

I 

J 

0 

0 

0 

0 

0 

0 

0 

0 
A  +  I  +  J 
being  3 
times 
compo- 
nent 3 
which 
isO. 
K 


0 

+ 
+ 


50 
52 
335 

335 

52 

50 

345 

165 

165 
345 


D 

re- 
peated. 


M 


-2-520 
-2-850 
-2-995 
-2-930 
-2-675 
-2-230 
-1-63U 
-0-925 
-0155 
0-620 
1-365 
2-005 
A-D 
being 
com- 
ponents 
1  and  3 
or  comp. 
1  only. 

N 


L    L 


514 


THE  STEAM   ENGINE 


CHAP. 


Now  in  a  valve  motion  we  have  no  elaborate  work  like  this.  For 
example,  with  the  numbers  measured  from  a  skeleton  drawing :  Sub- 
tracting the  average,  superposing  and  dividing  by  two  we  get  at 
once  the  results  given. 

317.  Exercise.  Make  a  skeleton  drawing  of  a  Hackworth  (or 
Angstrom)  gear  (straight  slot)  'as  in  Fig.  298.  OA  =  3  inches; 
eccentric  rod  AB  IS  inches ;  BG  =T\  inches,  and  show  that,  for  the 
following  values  of  a  (when  a  is  negative  the  rotation  is  against  the 
hands  of  a  watch)  we  have  the  following  results  obtained  by  my 
students  for  the  vertical  motion  of  C,  I  may  say  that  the  octave 
advance  is  difficult  to  find  exactly  when  the  octave  is  small ;  errors 
of  15  or  20°  are  easy  to  make. 


J* 

Fundamental  Motion. 

OCTAVK. 

Usual  Rule 

OF  Art.  812.  i 

1 

Half  travel.     Advance. 

Half  tmvel. 

Advance. 

Hal/  travel. 

Advance. 

Full 

forward 

1  -51              69" 

•04        1        90" 

■ 

25" 

1 

Full 

[ 

1-47 

56" 

back- 
ward 

1  -51              59" 

-  -04 

90" 

-25" 

1 

Following  the  rule  of  Art.  323  it  is  easy  to  see  that  we  ought  to 
get  the  following  results.     An  octave  with  a  +  amplitude  is  one  like 


Fio.  298. 


what  is  shown  in  Fig.  296,  which  would  produce  earlier  cut  off  on  the 
side  of  the  piston  remote  from  the  crank.  In  every  case  the  ampli- 
tude of  the  octave  is,  roughly 

AC  r^ 

-j^  -jj  tan  a  or  0071  tan  a 

It  is  evident  that  this  is  practically  negligable.  If  a  is  25°,  tan  a 
=  -4663  and  the  amplitude  of  the  octave  is  ±  "OSS  inches.  It  will 
be  noticed  that  my  students  get  ±  '04,  but  it  is  so  small  that 
discrepance  was  certain  to  occur. 
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318.  Exercise.  Hackworth  (or  Marshall  or  Bremme)  with 
slot  of  radius  13^  inches,  its  centre  being  at  the  end  N  of  an  ann  of 
13  J  inches  long,  the  other  end  of  which  is  fixed  at  B*,  Fig.  124. 
The  other  dimensions  as  in  the  first  case  with  straight  slot.  Obtain 
the  following  information  from  a  skeleton  drawing,  a  is  the  angle 
which  the  arm  NB'  carrying  the  centre  N  makes  with  the  vertical  in 
Fig.  124. 


FUKOAXKMTAL  TbBM. 


Half  travel.'   Advance.     Half  travel. 


Full 

forward  i      1*54 
25° 

Full      , 
backward       1  '53 
-25'* 


n'7° 


57 


59' 


Following  the  rule  of  Art.  323  we  find  the  nearly  negligable  octave 

AC 
to  be  0*  071  tan  a,  as  in  the  last  <5ase,  together  with  +  -j^  \  sec^a  of 

Art.  322  or  altogether 

^sec*a  +  0071  tan  a 

If  a  is  25"*,  the  amplitude  of  the  octave  in  full  forward  gear  is 

•128  +  -033  or  161  inches. 

Whereas  in  full  backward  gear  it  is 

•128-  -033  or  095 

Here  again  the  discrepances  fi'om  actual  results  are  negligable. 

Exercise.  The  student  will  do  well  to  take  a  =  ±  25°  in  full 
forward  and  back  gear,  making  the  curvature  of  the  slot  convex  to 
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the  cylinder  and  keeping  to  the  above  dimensions,  but  letting  the 
eccentric  be  with  the  crank  instead  of  being  180**  ahead   of  it; 
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working  the  valve  from  a  poiat  C  in  AB  produced,  and  finding  y  the 
downward  displacement  of  the  value  in  ftiU  forward  and  back  gear 
for  any  angle  0  passed  through  by  the  crank  from  the  dead  point 
position  nearest  the  cylinder.  Should  he  by  mistake  leave  the 
curvature  of  the  slot  concave  to  the  cj-linder  he  will  be  interested  in 
noting  the  very  different  way  in  which  his  octave  occurs. 

319.  Exercise.    Joy  gear.  Fig.  300. 

Crank  OF  8  inches,  connecting  rod  KP  40  inches,  DP  14  inches. 
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AB  16  inches,  BC  8  inches,  D£  24  inches,  DA  8  inches.  Radius  of 
path  of  5  12  inches. 

Taking  a  =  25°  as  full  forward  gear,  find  y  the  downward  (Fig. 
300)  displacement  of  G  when  the  crank  makes  6  with  the  dead 
point  nearest  the  cylinder. 

Ansvjers.  Answers  obtained  by  my  students : — 

1.  When  the  curved  slot  is  concave  towards  the  valve 

?y  =  2-55  sin  (0  +  36°)  +  '35  cos  20 

2.  When  the  slot  is  straight 

y  =  2-3  sin  (0  +  35°)  -  15  sin  20 

3.  When  the  curved  slot  is  convex  towards  the.  valve 

y  =  2"18  sin  (0  +  36°)  -  035  cos  20 
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The  student  will  note  that  the  curved  slot  must  be  concave 
towards  the  valve  to  give  an  earlier  cut  off  in  the  down  stroke. 
The  other  form  aggravates  the  evils  due  to  the  weights  of  moving 
parts  and  angularity  of  connecting  rod. 

I  will  now  proceed  to  give  some  rules  as  to  the  production  of  the 
octaves  in  valve  motions. 

3&0.  Propositions  concerning  the  Creation  of  Ootaves. 

I.  Prove  that  if  there  are  three  points  A  GB  in  a  straight  line 

keeping  their  distance  apart ;  if  a  and  h  are  the  displacements  of 

A  and  B  resolved  in  any  particular  direction,  the  displacement  of  c 

in  the  same  direction  is 

GB       .GA 

'^''ab  +  ^ab 

In  my  book  on  Applied  Mechanics,  I  show  that  if  from  a  point  0 
we  draw  OA"  and  OB"  to  represent  in  clinure  and  magnitude  the 
<iisplacements  of  A  and  B ;  join  A^B"  and  divide  A"B^  in  (7*  in  the 


sr    c 
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proportions  in  which  the  link  is  divided  in  G\  then  0(7"  shows  the 
elinure  and  magnitude  of  Cs  displacement. 

By  projecting  these  displacements  on  a  line  in  any  direction  from 
Oy  the  above  proposition  is  proved. 

II.  In  any  standard  position  of  A  GB  let  parallel  rectangular  co- 
ordinate axes  be  drawn  through  Ay  G  and  j&,  and  let  these  points  at 
any  time  be  at  the  distances  x^,yi\x,y\  x^,  y^  from  their  respective  axes ; 


uc^irfr 
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the  proposition  I.  may  be  used  to  find  x  and  y  from  x^,  x.^  and  j/p  y.j. 

III.  If  the  motion  of  A  is  known  and  if  the  path  of  Bs  motion 
is  known  we  can  find  the  motions  of  B  and  of  G, 
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Choose  the  initial  position  of  A  B  as  the  common  axis  of  ar^  and 
x^  and  let  -4^  =  L  Let  <f>  be  the  angle  which  the  link  A^B^  makea 
with  the  standard  position  AB, 

/  sin  <^  =  yg-yi 

/  cos  ^  +  iCj  =  /  +  Xg 

y^  is  a  known  function  of  x^ 


Then 


.  (*?*)+ ( 


i  +  ^'i- 


^)' 


and  from  this  1/2  ^^^  ^2  ^^7  ^^  found  in  terms  of  y^  and  a^^. 

We  shall  in  future  neglect  small  terms. 

IV.  If  A  the  end  of  a  long  rod,  AB  of  length,  AB  =  I  has  «v 
simple  harmonic  motion,  in  what  I  shall  call  the  vertical  direction 
AOA\ 

Such  that  OA  =  y  =  a  sin  qt. 

where  a  is  small  compared  with  / ;  and  if  B  has  motion  at  right 
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angles  to  AOA^  in  the  direction  OB,  which  I  shall  call  horizontal » 
what  is  B's  motion  ? 

OB  =  /  cos  <f> 

OA  =  a  sin  5<  =  /  sin  <f> 


cos 


0-'='^  1- 72-sinV 


Vfl2  ^2 

1  —  -Tg-  sin*^^  r=l-~  —  BiD^qt 


a 


since  -^  sin^j^  is  supposed  to  be  always  small ;  now 


V' 


sin^  qt  ^  ^  —  \  cos22^ 
so  that  OB  =  /  —  j^  +  y^  cos  2^^ 
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which  is  a  S.  H.  motion  of  amplitude  -r-.y  the  middle  point  being  at  a 


a^ 


distance  from  0  equal  to  Z  —     . 

A  very  little  thought  will  show  that  however  the  S.  H.  motion  of  A 
may  be  stated  (that  is,  from  whatever  instant  we  may  count  time) 
B  is  at  the  ends  of  its  stroke  when  A  is  at  either  end  or  the  middle 
of  its  stroke. 

If  we  take  OA  =  a  sin  {qt  +  e)  it  is  easy  to  see  that 


a^   .  a* 


OB  =  I-  JJ  +  ^ cos 2(qt  +  e) 
Hence  if  e  =  90°  so  that  if  OA  =  a  cos  qt 


a^       a* 


0B  =  i-:^-:^<^o.2it 

Notice  that  if  the  motion  oiA  has  a  small  harmonic,  the  effect  of 
this  is  a  very  greatly  reduced  octave  of  it  in  J5's  motion,  and  it  may 
usually  be  neglected. 

If  motion  of  B  to  the  right  of  its  mid  position  be  called  positive, 
when  is  the  positive  displacement  of  B  greatest  ?  Answer.  When  A 
is  at  its  mid  stroke  ;  half  way  up  or  half  way  down. 

If  0  is  not  the  middle  point  in  -4's  motion,  it  will  be  found  that 
ffs  motion  has  the  frequency  of  A  with  an  octave. 

V.  In  the  case  of  IV. ;  every  point  m  AB  has  a  vertical  simple 
harmonic  motion  synchronous  with  ^'s  motion  and  proportional  to 
its  distance  from  B. 

VI.  Any  kind  of  periodic  motion  of  the  same  period  as  -4's  may 
be  given  to  B  by  letting  the  path  of  -4  be  a  curved  path. 

VII.  Whatever  be  the  actual  path  of -4,  if  it  has  a  symmetrical 
simple  harmonic  vertical  motion,  so  that  y  =  a  sin  qt ;  the  vertical 
motion  of  any  point  in  ^J5  follows  the  rule  V. 

VIII.  If  A  has  a  small  horizontal  periodic  motion,  x^  =X0»  ^*^ 
motion  is  what  it  was  before  ;  but  in  addition  it  has  the  horizontal 
motion  of  A,  or  B*s  displacement  is 

IX.  If  A  describes  a  circular  path  of  radius  r  with  uniform 
speed.  Let  the  angle  that  OA  makes  with  the  upward  drawn 
vertical  from  0  at  any  instant  be  called  0, . 

x^  =  r  sin  0,y^  =  r  cos  0 
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or  counting  time  from  when  0  is  0 

x^  =  r  sin  qt,  y-^  =  r  cos  qt. 


Therefore 


r^  .  r^ 


OB  =  I  —  —  +rsin$^—  j^cos2j^» 


Of  course  OB  expresses  the  motion  of  a  piston  if  the  connecting 
rod  is  of  length  I  and  the  crank  is  r. 
X.  If  A  describes  a  path  such  that 


rCj  =  «!  sin  qt+m  sin  {2qt  +  e^ 
y^  =  6j  cos  qt+n  sin  (2qt^ + eg) 


&.' 


ft  2  .  ^ 

OB=l—  ^+  asin2^+msin(2g^  +  €i)  —  ^oos2qt. 

XI.  If  in  X.  instead  of  B*a  path  being  straight  and  horizontal  it 
is    still  straight,  but  makes  an  angle  a  with  the  horizontal;    its 

mid  point  being  as  before  in  the 
horizontal  from  0.  Neglecting  small 
terms,  the  horizontal  motion  of  £  is 
the  same  as  before,  and  if  x^  is  its 
horizontal  distance  from  the  mid  point 
and  y^  its  vertical  distixnce, 

^2  =  ^2  tan  a. 
Thus   the   octave   in  y^   does   not 
play  any  part  in  B'a  motion,  a  most 
important  fact  to  remember. 

XII.  If  A  has  a  vertical  displacement  from  Ag  equal  to  y  =  a  sin  ^^ 
and  is  centred  about  the  point  0,0 A  being  \  which  is  great  com- 
pared with  a  and  OAo  is  horizontal,  find  x  or  AD,\cos(f>—x,\  sin  ^ 
—  y  =  aamqt. 


Fig.  804. 


X 


""^V^-  ^sinV=\-  |x"^i\^^®^^^ 


That  is,  the  horizontal  motion  of  A  is  simple  hannonic  of  half  the 
period  or  twice  the  frequency  of  the  vertical  motion. 

Hence,  if  instead  of  ^*s  path  being  horizontal  it  is  in  the  arc  of  a 
circle,  whose  average  direction  is  horizontal  as  in  Fig.  305,  it  is 
evident  that  in  moving  from  M  to  F,  this  up  and  down  motion  is 
very  nearly  a  simple  harmonic  motion  which  will  be  exactly  reversed 
if  the  dotted  path  is  followed. 

XIII.  If  instead  of  £  moving  in  the  straight  path  of  XI.  it  moves 
in  an  arc  of  a  circle,  Fig.  306,  with  the  average  slope  a  and  radius  X, 


jcxviii  VALVE    MOTION   CALCULATION  521 

the  upward  motion  of  jB  is  what  it  was  in  XL  together  with  what  it 
would  be  if  the  average  slope  of  the  arc  of  the  circle  were  0  multi- 
plied by  sec.  a.  That  is,  if  the  fundamental  part  of  the  horizontal 
motion  has  an  amplitude  a,  the  vertical  motion  is  x^  tan  a  +  an 

octave  of  amplitude  jr-  sec.  a,  if  X  is  great  compared  with  a. 

XIV.  To  illustrate  how  octaves  may  be  created  or  destroyed  by  a 
reversing  lever.  The  ends  of  a  link  A  and  B,  Fig.  307,  move  in  the 
straight  lines  CBy  CA ;  if  B  has  a  simple  harmonic  motion  along  BG 
what  is  -4's  motion  ?  The  easiest  way  of  putting  this  is : — If  ^  C  be 
called  horizontal,  B  has  a  simple  harmonic  motion  of  amplitude  6, 
say,  which  is  of  amplitude  h  cos  a  horizontally  (and  this  motion  A 
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iias  also)  together  with  one  of  amplitude  h  sin  a  vertically.     Now 

such  a  vertical  motion  (see  Proposition  IV.)  of  B  produces  an  octave 

6^  sm^  CL 
in  A  whose  amplitude  is  -^    aj\     together  with  a  fundamental  which 

I  shall  here  neglect.  We  see  therefore  that  a  simple  harmonic  motion 
in  either  A  or  B  produces  a  simple  harmonic  motion  in  the  other, 
together  with  an  octave  whose  amount  depends  upon  the  angle  a.  If 
the  path  of  ^  or  of  jB  is  a  short  arc  of  a  circle  we  have  practically  the 
same  effect.  So  that  either  A  or  B  may  be  the  end  of  a  bell  crank 
lever. 

321.  It  is  of  no  use  paying  particular  attention  here  to  the  actual 
signs  of  the  terms.  No  student  can  remember  them,  but  it  is  evident 
that  in  all  vertical  and  horizontal  motions  of  the  guided  pins  in  links 
whose  average  directions  are  parallel  to  or  at  right  angles  to  the  line 
of  centres,  being  driven  by  a  uniformly  rotating  crank,  we  have 
fundamentals  of  the  same  period  which  are  in  +  or  —  synchronism  or 
are  \  period  apart,  that  is,  they  can  be  expressed  all  as  +  sin  gt  or  +  cos 
g^  with  amplitudes  quite  easy  to  find,  together  with  octaves  which 
reach  their  positive  or  negative  maxima  when  qt  or  6  is  o,  that  is. 
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when  the  driving  crank  is  in  the  direction  of  the  line  of  centres. 
Any  point  intermediate  therefore  between  two  guided  pins  has  a 
vertical  or  horizontal  motion  intermediate  between  ±  sin  ^^and  Hh  cos 
qt  Say  a  sin  (qt  +  e^)  together  with  an  octave  +  a^  cos  2  qt.  If 
this  is  the  motion  of  a  slide  valve  we  see  from  Fig.  296  the  nature  of 
the  distribution  of  steam  caused  by  it ;  we  see  that  the  gear  may  be 
arranged  to  admit  steam  longer  at  one  end  of  the  stroke  than  at  the 
other,  that  we  may  cause  it  not  merely  to  counteract  the  effect  of  the 
angularity  of  the  connecting  rod,  but  to  more  than  counteract  it- 
We  saw  that  a  single  eccentric  on  a  modem  vertical  engine  where  the 
cylinder  is  above  the  crank,  gives  more  admission  in  the  down  stroke 
because  of  the  angularity  of  the  connecting  rod,  whereas  we  want  just 
the  opposite  effect  on  account  of  the  downward  acting  weights  of 
moving  parts.  This  may  be  counteracted  to  some  extent  by  giving 
more  lap  on  the  upper  side  of  the  valve,  but  it  may  also  be  done  by 
getting  a  proper  octave  in  the  valve  gear. 

I  have  here  given  the  general  principles  which  guide  us  in  the 
study  of  any  such  gear.  Unless  as  part  of  one's  routine  drawing  oflBce 
work  it  is  hardly  necessary  to  apply  these  principles  to  the  detailed 
study  of  any  particular  gear.  I  am  inclined  to  think  that  instead  of 
solving  puzzles  in  this  way,  it  is  better  to  make  a  skeleton  drawing,  to 
measure  the  displacement  of  the  valve  for  equal  angles  passed  through 
by  the  crank;  calculate  the  fundamental  and  octave  by  the. rule  of 
Art.  316,  now  alter  the  gear  and  repeat,  thus  seeing  how  the  altera- 
tion affects  the  octave. 

Although  I  dislike  the  study  as  a  misuse  of  one's  faculties,  I  will 
indicate  here  how  some  such  gears  may  be  taken  up. 

322.  Radial  Valve  Qear.  The  Octave.  If  the  above  prin- 
ciples are  remembered  it  will  be  found  that  an  easy  (although 
possibly  a  slightly  tedious)  inspection  of  a  radial  valve  gear  gives 
the  octave.  In  the  Hackworth,  Fig.  299,  with  curved  slot  at  B, 
or  its  equivalent  with  the  swinging  link  or  in  the  Joy  gear,  the 
vertical  motion  of  G  is  practically  that  of  the  valve,  and  in  so  far  as  the 

AC 
octave  part  is  concerned  it  is  the  fraction  —tr*^^  the  vertical  octave 

in  B, 

The  crank  being  dX  OK  and  piston  in  highest  position  the  eccentric 
is  at  0^,  let  us  say,  and  the  valve  would  be  in  the  condition  which  we 
studied  in  Art.  312  (neglecting  the  octave  which  the  straight  slot 
would  also  have),  only  for  BB^  which  is  evidently  the  amplitude  of  the 
octave  ;  this  then  gives  us  at  once  Fig.  296,  and  when  the  engine  is 
reversed  we  have  the  same  effect.     Whereas,  if  the  slot  had  been 
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curved  with  the  concavity  downwards,  the  other  way,  we  ehould  have 
had  just  the  opposite  eflfect,  the  octave  being  negative  in  the  top 
position  of  the  piston. 

The  octave  is  a  maximum  at  a  dead  point.  It  is  easy  to  see  in  the 
same  way  that  if  0  is  in  -4^  produced,  as  it  is  in  the  Joy  gear  and  in 
varieties  of  the  Hackworth  (called  often  Marshall  or  Bremme)  gear, 
when  the  eccentric  is  with  the  crank  and  not  180°  ahead  of  the  crank, 
we  have  just  the  opposite  rule  as  to  curvature.  A  slot  convex 
towards  the  cylinder  gives  an  octave  like  that  of  Fig.  296,  giving 
earlier  admission  and  cut  off  on  the  side  of  the  piston  remote  from 
the  crank. 

In  all  cases  we  may  take  it  that  roughly  the  octave  produced  by 

AG      7^ 
the  curvature  is  j-^  •   x/p  ^^^  ^»  ^^  ^  ^^  ^^^  eccentric  radius  and  R  is 

the  radius  of  the  slot  or  curved  path  of  B  and  a  is  its  average  in- 
clination to  the  line  0-B',  Fig.  299.  This  rule  is  not  very  exact  if  a 
is  much  greater  than  20''  as  new  harmonics  then  come  in,  but  these 
are  easy  enough  to  study.  It  will  be  found  that  this  is  practically 
the  whole  of  the  octave  to  be  studied  in  the  Hackworth  gear.  Of 
course  we  can  create  another  octave  by  using  a  short  rod  connecting 
C  with  the  valve  rod.  Indeed  I  feel  that  I  ought  to  have  said  more 
about  this  rod,  but  the  octave  produced  by  its  shortness  is  easily 

stated  by  Proposition  IV.  to  be  ^  sin  {26  —  90°)  if  \  is  the  length 

of  the  rod.  It  counteracts  the  effect  of  a  slot  concave  to  the  cylinder. 

When  we  know  that  a  slider  in  an  engine  has  a  simple  harmonic 

motion  in  any  direction,  we  settle  on  what  we  shall  call  the  positive 

side  of  the  motion :  1st,  we  find  a  the  amplitude  ;  2nd,  we  find  what  is 

the  displacement  when  the  crank  is  at  dead  point  (I  always  take  the 

inner  or  cylinder  side  dead  point).     If  we  call  this  a  sin  a   then 

the  displacement  is 

a  sin  {6  +  a) 

in  the  positive  direction. 

Instead  of  the  second  measurement  above,  I  sometimes  find  as* 

my  second  measurement  the  position  0  of  the  main  crank  when  the 

positive  displacement  first  reaches  its  highest  value.    This  is  often  a 

much  easier  thing  to  do  if  we  have  the  engine  before  us  and  we  can 

turn  it  round ;  if  this  is  0\  then  what  I  have  called  a  above,  is 

90  -  e\ 

333.  Now  let  us  consider  any  gear,  say  the  Hackworth,  Fig.  298, 
with  straight  slot. 

I.  In  vertical  or  horizontal  motion,  A  has  no  octave. 
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II.  Horizontal  motion  of  B ;  positive  distances  are  measured  ti> 
the  left  of  mid  position. 

1st.  B  has  A*s  horizontal  motion  considered  in  VII.,  Art.  320. 

2nd.  B  has  a  horizontal  motion  due  to  -4*s  vertical  motion.     S€?e 

r^ 
IV.  of  Art.  320.     Its  amplitude  is  ^-,  where  I  =  AB,  and  it  reaches 

its  maximum  value  when  A  is  at  the  top  or  bottom. 

III.  Downward  vertical  motion  of  B,  This  is  the  horizontal 
motion  multiplied  by  tan  a.     For  the  octave  part  its  amplitude   is 

r2  .  .  . 

vt  tan  a  and  it  reaches  its  maximum  downwards  when  A  is  either  at 

the  top  or  the  bottom. 

IV.  The  downward  fundamental  motion  of  C  we  have  studied   in 

AG     r^ 
Art.  312.     The  octave  has  an  amplitude  -  ,, .  y  .  „  tan  a,  and  reaches 

^  An  ^AB 

its  maximum  when  A  is  highest  or  lowest,  that  is,  whether  A  is  180° 

from  the  main  crank  or  is  synchronous  with  the  main  crank.     In  the 

one  case  C  is  between  A  and  B.   In  the  other  case  it  is  in  -4  J5  produced, 

but  this  is  of  no  consequence.     In  both  cases  we  evidently  have  the 

■  octave  coming  as  in  Fig.  296.^ 

3 £14.  Let  us  take  the  Joy  gear  with  straight  slot.   I  assume 

that  students  know  the  Joy  gear,  Fig.  300,  that  the  path  of  D  is  like 

an  ellipse,  the  lower  end  of  which  is  blunter  than  the  top,  and  also 

that  they  have  noted  the  character  of  -4's  path.     The  study  of  Z>'s 

motion  is  the  best  preparation  for  the  study  of  -4's. 

The  centre  line  of  engine  in  the  figure  is  vertical.  Positive 
vertical  displacement  is  downwards.  Positive  horizontal  displact^- 
ment  is  to  the  right. 

1st.  Let  E  have  only  a  horizontal  motion  and  let  B  move   in  a 

straight  slot.     We  seek  for  the  octave  only.     What  is  the  amplitude 

of  C's  vertical  motion,  and  when  is  it  a  maximum  downwards  ?     Or 

when  P  is  at  its  dead  point,  nearest  K,  what  is  (7s  displacement 

downwards  ? 

.  I.  (1)  i>  horizontally  has  no  octave.     Vertically  its  fundamental 

motion    is   that   of    P;   vertically    downwards  D    has   jSTs    octave 

DP  B? 
diminished,  or  an   amplitude    wp  xr*  ^^^  it  is  at    its  maximum 

downwards  when  d  is  90. 

*  Mr.  Harrison,  whose   excellent  paper  {Proc.  Inst.  C.E.,   1893),   ought   to  be 

referred  to,  has  pointed  out  to  nie  that  the  octave  due  to  the  shortness  of  rod  A  B, 

AC      r^ 
Fig.  299,  is  really  "^^  '  ^rj^  tan  a  (cos  26  -  tan  o  .  sin  2^). 
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II.  (2)  E  has  i>'s  horizontal  motion,  with  an  octave  of  amp- 
litude  -r^.-Fi  which  reaches  its  maximum  to  the  right  when  D  is  most 

up  and  down,  that  is  at  P's  dead  points. 

Ill  (1)  -4  has  i>'s   horizontal  motion  with  the  addition  of  an 

AD      IP 
octave,  a  fraction  of  -ff*s,  or  one  with  an  amplitude  yjz .  .  „  .^.     This 

gives  to  -S  a  vertical  octave  of  amplitude  ^ 

AD    B^ 

ED  iED  ^^"  "* 

which  reaches  its  maximum  downwards  at  the  dead  points. 

AE 
IV.  (2)  A  has,  vertically,  a  fraction  ^tt^  of  2>*s  whole   vertical 

motion  and  of  course  of  its  octave ;  that  is,  the  vertical  octave  of  A 

AE       DP     "R^ 
has  an  amplitude  ^ttf.    .    tft.    t^   and  it  is  at  its  maximum  down- 
^  ED       KP    4Z 

wards   when   0  is   90.     Also  -4  s   vertical   fundamental   motion  of 

AE 
amplitude   ^^  R  produces  a  horizontal  octave  of  B,  of  amplitude 

( -TT^   R\   -t  ^  AB  and  multiplying  this  by  tan  a  we  get  a  vertical 

octave  in  B  which  reaches  its  maximum  when  0  =  90°. 

Now  an  octave  which  is  at  its  maximum  positively  when  tf  =  90 
is  at  its  maximum  negatively  when  ^  =  0. 

Considering  the  vertical  octaves  of  A  and  B  we  see  that  A  has  an 

AE  DP    72^ 
octave   whose    amplitude   is   -=r^    -tfj:.    j-^  and  reaches   this   value 

^  ED    KP  4Z 

negatively  when  ^  =  0. 

AD    B? 
B  has  octaves    ^tft  rrtn  ^^  ^>  ^^^  when  5  =  0. 

AE^    B?^ 
-T — yj^ — j^  tan  a,  negatively  max  when  5  =  0. 

Hence  C  has  an  octave  of  amplitude. 

AC     /AD    _^     __     A^      ^\  _     CB^    AE     DP    ^ 

AB     \ED     A^ED  4>ED^     ABJ   ^^^  "^         AB    ED     KP    4Z 

which  reaches  this  value  downwards  at  the  dead  points.  Therefore, 
this  gear  will  produce  a  motion  like  what  is  shown  in  Fig.  296.  If 
the  rod  working  the  valve  is  of  length  X  and  if  the  half  travel  of  A 

horizontally  is  r,  there  is  another  octave  jr-  sin  (25  —  90°). 

It  is  evident  that  this  sort  of  work  is  more  tedious  to  read  than 
to  work  out  by  oneself. 
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In  either  the  Marshall  or  Joy  gear  we  have  already  seen  the 
effect  of  curving  the  ilot. 

What  is  the  effect  of  E  moving  in  an  arc  instead  of  a  straight 

AD 

line  ?    Evidently  E  has  a  vertical  octave  ;  A  has  the  fraction  -pjz  of 

this,  and  C  has  the  fraction  -j-^  -^^  of  it.    We  can  make  it  reach 

either  a  +  or  —  maximum  at  the  dead  point  by  having  the  swinging 
link  which  carries  it,  centred  above  or  below  E, 

When  the  point  C  is  not  exactly  in  the  straight  line  connecting 
A  and  B  or  in  AB  produced  we  get  an  effect  to  which  I  have  not 
referred,  but  which  it  is  quite  easy  to  study  by  skeleton  drawing  and 
the  method  of  Art.  316. 

326.  Octaves  in  Link  Motioni.  Probably  tens  of  thousands 
of  skeleton  drawings  have  been  made  showing  the  motion  of  a  valve 
worked  from  linkages,  but  we  have  had  no  systematic  study  of  valve 
motions  leading  to  easy  rules.  I  venture  to  think  that  my  method 
of  studying  the  octave  will  yield  good  results.  Unfortunately  I  have 
never  yet  taken  up  the  subject  thoroughly  ;  every  session  when  I 
have  been  on  the  point  of  obtaining  simple  generalisations  from  my 
students'  work,  other  matters  have  claimed  my  attention.  What  I 
shall  give  here  is  useful,  but  only  in  the  way  of  suggestion. 

My  method  is  this :  first,  study  the  motion  to  find  the  frinda- 
mental  S.  H.  motion  as  in  Arts.  306-8.  Now  make  a  skeleton 
drawing,  tabulate  the  displacements  for  twenty-four  equidistant 
positions  of  the  crank  and  find  the  octave  as  in  Art.  316.  Alter  the 
motion  and  see  what  its  effect  is  upon  the  octave,  and  compare  the 
result  with  the  considerations  of  Art.  316.  It  would  not,  indeed,  add 
greatly  to  the  work  to  find  in  each  case  the  terms  in  d,  20,  and  3^. 

It  is  true  that  a  person  expert  in  dealing  with  trigonometricsil 
expressions  might  be  able  to  obtain  the  terms  by  making  judicious 
approximations;  unfortunately  the  very  qualities  that  go  with 
expertness  in  mathematics  are  usually  those  that  prevent  a  man's 
being  able  to  judge  as  to  what  terms  he  may,  or  may  not,  reject 
during  the  working  out  of  a  practical  problem.  I  venture  to  offer 
the  following  as  a  suggestive  method  of  dealing  with  links. 

3fle.  Oooch  lalnk  Motion. — Optn  Eccentric  Rod^. — Assume  that  the  link 
CC^,  Fig.  308,  is  straight  and  that  its  middle  point  F  or  G  has  a  horizontal 
motion  in  O  0^  ^  ^'  is  the  symmetrical  position  of  the  link  ;  A  B,  A^  B^  are  in 
the  lines  joining  A  and  A  ^  i^ith  the  two  eccentric  centres,  when  symmetrical 
each  making  the  angle  /9  with  the  line  of  centres  00.     Let  CFO^  be  ^. 

Find  y  or  PQ  the  horizontal  displacement  of  a  block  which  keeps  at  the 
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distance  OQ=a  from  00*.     Let  the  eccentricity  of  each  eccentric  be  r  and 
length  of  link  AA^=^CC^=2\. 

Approximation  (1).     Assume  thfit  if  the  displacements  AC  and  ^^C^  are 
projected  on  NM  and  N^M^  vfe  get  AB=x  and  A^B^=a^j  which  are  the  simple 


Fio.  808. 


harmonic  displacements'which  would  occur  along  these  lines,  the  eccentric  rods 
being  assumed  to  be  infinitely  long.  In  fact,  if  a  is  the  advance  of  either 
eccentric  and  $  is  the  angle  which  the  main  crank  makes  with  its  dead  point 
position  remote  from  the  link  in  the  direction  of  motion  of  the  liands  of  a 
watch,  and  neglecting  the  octaves  which  are  very  small 

a? = r  {sin  (o + /3  +  tf )  -  8in(a  + /3)} 

a;^ = rjsin  (o + /3)  -  sin  (a  + /3  -  0)} 

Notice  that  x^  is  to  the  left  and  x  to  the  right. 

By  projecting  horizontally  and  vertically,'  or  by  simple  geometry,  making 
O  (P-  the  hypotheneuse  of  a  right  angled  triangle  with  horizontal  and  vertical 
Hides,  joining  F  with  the  right  angle  and  projecting  the  horizontal  base  upon 
N^M^ ;  or  in  other  ways  ;  it  is  easy  to  show  that 


cos 


j,_    ^  +  ^^     PQ^  ^{co8(i|f-/8)-sini8[- 
'^     2Xcosi8'  "    co8)8 


so  that  y=  a  cot ^-FO, 


*  By  projection  we  get 


X  sin  4'= A  +  a;  sin  /S  -  CB  cos  )3 
X  cos  \^ = i^O  +  a;  cos /3  +  (7B  sin  i9 
X  sin  y> = X  -  a;  sin  /3  +  C^B^  cos  jS 
X coe^=  - /"fy+a:* COB /B  + O'^J sin /B 


Eliminate  CB  and  C^B^ 
X  cos  ( 4^  -  jB) = X  sin  /B  +  iJ'Gf  cos  iS  +  a: 
xcos(i^  +  /3)=  -Xsin/S-i^Ocos/B  +  z^ 

2x  cos  iff  COS /8  =  X  +  x^ 
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Approximation  (2).  Let  cot  Ur=  —. — -  =  — i^^'l.—  =  cos  i^(1  +  A  cos  *4f) 

smifr       ^l-cosV  ^        ^         ^ 

because  cos  i^  is  a  small  quantity  ;  then  if  we  let 

X  x^ 

and be  called  X  and  X^ 

cos  /3  cos  fi 

cos  fi 

Approximation  (3), -sin  /8(sin  4^  - 1 )  =  ix  tan  i3  cos  '^ 

and  hence 

y=  ~{X  +  X^){1  +  i  cos  ^)  +  X-  i{X  +  X^)  +  Jx  tan  /3  cos  V 

Now  on  the  ordinary  rough  theory  of  Art.  306  the  value  of  y  is 

A+o  „     X-a 
2X^"    2X 

Hence  if  I  use  y^  to  mean  our  new  y  -  old  roughly  approximate  y  ; 

It  is  to  be  noted  that  a+jS  is  what  may  be  called  the  true  advance  of  the 

ends  of  the  link.     If  we  let  X  +  X^,  which  is  2r8in  6 ^ — -  be  called  u  sin  $, 

cosi8  I-  » 

we  have 

y'=  "g'^a  sin  »a  +  i  ^  taniS.  sin«« 

Now  sin  ^6  is  ^  -  4  cos  2(?,  and  sin  '0  is  j^  sin  0  -  ^  sin  ^$ 

1    »2 

Hence  neglecting  the  constant  term  +  75  —  tan  fi 

lb  X 

3  atfl  au?  1   u* 

or  y'=  g5  -i-  8.n»-  -  -  tanflcosSM-  g^*]^.  8in3« 

Taking  some  usual  numbers 

r  =  3  inches,  a  =  30",  2x  =  15  inches,  ecc.  rods  24  inches. 

Sin  i3=  g^-^  =  -278  nearly  so  that  3=  I6''-12,  tan  /3=  -2890 

-  cos(o  +  jB)  -  cos 46" '12  ^  __  .  ,«  «^  -  «^  , , 
iu  =  2/'  -^-—  =6  -  —  ,^  =4-33,  /*2=1875,  /*»=80-14 
'^  cos/3  cos  16-12  '^  '  '^ 

yi  =  -OOOrt  sin  e  -  0  0450  cos  20  -  -OOSa  sin  30. 

The  terms  in  0  and  30  are  really  of  no  importance  ;  they  are  symmetrical  and 
produce  the  same  effects  for  the  two  ends  of  the  cylinder  ;  they  are  small.  The 
term  in  20  is  also  small.  What  thero  is  of  it  is  just  the  reverse  of  what  is  shown 
in  Fig.  296.  But  the  longer  admission  on  one  side  of  the  cylinder  than  the 
other  is  ho  little  marked  that  we  may  almost  take  this  gear  to  be  completely 
represented  by  the  rough  theory  of  Art.  306.  Notice  that  the  octave  '045  cos  ^ 
is  of  the  same  amount  for  all  grades  of  expansion,  and  is  therefore  most  important 
where  the  fundamental  motion  is  small,  that  is,  at  the  high  grades  of  expansion. 
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When  the  octave  is  so  small  as  this,  it  is  comparable  with  the 
small  octaves  in  x  and  a;^  which  we  neglected,  and  whose  amounts  are 
known  to  us  from  Art.  304,  or  from  the  considerations  of  Art.  320. 
It  is  quite  easy  to  calculate  the  addition,  but  I  prefer  to  neglect  it, 
and  indeed,  the  whole  octave  is  negligable,  as  we  must  not  attempt 
too  much  accuracy  when  the  quantities  are  so  small.  The  constant 
term  in  each  case  is  very  nearly  the  same,  and  if  this  were  a  real 
valve  gear  I  should  calculate  from  if-  the  limits  of  motion  of  the 
valve. 

327.  Slipping  of  Block.  In  any  link  motion  it  will  be  noticed 
that  suspension  by  a  reversing  link  means,  that  whatever  slipping 
occurs  has  a  frequency  twice  as  great  as  the  fundamental  motion. 
If  the  amplitude  of  the  slip  is  8  it  evidently  means  that  there  is  a 
part  of  the  motion  which  is  nearly 

TS 

^^—  sin  (20  +  7)  cos  (a  +  y8)  sin  0, 

where  a  +  /S  is  the  real  angle  of  advance  in  full  gear,  and  X  is 
the  half  length  of  the  link.  This  is  because  the  effect  is  to  be  con- 
tinually altering  slightly  the  respective  fractions  of  the  end  motions 
which  any  intermediate  point  possesses. 

This  is  a  small  term  which  may  be  written  as 

T8 

2\^ 0  """^  ^"^  "^  ^^  ^^^^  ^^  +  'y^  "  ''''^  (^^  +  ^^'^• 

As  it  involves  0  and  35  and  not  20  or  45,  it  is  a  symmetrical 
term  which  has  no  practical  effect  on  the  valve  motion,  slipping  is 
only  objectionable  on  account  of  the  wear  and  tear  that  it  produces. 
We  see  that  it  must  greatly  simplify  our  study  of  link  motions  if  we 
can  le^ve  out  of  account  all  effects  due  to  slipping  of  the  block ; 
specifying  the  motion  of  the  valve  as  being  practically  the  same  as 
the  horizontal  motion  of  a  point  in  the  link,  which  is  the  average 
position  of  the  block. 

328.  From  considerations  of  the  above  kind  it  is  easy  to  show  that  the  octave 
is  of  no  practical  importance  in  any  of  the  six  kinds  of  link  motion,  if  the  middle 
of  the  link  has  truly  a  horizontal  motion,  and  if  the  proportions  are  what  they 
usually  are  in  locomotives.  It  is  only  when  the  eccentrics  have  as  great  throws 
and  lengths  of  link  and  short  rods  as  I  have  only  seldom  seen  them  even  in 
marine  engines,  that  the  octave  is  of  practical  importance  if  the  middle  of  the 
link  is  guided  to  move  nearl}-  in  a  straight  line.  When  indeed  the  paths  of  the 
points  approach  some  of  the  shapes  shown  in  Fig.  287,  we  always  have  important 
octaves.  I  should  say,  however,  that  the  best  way  of  obtaining  an  octave 
sufficiently  large  to  be  really  useful  would  be  to  have  short  eccentric  rods  with 
large  throws  and  a  long  link.  It  seems  also  that  the  construction  for  finding 
the  octave  for  any  position  of  the  gear  in  any  link  motion  is  almost  exactly  tlie 
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same  as  that  used  in  finding  the  fundamental  (Art.  307,  and  I  give  such  a 
graphical  rule  in  the  note)  ^  if  it  were  not  for  the  considerations  of  Art.  305, 
which  show  that  the  method  of  suspension  destroys  the  usefulness  of  any  such 
rule. 

3ftQ.  The  following  results  obtained  by  my  students  will  show  how  im- 
portant the  usually  neglected  terms  become  when  eccentric  rods  are  short.  In 
every  case  the  forward  and  back  eccentrics  have  throws  of  3  inches,  30* 
advance,  lengths  of  rods  12  inches,  slot  10  inches  long,  radius  of  slot  12  inches. 

The  horizontal  displacement  y  of  the  block  is  measured  from  an  arbitrary 
zero. 
1^  =  A  +  a  sin  (6  +  o)  +  6  sin  {2Q  +  /S)  +  c  sin  (38  +  y)  +  d  sin  (48  +  8). 

The  values  of  the  constants  are  not  given  in  the  following  table,  when  they 
are  very  small.     The  angles  a,  3,  7,  8  are  given  in  degrees. 
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zontally 
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(xraphical   rule,    Art. 
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Mid 
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the  gear  the  ^-^^^^^  Half 
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motion 


»> 
»» 
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gl     from     a     reversing  Half        ,, 
c      link  11"  long,  itself  Mid  gear      . 
g.1     supported   from  an  Half  backward 
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1  Graphical  rule  for  the  octave,  assuming  that  A  and  B  move  in  paths  parallel 
to  EO  Fj  the  line  of  centres  of  an  engine.  When  the  crank  is  at  dead  point  O  />, 
Fig.  308a,  let  the  eccentrics  be  at  oaand  o  b  working  the  link  A  B.  Goa=.a=^Hoh 
the  angles  of  advance.  We  have  seen  how  to  find  the  fundamental  S.H.M.  of  C 
Now  to  find  its  octave.     Draw  G  O H  perpendicular  to  DOE. 

As  in  Art.  303,  make  0  A'  ^  C  B'  =  length  of  eccentric  rod.    Let  A'O  B  be  called 
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I  must  confess  that  what  I  have  put  before  students  on  this 
subject  is  not  its  complete  study,  but  only  suggestive  of  how  it  may 
be  studied.  Mr.  Harrison  has  now  arranged  for  me  a  large  model 
which  may  quickly  become  either  a  Stephenson,  Gooch,  or  Allan 
link  motion,  which  automatically  draws  either  its  own  oval  diagram, 


Ci 


A'     A 


JL 
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■IT 


Fio.  8(H)A. 
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or  a  curve  showing  y  and  6,  In  a  short  time  we  hope  to  be  in  a 
position  to  say  with  certainty  exactly  how  the  octave  enters  into  the 
valve  motion  with  each  of  these  gears  with  any  method  of  suspension 
of  the  link,  but  I  am  not  sure  that  skeleton  drawing  ma}^  not  be 
better,  and  I  have  shown  how  easy  it  is  to  get  results  by  means  of  it. 

<^i,  and  let  BOE  be  calle<l  ^  Make  A"0  E=2  (a  +  <^i),  B"OE=  2  {a-\-<t>^).  Let 
Oa  =  Ob  =zr. 

.Make  OA"  =  r^l^A'O,  OB'  =  ry^B'H. 

Join  A"B'  and  divide  in  G*  in  the  proportion  in  which  C  divides  the  link.  Then 
the  displacement  of  C  from  such  a  line  &&  0  0  ffiB  a  very  nearly  constant  term,  plus 
the  fundamental  S.H.  displacement  found  in  Art.  303,  together  with 

OC  cos  2  (a  +  EOC")- 
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CHAPTER  XXIX. 

INERTIA  OF   MOVING   PARTS. 

330.  There  are  two  kinds  of  problem  worked  by  students. 

Ist.  To  find  the  forces  acting  at  the  cross  head  and  crank  pin  in 
every  position  of  the  engine. 

2nd.  To  find  the  forces  acting  between  the  earth  .and  the  frame 
of  the  engine,  and  to  diminish  them  by  balancing. 

The  first  of  these  is  very  important  if  we  consider  the  wear  and 
tear  of  the  engine.  The  changes  in  turning  moment  on  the  crank 
shaft  are  quite  unimportant.  The  second  has  become  very  important, 
because  of  the  vibrationB  set  up  in  the  ground  or  in  a  ship.  In 
slow  speed  engines  neither  of  them  is  of  much  importance. 

The  general  principle  of  balancing  may  be  put  in  this  way« 
Only  for  varying  pressures  in  steam  pipes,  a  very  small  matter,  the 
resultant  force  in  any  direction  on  the  frame  work  of  the  engine  due 
to  steam  pressures  is  zero.  There  is  a  moment  acting,  the  nearly 
constant  moment  with  which  the  machinery  driven  by  the  crank 
shaft  resists  motion,  and  this  is  balanced  by  a  moment  from  the 
ground  upon  the  frame.  We  need  not  now  consider  steady  force*; 
like  this ;  we  are  concerned  with  forces  due  to  relative  motions  of 
parts   of  the  engine. 

Now  consider — if  we  had  no  friction,  and  no  force  of  steam,  and 
no  external  force — the  engine  revolving.  Suppose  its  weight  were 
exactly  balanced ;  that  it  was  free  to  move  in  any  direction  whatso- 
ever. Then  the  frame  will  move  in  such  a  way  that  "  the  centre  of 
gravity  of  the  whole  engine  may  not  have  any  motion."  This  gives 
us  one  of  the  best  points  of  view.  For  you  will  notice  that  in 
an  actual  engine  we  do  not  give  to  the  frame  the  above  freedom, 
and  so  we  prevent  its  centre  of  gravity  from  keeping  fixed.  If  we 
know  the  motion  of  the  centre  of  gravity,  we  know  from  the  simple 
law  of  motion  what  forces  must  be  exerted  on  the  frame  by  the 
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earth.  Now  what  we  aim  at  in  balancing  is  this,  that  .as  an  engine 
moves,  its  centre  of  gravity  shall  remain  in  the  3ame  point  relatively 
to  the  fmme  of  the  engine.  There  is  another  condition  also  to  be 
fulfilled — the  moment  of  momentum  of  the  engine  about  any  axis 
must  remain  constant. 

Another  way  of  putting  it  is  this : — 

If  any  portion  of  mass  m  has  acclerations  0:,  ij,  i  in  three  direc- 
tions, regard  mxy  my,  mi  as  forces  in  the  three  directions,  the 
resultant  of  all  such  forces  is  the  force  exerted  on  the  whole  engine 
by  outside  bodies ;  or  as  the  frame  of  the  engine  is  itself  fixed,  it  is 
the  force  with  which  the  frame  (icts  on,  the  moving  part.  Or  if  we 
find  the  resultant  for  any  part  or  p&rts  of  the  engine  this  is  the  force 
with  which  outside  things  act  on  this  part  or  parts. 

For  every  moving  part  we  have  forces.  A  piston,  piston  rod,  and 
cross  head  move  together  and  may  be  considered  together  as  giving 
rise  to  or  requiring  forces  in  one  direction,  and  every  sliding  piece 
has  to  be  considered  in  the  same  way.  Rotating  pieces  are  easily 
balanced  by  each  other  or  with  the  help  of  pieces  put  on  for 
balancing  purposes.  Pieces  like  connecting  rods  give  most  trouble, 
because  of  their  curious  angular  motions. 

331.  Balancing  Rotating  Parts.  Any  portion  of  stuff  of 
mass  m,  whose  centre  of  gravity  revolves  at  v  feet  per  second  in  a 
circle  of  radius  r  feet,  exerts  a  centrifugal  force  mv^jr  pounds 
radially  ;  and  we  know  that  an  equal  and  opposite  centripetal 
force  of  this  amount  must  be  acting  upon  the  body.  If  the  body 
has  an  angular  velocity  of  a  radians  per.  second,  the  force  is  mah'. 
If  we  apply  this  rule  to  every  small  portion  of  a  rotating  body,  so 
as  to  get  the  loads  due  to  centrifugal  force,  we  can  afterwards  cal- 
culate the  stresses  produced.  In  this  way  we  find  the  strengths 
of  rotating  objects  such  as  fly  wheels  and  coupling  rods.  Also  we 
find  the  forces  which  must  be  exerted  at  the  bearings  to  balance 
the  centrifugal  forces;  we  have  easy  problems  in  statics  which 
may  be  worked  graphically  or  arithmetically.  If  the  axis  of  rota- 
tion passes  through  the  centre  of  gravity  of  the  whole  of  a  body 
attached  to  a  shaft  with  two  bearings,  the  pressure  on  one  bearing 
(due  to  centrifugal  force)  is  at  every  instant  equal  and  opposite  to 
the  pressure  on  the  other,  and  by  placing  masses  in  proper  positions 
the  pressures  on  both  bearings  may  be  reduced  to  nothing.  Thus, 
for  example,  if  the  centres  of  gravity  of  two  masses  are  directly 
opposite  to  one  another  on  a  shaft,  they  may  be  made  to  balance 
When  not  opposite,  they  do  not  balance,  but  two  masses  may  balance 
one,  which  is  directly  opposed  to  the  resultant  force  of  the  two. 
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Exercise.  Show  that  if  there  are  masses  A  and  By  whose  centres 
of  gravity  are  at  distances  OA  and  OB  from  the  axis  0  in  a  plane  at 
right  angles  to  the  axis,  they  produce  the  same  effect  as  a  mass  1  at 
0(7,  if  00'  is  the  diagonal  of  the  parallelogram  of  which  OAA^  and 
OBB^  are  the  sides,  where  OA^  =  A'OA,  OB^  =  BOB,  and  that  we 
may  use  a  mass  C  at  C  in  the  line  OCC^  if  COG  =  0C\ 

Exercise.  Show  that  a  mass  ^  +  -B,  in  the  position  of  the  centre 
of  gravity  oi  A  +  B  will  produce  the  same  effect. 

Exercise.  Show  that  if  there  are  masses  A,  B,  C,  i>,  &c.,  on  a 
wheel,  then  a  mass  A  +  B  +  C  +  D  +,&c.,  in  the  position  of  the 
centre  of  gravity  of  -4,  B^  C,  2?,  &c.,  will  produce  the  same  centri- 
fugal force. 

It  is  interesting  to  mount  an  axle  to  which  a  wheel  is  keyed, 
upon  a  not  very  rigid  frame ;  fix  a  small  mass  on  the  wheel  any- 
where, and  rotate  rapidly.  Even  with  small  weights  the  effects  of 
want  of  balance  are  very  evident,  and  it  is  very  easy  by  attaching 
other  weights  to  the  same  wheel  to  show  the  principles  of  balancing. 
It  does  not  at  first  come  home^to  a  student  that  the  effect  of  centri- 
fugal force  in  a  badly  balanced  machine  may  be  very  great,  and  so 
he  ought  to  work  a  few  exercises  like  the  following. 

Exercise.  What  is  the  centrifugal  force  due  to  a  body  of  20  lbs, 
at  3  feet  from  an  axis,  revolving  at  500  revolutions  per  minute  ? 

Answer,  mah*  becomes  wm^  -r  2,937  if  w  is  weight  in  pounds 
and  n  revolutions  per  minute.  Hence  we  have  a  force  of 
20  X  3  X  25  X  10*  r  2,937  or  5,122  lbs.  acting  in  every  direction 
as  the  mass  whirls  round. 

Exercise.  A  connecting  rod  5  feet  long,  crank   1   foot.      The 

connecting  rod  weighs  400  lbs.,  and  its  centre  of  gravity  is  2 J  feet 

from  the  crank  pin;   we  take  it  that  in  many  inertia   effects,    it 

2}  X  400 
may  be  regarded  as  consisting  of  -^— = or  220  lbs.  situated  at  the 

24-  X  400 
crank  pin,  and    ^     or  180  lbs.  situated  at  the  cross  head.     The 

crank  (including   the  non-symmetrical  part   of  the  shaft  near  the 

crank)  weighs  150  lbs.,  and  its  centre  of  gravity  is  4  inches  from  the 

4 
axis;  this  is  equivalent  in  its  centrifugal  force  to  150  X  y^  or  50  lbs. 

existing  on  the  crank  pin.  Altogether,  then,  we  have  220  -|-  60  or 
270  lbs.  on  the  crank  pin.  What  is  the  centrifugal  force  due  to  this 
when  the  speed  is  250  revolutions  per  minute  ? 

Answer.  270  x  1  x  250^  ^  2,937  =  5,745  lbs. 

332.  When  a  crank  goes  round  uniformly,  if  the  connecting  rod 
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were  infinitely  long,  the  motion  of  the  sliding  mass  would  be 
simple  harmonic.  In  this  ease  the  acceleration  of  the  mass  is  always 
directed  towards  the  middle  of  its  path ;  it  is  proportional  to  dis- 
tance from  the  middle,  being  greatest  at  the  ends,  and  at  the  ends  it 
is  equal  to  the  centripetal  acceleration  of  the  crank  pin. 

Exercise.  If  the  piston  and  cross  head  weigh  460  lbs.,  and  we 
include  the  above  180  lbs. ;  if  the  connecting  rod  were  infinitely  long ; 
what  are  the  forces  due  to  the  reciprocating  motion  at  the  end  of  the 
stroke  ? 

Answer.  Exactly  equal  to  the  centrifugal  force  of  the  same  mass 
at  a  radius  equal  to  that  of  the  crank  pin ;  or  13,620  lbs. 

If  we  speak  of  the  line  of  action  of  the  engine  as  horizontal,  note 
that  the  reciprocating  forces  are  horizontal,  and  cannot  be  exactly 
balanced  except  by  other  reciprocating  forces. 

A  mass  M,  with  simple  harmonic  motion  of  amplitude  r,  may  be 
exactly  balanced  just  at  the  ends  of  the  stroke.  To  do  this  we 
regard  it  as  a  mass  Jf  on  a  crank  pin  7\  But  we  have  merely  con- 
verted a  horizontal  action  into  an  equal  vertical  action ;  all  horizontal 
forces  are  balanced,  but  the  vertical  forces  due  to  the  balance  weight 
are  unbalanced.  As  the  cross  head  of  an  engine  has  not  a  simple 
harmonic  motion,  we  cannot  balance  even  in  this  way  all  the  hori- 
zontal forces.  In  a  locomotive  it  is  thought  well  to  balance  all  the 
horizontal  forces  [a  common  English  rule  is  to  balance  only  two- 
thirds  of  the  reciprocating  forces  in  this  way],  and  as  this  can  be 
done  approximately  by  rotating  pieces,  which,  however,  introduce 
vertical  forces  of  their  own,  we  put  up  with  these  as  being  less 
pernicious  than  horizontal  forces.  There  can  be  no  doubt  that  when 
this  is  done  so  that  the  horizontal  forces  alone  are  balanced,  there  is 
less  of  a  tugging  action,  and  consequently  the  coal  bill  is  considerably 
diminished.  One  great  objection  to  the  method  is  that  the  pressure 
of  the  wheel  on  the  rail  varies  greatly.  For  example,  the  highest 
speed  of  an  English  locomotive  was  attained  in  1885  ;  it  was  85  miles 
per  hour  [same  highest  in  America ;  greatest  average  speeds  for  over 
600  miles  were — English,  64*1 ;  American,  64*9].  The  driving 
wheel  was  85  inches  in  diameter.  Exercise  :  Show  that,  disregarding 
slip,  the  highest  speed  was  340  revolutions  per  minute ;  also,  taking 
the  above  balance  weight,  the  lifting  force  on  each  wheel  was 
10,630  lbs.,  or  nearly  5  tons  every  revolution.  Now  this  in  itself 
would  greatly  produce  slipping  and  make  it  exasperatingly  difficult 
for  a  driver  to  get  a  greater  speed,  but  the  effect  may  be  enormously 
magnified  as  the  forced  vibrations  get  to  be  more  in  time  with  the 
natural  vibrations  of  the  engine.     The  highest  speeds  can  really  only 
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be  reached  with  perfectly  balani^ed  engines,  and  by  Art.  348  we  see 
that  there  must  be  at  least  three  cylinders  driving  the  same  crank 
shaft  for  even  a  fairly  good  balance  to  be  obtained. 

333.  The  rules  for  the  balancing  of  locomotivei  are  per- 
fectly simple.  We  imagine  all  the  moving  mass,  piston,  piston- 
rod,  cross-head,  and  the  whole  of  the  connecting  rod  as  existing 
at  the  crank  pin.  We  add  to  this  a  mass  which,  existing  on  the 
crank  pin,  would  be  equivalent  in  its  centrifugal  force  to  that  of 
the  crank.  In  the  same  way,  we  imagine  the  valve  and  all  that 
moves  with  it,  the  whole  of  the  eccentric  and  half  the  link,  &a,  as 
existing  at  the  eccentric  disc  centre.  Thus  all  the  moving  masses 
are  represented  by  rotating  masses  on  the  crank  shaft.  Again,  the 
masses  of  all  coupling  rods  are  imagined  to  exist  on  their  pin  which 
rotates  with  the  crank  shaft,  and  as  we  can  usually  change  the 
angular  position  of  this,  the  coupling  rods  may  be  made  to  exercise 
a  great  balancing  action.  In  inside  cylinder  engines  we  let  the 
coupling  rods  balance  all  the  other  parts.  If,  instead  of  considering 
only  horizontal  forces,  we  considered  vertical  forces,  it  would  be 
necessary  to  think  of  the  actual  positions  of  the  centres  of  gravity  of 
these  coupling  rods ;  neglecting  this,  means  the  neglect  of  a  surging 
couple  due  to  the  vertical  forces. 

Exercise.  A  mass  m  whose  centre  of  gravity  is  at  the  distance  r 
from  the  axis ;  it  is  between  two  wheels  at  the  lateral  distances  l^ 
and  /g,  what  masses  on  these  wheels  will  balance  it  ? 

Ansiccr.  Imagine  the  balancing  masses  to  have  their  centres  of 
gravity  at  the  same  distances  r  from  the  axis.     Their  amounts  are 

^—m  and  ^ — f—j-m;    the   greater   being   on   the   nearer   wheel. 

Their  centres  are  at  180''  from,  and  are  in  the  same  plane  with  that 
of  the  mass  to  be  balanced  and  the  axis. 

Exercise.  In  the  above  case  let  the  mass  be  outside  the  space 

between  the  wheels.    The  two  masses  are  now  .     ^  ,  m  and  -, — ^—.-7n. 

The  mass  on  the  nearer  wheel  is  therefore  larger  than  the  mass  to 
be  balanced  and  is  at  180°  from  it.  The  mass  on  the  farther  wheel 
is  0  from  the  mass  to  be  balanced.  The  rules  adopted  then  are 
evidently  the  elementary  rules  for  finding  the  equilibrant  or  resultant 
of  pdmllel  forces.  When  we  have  found  the  balancing  masses  on  a 
pair  of  wheels  for  all  the  rotating  parts,  we  can  now  replace  a 
number  of  masses  on  a  wheel  by  means  of  a  single  mass ;  we  can  also 
have  it  near  to  or  far  from  the  centre.  When  it  is  large,  it  is  usually 
distributed  over  two  or  three  spaces  between  the  wheel  spokes,  that 
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the  tire  may  not  be  unduly  strained.     In  wheels  of  cast  steel  (Fig« 
61)  it  is  part  of  the  wheel. 

334.  In  the  following  exercises  neglect  the  valve  motion;  the 
cranks  are  at  right  angles.  JR  is  the  length  of  the  crank  ;  r  the  dis- 
tance of  centre  of  gravity  of  any  balance  weight  from  the  centre  of 
its  wheel ;  c  the  distance  apart  of  the  centre  lines  of  the  cylinders ; 
d  the  distance  apart  of  the  wheels,  or  rather  of  the  centres  of 
gravity  of  the  balance  weights  placed  on  the  wheels :  w  the  total 
weight  (referred  to  the  crank  pin)  of  each  crank  itself  plus  the  piston, 
piston-rod,  cross  head,  slide,  and  connecting  rod ;  A  the  angle  which 
the  position  of  the  centre  of  gravity  of  a  balance  weight  makes  with 
the  near  crank,  W  the  balance  weight  on  one  wheel. 

Exercise  1.  Inside  cylinders,  uncoupled  wheels.    Answers, 

„_         wR      , ^        .      d  —  c 

Exercise  2.  Outside  cylinder  engine,  uncoupled  wheels. 
Answers. 

W^  —  ,A  =  180^ 

335.  The  rules  for  the  balancing  of  rotating  parts  are  very  easily 
illustrated  by  a  piece  of  laboratory  apparatus.  A  frame  is  sup- 
ported by  three  long  spiral  springs  so  as  to  be  very  easily  moved  in 
any  direction.  On  it  there  is  a  spindle  which  may  be  driven  at 
any  speed  by  a  little  electromotor  which  is  also  on  the  frame.  A 
number  of  brass  discs  on  the  spindle  allow  of  weights  being  fastened 
to  them  in  all  sorts  of  positions. 

It  is  my  intention  to  complete  this  apparatus  by  letting  a 
spindle  drive  one  or  more  sliders  by  means  of  cranks  and  connecting 
rods,  but  I  do  not  yet  know  to  what  extent  it  ^vill  prove  valuable  in 
teaching.  It  ought  to  prove  of  much  greater  value  than  the  other, 
because  the  balancing  of  the  forces  due  to  sliding  pieces  is  not  nearly 
so  simple  as  a  matter  of  calculation. 

336.  Motion  of  Cross  Head — Oheneral  Propositions. 

1.  If  a  crank  JB  represented  by  OB,  Fig.  309,  working  a  slider  with 
an  infinitely  long  connecting  rod,  makes  an  angle  0  with  its  dead  point 
position  OA^  and  goes  round  uiiiformly  at  q  radians  per  second,  or  n 
revolutions  per  minute,  or  if  the  pin  B  is  travelling  at  v  feet  per  second ; 
BG^  or  -40  is  the  displacement  of  the  slider  from  the  mid  position  ; 
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£A  represents  its  velocity  to  such  a  scale  that  GO  represents  r  or 
qB  or  -^^-  JS  feet  per  second;  BG^  represents  the  acceleration    to 


such  a  scale  that  ^^O  represents  z?7^  or  g'^i?  or  ^-^tt^   E  feet     per 

second  per  second. 

2.  If  the  connecting  rod  is  of  length  /.     Let  the  slider  be  to  tht* 
left  hand  of  A^    Draw  an  arc  HOH;Y'\g,  309a,  with  a  radius  equal  to 


Fig.  30i)A. 


the  length  of  the  connecting  rod,  its  centre  in  OA^  produced.     Make 
(r/ =  0/=  GI  =  2Gff:  also   take   it   that  there   is   no   correction 
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needed  when  the  crank  is  at  45"*  from  its  dead  point.  That  is,  find 
the  points  C  and  C^  such  that  00  or  OC^  =  707  OG,  Now  draw  a 
curve  1010*1.  If  the  connecting  rod  is  five  or  more  times  the  crank, 
an  arc  of  a  circle  through  ///  will  do  very  well.  But,  if  the  rod  is 
of  less  length,  the  curve  10 10^ I  is  not  an  arc  of  a  circle,  it  is  more 
nearly  that  of  a  parabola.  Anyhow,  it  is  easy  to  draw,  since  we  have 
five  points  in  it  and  know  its  symmetrical  shape. 

We  may  take  it  that  for  any  position  B  of  the  crank  pin  ;  x  the 
displacement  of  the  slider  from  its  mid  position  is  not  represented  by 
BG^y  but  by  BH^ ;  and  if  the  rod  is  not  less  than  three  and  a  half 
times  the  crank,  or  even  if  it  is  a  little  less,  the  acceleration  is  not 
represented  by  BG^  but  by  BT^.  The  construction  for  the  velocity  is 
not  so  simple.  An  approximate  rule  like  this  is  only  of  importance 
during  the  study  of  this  subject,  as  a  useful  way  of  putting  one's 
ideas.     It  is  hardly  needed  for  practical  purposes.     The  rule  for  the 


displacement  is  of  course  correct,  and  is  well  known.  I  have  used 
a  loop  curve  which  takes  the  place  of  the  line  A^OA^  for  velocity 
measurements,  but  these  are  not  nearly  so  often  required  as  the 
other  two ;  besides,  it  is  not  so  easily  remembered.  The  distance 
B  V  represents  the  velocity. 

337.  The  following  algebraic  work  will  enable  a  student  to  look 
at  the  matter  from  another  point  of  view,  and  ought  to  be  used  to 
test  the  above  rule. 

Let  2>C  =  s  (Fig.  310). 

Projecting  on  the  line  of  centres  and  at  right  angles  to  this  we  get 

s  +  I  cos  0  +  r  cos  6  =  I  +  r\ 

I  sin  ^  =  r  sin  ^  j-  .     .     .     . 

As  from  the  second  of  these 


(1) 


1  —  -p-  sin^O 


sin  ^  =  -^  sin  0,  cos 
substituting  in  the  first  we  eliminate  <f>  and  get 

5  =  r  (1  -  cos  d)  +  Z  ■  1  -  .y  1  - 


.2 


/2 


sin2(9 


(2) 
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Or  if  X  is  the  distance  to  the  left  of  the  middle  of  the  stroke,  so 
that  r  —  s  =  X,  and  ii  6  =  qt  where  q  is  the  angular  velocity  in 
radians  per  second. 


a;  =  r  cos  9^  —  Ml— a/1—  -ig-  sin^  qt  \  . 


(3) 


r2 


If  /  is  not  less  than  5  times  r  we  may  treat -^  sin^  qt  as  so  small 

a  quantity  that  Vl  —  a  =  1  —  ^  a  .  and 

r- 
X  =•  r  cos  qt  —  ^.  sin^  qt    ,.,..,     .     (4) 

But  2  sin^  qt  =  1  —  cos  2qt,  and  hence 

X  =  r  cos  2^  —  -jT  (1  —  cos  2^0    ...     (5) 

To  the  student  of  periodic  motions  in  general,  this  form  is  verj^ 
satisfactory.     He  sees  that  the  motion  of  a  slider  worked  from  a 

uniformly  rotating  crank  by  a  connecting  rod  is  a  simple  harmonic 

o  2'7r 

motion   of  frequency  /  =  ^  or  of  periodic  time  t  =  — ,  together 

with  an  octave,  as  a  musician  might  call  it,  a  harmonic  of  twice  the 
frequency  and  of  smaller  amplitude.  The  velocity  v  and  accelera- 
tion a  are  then 

'^  =  -ff   =  —  2*'i  sin  qt  +  ^sin  2}^  v   .     .     .     (6) 


dv       (Px  of  r 

a  =^  -r.   =;772   ~  ""2^1  ^^^  qt  +  -j  cos  2qt 


(7) 


Thus  ii  I  =  5r,  we  see  that  in  the  displacement  x,  the  octave  has 
an  amplitude  only  one-twentieth  of  the  fundamental ;  in  the  velocity 
the  octave  term  is  one-tenth  of  the  fundamental.  Whereas  in 
the  acceleration  the  octave  term  is  as  much  as  one-fifth  of  the 
fundamental.  In  fact,  any  departure  fi*om  simple  harmonic 
motion  is  very  greatly  accentuated  in  the  acceleration;  a  matter 
of  some  importance  to  us  in  these  days  of  high  speeds  of  reciprocating 
machinery. 

338.     Eacerclse  for  a  Class  of  Students, 
Draw  Fig.  309.   When  the  main  crank  makes  the  angle  $  with  its  dead  point 

x=r^co8e-~{l~cos2$)^=BH,  Fig.  311. 

doc  T 

—  =r=  -rg(sin  «+  ^sin  2^)=  -B  V 


dtX  f 

-.A  =a=  -i^q^coa  $+  r-cos  2tf)=  -BL 


Let  r=  1,  q  =  l. 
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I.  Let  l=5r.  Let  a  studeat  calculate  for  various  values  of  0,  BHf  BI,  and 
BV,  or  rather  let  him  plot  the  distances  HG\  IG\  and  B  V,  Take  0=0,  10^ 
20%  &c.,  right  round  to  360. 

II.  Let  Z=4r  and  repeat. 

III.  Let  l=Sr  and  repeat. 

IV.  Let  l=Qr  and  repeat. 
V.  Let  /= lOr  and  repeat. 

In  each  case  let  him  test  with  what  accuracy  the  curve  of  Art.  336  represents 
his  results,  and  to  what  extent  he  may  depend  upon  correctness  when  an  arc  of 
a  circle  is  used.  Fig.  309a  shows  the  result  obtained  by  one  of  my  students  when 
Vr=4. 

It  is  an  excellent  exercise  for  students  to  make  a  diagram,  Fig.  312, 
in  which  the  distances  BH^  are  abscissae  and  the  distances  BP  are 
ordinates,  taking  them  from  such  a 
diagram  as  Fig,  309a,  Or  they  may 
proceed  as  follows : — 

339.  Acmirate  Practical  Rule. 
— It  will  be  found  by  the  formula 
of  Article  340  that  the  accelerations 
at  the  two  ends  of  the  stroke  are, 
accurately, 


?('*?) 


Fio.  811. 


being  greater  at  the  end  remote  from 

the  crank ;  v    is   the   velocity   of  the 

crank   pin ;  r  the   length  of  the    crank    and   I  the   length    of  the 

connecting  rod.     Also,  when  0  is  90°  (Fig.  310)  the  piston  is  the 

distance  I^mJ  t^^r^  to  the  right  of  its  mid-stroke,  and  its  acceleration 

is  then 

Thus  in  the  case  of  Art.  58,  if  x  is  distance  to  the  left  of  the  mid- 
stroke;  if  r  =  1-25  feet,  /  =  6*25  feet,  and  the  crank  makes  120 
revolutions  per  minute,  we  find 


e 


0 
90 

180 


X 


l-2o 

0125 

1-25 


accel.  in  feet 

per  secoud  i>or 

second. 


-237 
39-5 
158 


Many  people  merely  recollect  the  accelerations  at  the  ends,  and 
assume  that  the  acceleration  is  0  when  the  crank  and  connecting  rod 
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are  at  right  angles.     This  rule  is  easy  to  remember,  easy  to  apply, 
and  is  wonderfully  true  except  for  very  short  connecting  rods. 

Sometimes  the  following  exact  rule  is  employed  to  get  the  inter- 
mediate point  of  no  acceleration,  but  I  am  afraid  that  I  am  making- 
too  much  of  the  matter,  for  in  using  these  results  I  shall  neglect 
friction  and  other  things  of  much  more  importance  than  small  errors 
here,  x  is  distance  of  piston  to  the  left  of  mid-stroke  when  there  is 
no  acceleration,  the  crank  being  r  feet  long ;  /  is  the  length  of  the 
connecting  rod  in  feet. 


l/r 


2        '        3 


5 


6 


x/r 


•380 


•289 


•230 


189 


160 


8 

10 

•122 

•100 

To  find  these  numbers  from  the  formula  of  Art.  340  is  an  easy 
mathematical  exercise. 

If  the  connecting  rod  were  infinitely  long  the  acceleration  in 
any  position   would   be   exactly  proportional  to  distance  fix>ni    the 


Fio.  812. 


middle  of  the  path,  and  would  always  be  towards  the  middle  ;  and 
the  diagram  of  accelerations  would  be  the  straight  line  ST  (Fig. 
812),   A^S  =  A,,T  representing  197-5  feet  per  second    per  second. 

If  we  take  the  case  when  -  =  5  tabulated  above,  and  r  =  1*25  feet, 


r 


the  diagram  of  accelerations  is  the  curve  QP'B. 

A^A^  represents  the  length  of  the  piston  stroke,  A^  being  nearer 
the  crank.  I  have  made  Misrepresent  —  237,  AJR  represents  +  158, 
and  where  OA^  is  01 25  feet  I  have  let  A^P^  represent  39"5  and 
drawn  by  hand  the  curve  QP^E. 

3  40.  After  equation  (3)  of  Art.  337 ,  we  adopted  an  approximation 
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of  great  interest  to  students  of  periodic  motions  and  mechanisms  in 
general.  But  in  the  study  of  a  particular  mechanism,  like  the  crank 
and  connecting  rod,  it  is  sometimes  thought  well  to  do  more  than 
take  a  first  approximation.  For  myself,  I  do  not  think  it  necessary 
to  discuss  small  errors  in  this,  regarding  the  many  other  things  that 
we  neglect,  but  for  the  sake  of  the  weaker  brethren  I  give  the 
following  construction : — 

Starting  with  either  (2)  or  (3),  and  differentiating  twice  and  remembering 
as  before  that  B=qf,  we  find  the  acceleration 


to  be- 


4ir 


•  ?tV  f  mco82e+m^  sin*  $  \ 

JOul         ■*"     (1-M'^8in«e)»^   /     • 


3600 

when  m  stands  for  r/l. 

The  student  had  better  work  out  also 

cP^  4ir*?i*       m(  1  -  w*)  sin  0 


(3), 


di' 


3600     {i-m^ain^ey^'^ 


fPx 


The  value  of  -— ^  ought  to  be  worked  out  for  the  following  values  of  $,     It 

is  evidently  the  same  for  two  values  of  B  equally  distant  from  O""  or  180"*.  So  that 
if  we  know  it  for  (^  =  40%  it  is  the  same  foT$=  -  40  ;  if  we  know  it  for  6=  160**,  it 
is  the  same  for  6  =  200". 

0=0%  accelerations  -   ^^^  I  ^  "^ 7  / 


0  =  180^,  acceleration  = 

0  =  45% accelerations  - 
0=1 3o°,  acceleration  — 
0=9O\  acceleration  = 


3600 
4ir*7t-r 


3600 

4ir*»V 

3600 
4ir'nV 


3600 
4ir»wV  /  P 


('-9 

;{■-(¥-■) 


-»/=»\     1 
-»/«\     1 


3600 


(I--,)- 


Exercise.  Test  the  method  of  construction  described  in  Art.  336.  To  do 
this,  notice  that  the  horizontal  distance  from  the  curve  ///  to  000'  represents 
the  term  in  the  above  expressions  which  differs  from  what  there  would  be 
with  an  infinitely  long  connecting  rod.     Let  ^4^0,  Fig.  309a,  be  called  1,  and  let 

4ir'72^7* 

— — -TT  be  called  1 ;  then  it  is  easy  to  calculate  that  the  horizontal  distances 

from  III  to  G  OG  Are  M  follows  r—distance  from  I^  on  the  left  to  O^  on  the 
right  being  taken  as  positive. 


0 

f/r 

=  10 
•100 

//r=6 
-167 

l/r=ry 

-•250 

//r  =  3 

1 

O 

-•200 

•333 

45^ 

•000 

-•001 

-  -002 

-•004 

-•010 

90° 

+ 

•100 

•169 

+  •204 

+  •258 

+  •353 

135" 

000 

-•001 

-■002 

-•004 

-•010 

180^ 

— 

•100 

•167 

-•200 

-  -250 

-•333 
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If  the  student  will  try,  he  will  see  that  the  easy  rule  of  Art.  336,  is  Buffi- 
ciently  accurate  for  all  practical  purposes  until  the  connecting  rod  is  less  than 
four  times  the  length  of  the  crank.  Even  when  it  is  so  short  as  only  three 
times  the  crank,  the  error  is  not  great. 

341.  Many  ircometrical  constraetions  have  been  given.  I  do  not  say 
that  the  following  one  is  better  than  another.  I  am  no  good  judge,  because  I 
never  use  any  of  them  myself.  Indeed,  I  do  not  like  to  see  a  student  using  any 
of  them,  as  I  consider  the  very  simple  method  of  Art.  338  not  only  accurate 
enough,  but  very  much  better,  because  it  keeps  important  general  principles 
before  one's  mind. 

^^  is  the  connecting  rod,  BO  the  crank,  OA  the  line  of  centres.  Prodnce 
^  ^  to  meet  in  F  the  perpendicular  OF.     With  J  the  middle  of  the  connecting 


Fig.  313. 


rod  as  centre,  describe  KBL  meeting  the  circle  KFL  whose  centre  is  B,  in  K 
and  L.     Join  KL^  cutting  -4  O  in  if  and  ABin  H, 
To  prove  that 

1.  Velocity  of  piston  in  feet  per  second  =  q'FO  if  FO  is  measured  in  feet. 

2.  Acceleration  of  piston  in  feet  per  second  per  second  ^  q^'MO  it  MO  is 
measured  in  feet. 

In  fact  if  50  represents  the  centripetal  acceleration  of  the  crank  pin,  MO 
represents  the  acceleration  of  the  piston  on  the  same  scale. 

3.  Angular  acceleration  of  connecting  rod,  or  —J^=q'^'HM/AB, 

Draw  AC  perpendicular  to  AO,  and  let  it  meet  OB  in  C.  Draw  CD 
parallel  to  ^  0,  and  FD  at  right  angles  to  A  BF. 

From  iTdraw  HG  parallel  to  OF,  and  join  OF.  Prove  as  a  geometrical 
exercise  that  G^^  is  parallel  to  A  0. 

Note  that  the  figures  FGHMOF  and  A  OFDCA  are  similar,  and  OB  in 

the  one  is  similarly  placed  to  CB  in  the  other,  so  that  7^5 =7^^  or  —htT  ~  ^^ 
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1.  The  rod  AB  has  G  for  its  instantaneouH  centrCi  for  CA  is  at  right  angles 
to  ^'s  motion,  and  CBO  is  at  right  angles  to  j^'s  motion,  so  that 

velocity  V  of  ^      CA  ,  ^v    •         j     .i    -^^ 

velocity  Kof^  =  CB  =  ^^^  ^^^"  ''  "^^^""^^^^  BO' 

Now  V=q'OBf  and  hence  the  proposition  is  proved.     . 

2.  Since  v=q'OF,  the  acceleration  is  a  =  q'-^ — \  or  q  times  the  velocity  of 

Uv 

the  point  F  away  from  O.  The  velocity  of  i''  away  from  O  may  be  studied  in 
this  way.  ^  is  a  point  in  the  connecting  rod  (produced),  and  C  is  the  instan- 
taneous centre.  If  a  is  the  angular  velocity  of  the  rod,  the  velocity  of  F  or 
aCF  resolved  along  BF  and  Oi^  will  evidently  give  o'D^and  a'CD,  if  FD  is 
drawn  at  right  angles  to  AF  and  CD  is  parallel  to  ^  0  or  at  right  angles  to  OF 
(in  fact  FCD  is  a  triangle  of  velocities  whose  sides  are  at  right  angles  to  the 
three  velocities). 

V 
Now  a  =  ^^,  and  hence  acceleration  a  of  the  piston 

V  ^_      3  OB'CD       ,^,^ 

3.  We  see  that  -  =  >^-5  =  ^,  or  a  =  -?5-J5F. 

q      CB     AB  AB 


da 
Hence  -r  = 
at 


4  «*  ^  ^  ^"^^^     "^^^  ^®  ^*^®  already  shown  that  the  velocity  of 


F  in  the  direction  BF  is  a'FD, 

„         d*A       da  FD 

H''"^  ■&> °' *  =  '»  AB- 

,  OB    /•/)       .OB    FD       .   OB    HM       ,„„,.„ 
'''-CBlB  =  ''"ABCS='^ABm  =  I'UM/AJi. 

34tt.  Porc«a  on  the  Frame  of  an  Snipine. — If  it  were  possible  to 
imagine  the  effect  of  the  mass  of  the  connecting  rod  to  be  the  same  as  that  of  two 
masses  at  its  ends,  it  would  be  easy  to  balance  engines  ;  it  would  also  be  very 
easy  to  make  all  sorts  of  calculations  which  are  difficult  to  make  in  the  real  case. 
Nowgit  is  important  to  know  to  what  extent  the  easy  method  of  working  is 
wrong.     The  student  ought  here  to  read  again  Art.  330. 

If  P  is  the  resultant  force  from  left  to  right  on  the  piston,  Fig.  314  ;  if  the 
distance  of  the  piston  or  cross  head  to  the  right  of  the  end  of  its  stroke  is  9  ; 
if  M  is  the  total  mass  of  the  piston,  and  what  is  rigidly  attached  to  it,  then 

P-M)i=F 

where  »  is  Newton's  way  of  writing  —  , 

is  the  resultant  force  acting  on  the  brasses  of  the  connecting  rod  at  the  cross 
head. 

In  estimating  P  we  may  assume  a  knowledge  of  friction  as  well  as  of  the 
indicator  diagrams.     Or  what  is  more  usual,  neglect  the  friction  altogether. 

Now  if  we  dare  imagine  that  the  connecting  rod  acts  as  if  its  mass  existed 
as  its  ends  only,  in  portions  tH]  at  cross  head  and  mjon  crank  pin,  inversely  pro- 
portional to  the  distances  of  the  centre  of  gravity  from  these  ends  ;  we  can 
reiadily  imagine  the  m,  part  balanced  like  any  other  rotating  mass  by  other 

N    N 
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rotating  masses,  and  the  only  part  needing  balance  is  mi.  In  fact,  in  such  a 
case  we  may  say  that,  neglecting  the  forces  of  gravity  : — 

The  turning  moment  on  the  crank  shaft  is  {  P  -  (M  +  «ii) S]  OQ  where  O Q 
is  shown  in  Fig.  315.^ 

I  shall  now  speak  of  the  forces  with  which  the  ground  acts  upon  the  frame. 
Ab  m,  is  supposed  to  be  balanced,  we  see  that : — 

1.  There  is  no  total  vertical  force  on  the  frame. 

2.  The  horizontal  force  {M  +  mj)  8  can  only  be  balanced  by  one  or  more 
equal  and  opposite  forces.  Now  imagine  this  balance  effected  by  a  similar 
piston,  cross-head,  &c.,  exactly  opposite  to  the  first,  as  shown,  for  example,  in 
Fig.  316 ;  or  by  two  such  systems.  Notice  that  for  such  exact  balance  the 
balancing  systems  cannot  be  on  the  same  side  of  0,  as  S  must  be  the  same. 

3.  If  the  balance  (2)  is  effected,  the  balancing  is  complete ;  there  is  no 
couple  acting  on  the  frame. 

Now  in 'the  real  case  the  effect  of  the  motion  of  the  connecting  rod  cannot 
be  imagined  to  be  exactly  the  same  as  that  of  the  two  detached  masses  nii  and 
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wi,,  and  this  causes — First,  an  error  in  the  above  expression  for  the  turning 
moment  on  the  crank  shaft :  this  error  is  not  large  ;  in  any  case,  fluctuations  in 
the  turning  moment  on  the  crank  shaft  are  insignificant  matters,  except  in 
very  special  cases.  Second^  an  error  which  is  only  serious  when  we  need 
very  good  balance  :  namely  this,  that  in  the  real  case,  although  the  above 
statements  1  and  2  are  correct,  statement  3  is  wrong.  The  student  must 
see  clearly  what  the  amount  of  error  in  statement  3  is.  I  shall  call  it  the 
■nrffinir  moment  on  the  frame.  It  is  zero  if  the  connecting  rods  are  properly 
constructed. 

343.  The  Real  Case. — The  figure  (314)  shows  the  connecting  rod,  CB, 
whose  centre  of  gravity  is  at  G ;  the  resultant  horizontal  force  F  acts  at  (7 ; 
and  N  is  the  normal  component  of  the  guiding  force  at  G.  Let  us  find  X  and 
Y  the  horizontal  and  vertical  forces  which  must  be  exerted  at  ^  to  produce 
equilibrium.  • 

I  prefer  always  to  use  Newton's  law  (sometimes  called  three  laws)  of  motion 
— a  fundamental  principle  which  cannot  be  forgotten  if  once  learnt — whereas  the 
many  special  rules  which  lead  to  quick  working  of  exercises  are  readily  forgotten. 
If  the  distance  of  O  horizontally  to  the  right  of  some  point  is  2,  and  if  its 
vertical  distance  above  the  line  of  centres  is  y ;  the  horizontal  and   vertical 

^  It  may  be  worth  while  for  the  student  to  write  out  the  exact  mathematical 
expression  for  S.  OQ  alone  and  to  take  a  numerical  example.  Let  him  also  work  the 
following  simple  exercise  : — Show  that  a  mass  W  lb.  at  the  cross-head  of  a  steam 
engine  produces  a  turning  moment  of  -  Wnh^  sin  29  /  5872  pound  feet  if  the  rod  is 
infinitely  long  and  rotation  uniform. 


XXIX  INERTIA   OF   MOVING   PARTS  547 

acceleration  of  O  may  be  written  Z  and  y.     Let  m  be  the  mass  of  the  connecting 
rod,  or  Wjg  if  W  is  its  weight. 

X  =  F-mz (1) 

N+Y=my-^W (2) 

X/sin<^+17co8^=/^ (3) 

if  /  is  the  moment  of  inertia  of  the  rod  about  C,  and-^  is  the  angle  BOO. 

From  (1)  and  (2)  we  see  that  the  horizontal  force  X  and  the  total  vertical 
force  N^Y,  depend  only  on  the  mass  of  the  rod  and  the  position  of  its  centre  of 
gravity,  and  therefore  that  in  so  far  as  these  are  concerned  we  may  replace  the 
rod  with  two  masses,  m^  and  tti,  at  its  ends,  if  mil^=mjl^. 

From  (3)  and  (1)      Y=  ^       ^J^^ >- (4) 

If  the  actual  calculations  are  made  it  is  to  be  noted  that 

)i=-^ a -{.^jgh- COB e,   y=-^jrq^sm0 

ii  being  known  from  (3)  of  Art.  340  and  I =1^  +  12. 

It  is  easy  to  write  out  the  expressions  for  the  turning  moment  on  the  crank 
shaft  and  the  centripetal  force  at  B. 

Now  if  P  is  the  moment  of  inertia  with  detached  masses,  P=m^'.  Whereas 
/=m(ifc* +  /]*).     If  k  is  the  radius  of  gyration  about  O. 

Hence  for  perfect  equivalence,  since  m =9711+774  and  m^l^^mj^i  it  would  be 
necessary  to  have  Jc^=l^^  ^ 

This  cannot  be  effected  unless  the  connecting  rod  extends  beyond  the 
cross  head,  or  the  crank  pin,  or  in  both  ways,  or  if  the  mass  of  the  rod  be  spread 
out  laterally,  as  suggested  by  Mr.  Harrison,  a  method  of  construction  which 
might  very  well  be  used  if  the  surging  couple  applied  to  the  frame  work  and 
ground  is  to  be  done  away  with.  [I  find  that  Mr.  Holroyd  .Smith  has  also  made 
this  suggestion.  ] 

In  any  case  it  is  only  the  li^  part  of  (4)  which  would  be  different  witb 
the  detached  masses.  We  know  that  if  we  have  already  obtained  balance 
and  calculated  turning  moment  on  the  crank  shaft,  assuming  detached 
masses,  we  have  only  now  to  consider  that  part  of  Y  which  is  represented  by 
(/  -  P)<^ll  cos  ^,  or 

/  cos  ^  ^^ 

It  is  in  the  surging  moment  that  the  matter  is  really  important,  because 
there  need  be  no  surging  moment  with  detached  masses.  The  surging  moment 
about  any  axis  parallel  to  the  crank  shaft  is 

^=m(P-Vj)^ .     (5) 

The  extra  value  of  Y  proiluces  a  turning  moment  on  the  crank  shaft  whose 
amount  is 

SP^ (6) 


1 


For  /=(mi  +  77i,)  [k^  +  h')  =  7n^Cf+l\h''+h^)  =  m4(^j-  +  l.\ 


Hence  -r-  +  /j  =  / = /j  +  ^1 1  or  F  =  l^I^- 
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SAA.  Example.  A  crank  is  r  =  1  '25  feet  long ;  the  connecting  rod  276  lbs. 
weight,  /=6'25  feet  long,  /i  =  3i  feet,  ^j=2H  feet,  so  that  li/l.2=  *  ;  it  has  a  radius 
of  gyration  about  G  such  that  k-  =  t^-r5-  =  7'S  and  lil^  =  9'7, 

(5)  Becomes  -  ^|(1'9)»',  or  -  16*28  ^• 

cos  0 


(6)  Becomes  -  3*26^ 


cos^ 


If  the  speed  is  120  revolutions  per  minute 

4ir-(  120)2  ^(l-^)8ine 


4>=- 


3600     (l-,Srsin''a)8/« 


As  we  wish  only  to  obtain  a  fairly  correct  notion  of  the  effect  we  shall 
neglect  the  small  terms  and  write 

^=  -  31  *58 sin  9,  and  cos  ^= 1. 

Hence  (5)  becomes  514  sin  $  ;  (6)  becomes  51 '6  sin  2$. 

34ft.  Bxample.  Let  the  mass  of  the  connecting  rod  of  Utet  example  be  re- 
placed by  two  detached  masses  at  its  ends  without  alteration  of  its  centre  of 

gravity.     There  will  be  a  mass  of  ^^r^  x  ^V  or  4*00  moving  with  the  aooelera- 


32-2 


276 


tion  if  and  a  mass  -^^^^  x  yV  or  4*56  on  the  crank  pin.     Let  the  centrifugal  force 

of  this  mass  on  the  crank  pin  be  balanced.  The  horizontal  forces  can  only  be 
balanced  by  other  horizontal  reciprocating  masses.  Let  us  study  merely  the 
turning  moment  on  the  crank.  We  must  multiply  the  force  at  the  cross  head 
4*00  j5  by  0  0  in  feet.  Fig.  315.    Or  we  may  do  the  work  numerically  as  follows  : — 


OQ=r-~ 


velocity  of  piston         rv  of  (6)  Art. 


also 


velocity  of  crank  pin  rq 

OQ  =  l  •25{sin  0  +  ^V  sin  26)  nearly 
«  =  -  197  "3  {cos  e  +  i  cos  20}  nearly 


acceleration  of 
cross  head. 


-236-8 
- 139-5 
+  39-5 
+  139-5 
+  157-8 


OQ  in  feet      |     4*00  iOQ 
proportional  to         turning 


velocity  of 
cross  head 


moment  on 
crank  shaft. 


Extra 

turning 

moment 

51 -C  sin  29. 


0 
564 
197 
4*24 

0 


0 
51-6 

0 
51-6 

0 


Buiiglng 
moment 
514  sin.  B. 


0 
363 
514 
363 

0 


The  figures  in  the  last  two  columns  show  in  what  way  the  real  case  differs 
from  the  easily  considered  case  of  two  detached  masses.  The  extra  taming 
moment  on  the  crank  shaft  is  of  but  little  importance,  but  the  surging  moment 
is  a  most  serious  matter.  To  be  sure  in  such  an  engine  it  is  only  about  1  per 
cent,  of  the  greatest  probable  turning  moment  on  crank  shaft ;  but  our  speed 
was  comparatively  small  and  these  effects  increase  as  the  square  of  the  speed. 

346.  Students  may  be  interested  in  the  following  interesting  graphical 
construction  for  the  finding  of  a  alnffle  force  which  represents  the  resultant 
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of  all  the  accelerating  forces  on  a  connecting  rod.  It  is  due  to  Mr.  Harrison  of 
the  Royal  College  of  Science.  He  uses  first  any  of  the  well-known  methods  of 
expressing  the  acceleration  of  the  cross  head. 

A  O  line  of  centres  ;  A  B  connecting  rod  ;  BO  crank. 

Produce  ABU>  Q  {OQ\%eX  right  angles  to  A  0)  then  g.  OQ  is  velocity  of  A* 

Draw  QS  parallel  to  OA,  SH  parallel  to  QO,  Ha  at  right  angles  to  A  B. 

Join  aB,  Then  OaB  is  a  diagram  of  accelerations  (see  my  "  Applied 
Mechanics,"  Art.  476),  that  is,  take  any  point  G  in  the  rod,  draw  Og  parallel  to 
A  0,  then  g  corresponds  to  O  in  such  a  way  that  gO  represents  in  direction  and 
magnitude  the  acceleration  of  G^  to  the  same  scale  to  which  BO  represents  the 
centripetal  acceleration  of  the  crank  pin  ;  that  is,  ii  gO  is  measured  in  feet  the 
amount  of  the  acceleration  of  G  is  q'.gO.     If  O  is  the  centre  of  gravity  of  the 
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rod  all  the  acceleration  forces  on  the  rigid  rod  are  equivalent  to  a  force  through 
G  parallel   to    gO   and    of  the  amount    m.q^.gO,    together    with    a    couple, 

TT 

L=mk.^q*  -j— ,  where  k  is  the  radius  of  gyration  of  the  rod  about  G.  These  are 
really  equivalent  to  a  force  mx^.gO  parallel  to  gO  acting,  say,  along  7W,  such  that 
the  perpendicular  QT=  -.         . 


It  will  be  found  that  if  we  take  GU=1c^lA0 


and  draw  UX  parallel  to  Ba^  meeting  Gg  in  X.     Then  : — 

The  resultant  of  all  the  acceleration  forces  in  the  rod  is'  mq^.XN,  acting 
along  XX  in  the  direction  X  to  N. 

Of  course  if  we  could  make  ^=^1/2  so  that  the  total  acceleration  force  passes 
through  0  as  is  the  case  with  detached  masses,  there  would  be  balance  in  such  a 
case  as  that  of  Fig.  316,  where  two  cross  heads  and  their  cranks  are  exactly  in 
line.  Unless  this  condition  is  fulfilled  (for  example,  as  Mr.  Harrison  suggests, 
by  prolonging  the  connecting  rods)  there  is  a  surging  couple  acting  on  the  frame 
of  the  engine  and  on  the  ground.^ 


^  The  proof  of  the  above  proposition  is  this  : — 

Nowif  Z;*=V2  we  have  already  seen  that  the  connecting  rod  may  be  replaced 
by  the  mass  m^  at  ^  and  the  mass  m^  at  B^  and  under  these  circumstances  the  total 
resultant  force  must  act  through  O  and  therefore  must  be  like  TgO.  But  it*  is  less 
than  Vj,  and  it  is  evident  that  the  real  T  is  such  that  GT:GT^  =  k^ :  IJ^=GX  :  Gg. 
Hence  we  have  proved  that  the  real  force  passes  through  X  because  we  made  GU=: 
k^H^,  ovGU'.GB^ k^ :  1^1^=  GX  :  Gg, 
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We  can  now  find  a  vertical  force  at  A  and  some  force  at  B  to  equilibriate 
the  acceleration  force  of  the  rod  and  resolve  the  B  force  at  right  angles  to  and 
along  the  crank. 

347.  Using  this  construction  one  of  my  students,  Mr.  Rhind,  has  found  the 
following  answers  :— He  took  l=iir  and  k=^l.  Also  BG :  ^-4  : :  11  :  16  ;  F=  O, 
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R  is  the  radial  force  at  the  crank  pin  ;  B}  is  what  it  would  be  on  the  as- 
sumption of  detached  masses.  Q  is  the  force  at  right  angles  to  the  crank,  or 
the  crank  effort,  as  it  is  sometimes  called ;  Q'  is  what  it  would  be  on  the  as- 
sumption of  detached  masses. 


value.     ^i:Z 
I    °'  *     '  point. 


R 
R' 


0 
0 


3-31 
3-30 


22i    I    45 


674   I     »0 


-  -32     -  -75     -  -70 

-  -35  I  -  -68     -  -63 


1574 

Outer 

dead 

{mint. 

1 

-•42 
-•33 

0 
0 

1 

2-63 
2-63 

2-75 
2-74 

If  these  numbers  are  multiplied  by  So^*  we  get  the  forces  in  pounds, 

W  being  the  weight  of  the  rod  in  pounds,  q  being  angular  velocity  of  the  crank 
in  radians  per  second. 

Figs.  317  and  318  show  these  results.  The  firm  lines  represent  actual  forces, 
the  dotted  lines  show  the  result  of  our  assumption  of  detached  masses. 

It  seems  to  me  that  such  close  agreement  as  this  warrants  our  often  adopt- 
ing the  easy  rule,  especially  when  w^e  know  that  in  our  most  accurate  calculations 
we  must  always  be  leaving  out  terms  very  much  more  important  than  any  that 
we  here  neglect. 

348.  In  Art.  65  I  have  given  an  example  of  how  to  deal  with  the  indicator 
diagram  of  a  single  cylinder  engine.  Among  other  things  we  found  a  diagram 
of  the  turning  moment  on  the  crank  shaft.  A  student  ought  to  take  the  case  of 
a  double  or  triple  expansion  engine,  and  combine  the  diagrams  to  see  how  the 
turning  moment  is  equalised  when  several  pistons  work  the  same  shaft. 

I  shall  not  endeavour  to  make  elaborate  investigations.  But  it  is  worth 
while  stating  one  or  two  important  facts  in  regard  to  the  balaneiny  of  two 
and  three  cylinder  enfftnes.  We  know  the  nature  of  the  forces  acting  on 
the  frame  of  a  single  cylinder  engine.  If  quite  unbalanced  we  have  a  force  F  in 
the  line  of  centres  =  m^8  and  a  centrifugal  force  on  the  crank  pin  fWj^V  if  m. 


XXIX 


INERTIA  OF   MOVING   PARTS 


551 


is  the  mass  of  piston  and  rod,  cross  head  and  half  (really  the  fraction  IJl)  of 
the  connecting  rod ;  q  the  angular  velocity  in  radians  per  second,  and  r  the 
length  of  the  crank.     We  have  no  total  force  at  right  angles  to  the  line  of 


fnner 
deAd 


inner 
deAd 
poinC 


Cnnk  pin  diepJAoement. 


Pigs.  817  and  SIS. 


centres  except  the  component  of  the  centrifugal  force,  but  we  have  a  surging 
couple  whose  amount  is  very  nearly  h  sin  9. 
Here  h  stands  for 


-m(^2-/jg 


4trV 
3600 


(l-^8in«e) 


»/« 


And  it  is  only  very  nearly  a  constant,     m  is  mass  of  the  connecting  rod. 
The  first  force  I  shall  denote  by 

-mA  cos0-h  yCOs2tf  J, 

the  second  by  Wj  acting  in  the  direction  B,  Mere  centrifugal  force  may  be 
balanced,  and  it  is  possible  to  construct  the  connecting  rod  so  as  to  destroy  the 
surging  couple. 

Two  Link  Engine  Unbalanced. 
Masses  the  same  in  both  Lines. 

What  forces  acting  at  a  point  on  the  axis  of  the  shaft  mid  way  will  balance 
the  inertia  forces,  distance  apart  2a  ? 
I.  Cranks  at  right  angles. 

1.  Resultant  force  in  line 

=  -  w,l  cos6+ -cos2tf  j+mj  sintf+  jCOB2d\  ='mi^2s\n  (6  +  45**) 

2.  Couple  about  vertical  axis. 

lA  -  (co8(?+  j-cofi26j-  f  sine+  jcos20j  | 

=  —  awi]        ^ 

3.  Resultant  centrifugal  force  m  ,J2  in  the  direction  B  +  45. 


am^ 


ii|  V2sin(tf  +  45')+?rcos2tf} 
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4.  Couple  due  to  centrifugal  force  rtup,  ^2,  about  an  axis  which  is  at  ^  +  45 
rotating. 

5.  Resultant  surging  couple  h  fJ2  sin  (0  +  45). 

II.  Cranks  at  180^ 

1.  Resultant  force  in  line 

-mjlcose+  Y(iOQ2e}'i-mAcose-  ^co82a|  =  -  2»Iit-cos2«. 

2.  Couple  about  vertical  axis 

-aw2,(  cosa+  T-COS20  )+ami(  -cosd+  ^co82(>  j  =  -2amiCO9  0. 

3.  Resultant  centrifugal  force  0. 

4.  Couple  due  to  centrifugal  force,  2  am^t  about  an  axis  which  is  at  ^  +  90 
rotating. 

5.  Resultant  surging  couple  0. 

Three  Line  Engine  Unbalanced. 

I.  Cranks  120"  apart.     Distance  of  lines  apart  =a.     The  forces  at  the 
point  where  the  middle  centre  line  meets  the  axis  are 

crank  at  0-120,  Wij^cosa- -^sin0+ ^(-cos20+ ^sin20j| 

crank  at  0  +  120,  w,-j -co80  +  -^ sin 0+ —(500320-  ^siii20H 

crank  at  0,  -mJ  cos  0  +  -co82  0  ). 

1.  Resultant  force  in  line 

0+0+0+0, 

that  is,  it  is  less  than  my  approximations  take  account  of. 

2.  Couple  about  vertical  axis 

Wjaf  COS0+  T-CO8  20  j+7i*ia|-cos0--^sin0+y  (5COS20+  ^sin20  j  5^. 

=  mja^SycoB  (0  +  30)  +  ^  sin  2  (0  +  3O)|. 

3.  Resultaut  centrifugal  force  0. 

4.  Couple  due  to  centrifugal  force.     ^^3  m^  about  an  axis  coinciding  with 

the  intermediate  crank. 

5.  Resultant  surging  couple 


6[8in0  +  sin(0  +  12O)  +  8in(0-12O)|=O. 


If  we  take  the  other  possible  arrangements  of  the  cranks  we  shall  find  that 
the  forces  are  exactly  the  same  if  the  engine  runs  in  the  opposite  direction. 

[I  have  just  seen  a  paper  by  Messrs.  Robinson  and  Sankey  (Inst.  Nav.  Arch. 
1895)  in  which  they  point  out  that  a  perfect  balance  may  be  obtained  by  the  use 
of  two  three  line  engines  or  a  six  line  engine.  Tliis  is  evidently  true  as  (2)  may 
thus  be  balanced. — October  31«/,  1898.] 


CHAPTER  XXX. 

KINETIC  THEORY   OF  GASES. 

349.  In  mathematical  calculations  concerning  stress  and  strain 
in  solid  and  fluid  bodies,  we  imagine  the  stuff  to  be  continuous  and 
homogeneous ;  we  assume  that  stress  is  proportional  to  strain ;  in 
fluids  we  assume  a  law  of  internal  friction ;  our  mathematical  results 
are  of  value  because  in  many  cases  in  which  we  can  test  them  they 
agree  with  actual  fact.  When  w^e  leave  mere  mechanics,  which  is 
the  name  given  to  a  particular  kind  of  exercise  in  mathematics ; 
when  we  consider  chemistry  or  heat  and  other  forms  of  energy,  we 
are  compelled  to  frame  theories  of  the  actual  molecular  constitution 
of  matter.  It  is  no  longer  continuous  homogeneous  stuff"  to  us ;  we 
are  compelled  to  study  its  coarsegrainedness. 

The  theory  that  a  gas  consists  of  molecules  which  are  rushing 
about  among  each  other  with  all  sorts  of  velocities,  is  accepted  by  us 
because  it  and  it  alone  agrees  with  all  the  facts  that  are  known  to  us. 
At  any  instant  nearly  all  the  molecules  are  so  far  away  from  each 
other  (compared  with  their  own  sizes)  that  there  is  practically  no 
mutual  attraction  and  they  move  in  straight  lines ;  when  they  do 
encounter,  whether  this  is  like  the  collision  of  a  pair  of  billiard  balls 
or  other  elastic  bodies,  or  whether  it  is  that  each  molecule  goes 
round  the  other  as  a  comet  goes  round  the  sun  without  actual  con- 
tact, there  is  a  communication  of  momentum  which  we  call  a  collision. 
The  history  of  one  collision  is  probably  very  complicated.  In 
all  probability  the  analogy  of  a  molecule  with  a  solar  system  or  star 
is  fairly  complete.  We  may  imagine  the  millions  of  years  which 
elapse  before  a  star  comes  sufficiently  near  another  for  a  collision 
to  occur,  and  we  may  imagine  a  very  complicated  and  tedious 
kind  of  collision  between  two  stars,  each  with  its  planetary  system. 
We  must  replace  millions  of  years  by  the  millionth  of  the 
millionth  of  a  second  to  obtain  the  analogy.  In  a  cubic  milli- 
metre of  gas  there  are  probably  a  million  million  million  of  mole- 
cules, and  each  of  them  meets  with  collision  on  an  average  7,000 


554  THE   STEAM   ENGINE  chap. 

million  times  per  second.  There  are  probably  all  sorts  of  velocities 
from  zero  to  some  that  are  indefinitely  large.  In  hydrogen  at 
ordinary  temperatures  the  average  velocity  (the  square  root  of  the 
mean  square  of  the  velocity)  is  greater  than  1  mile  per  second.  Elach 
molecule  of  a  gas  consists  of  atoms  tied  together  by  a  mutual  attrac- 
tion. If  the  gas  is  water  stuff,  each  molecule  consists  of  two  atoms  of 
hydrogen  and  one  of  oxygen;  this  is  the  simplest  image  of  the 
moleoule  that  we  have  which  will  suit  the  observed  facts.  Higher 
temperature  means  on  the  average  more  and  more  violent  collisions, 
although  there  must  be  violent  collisions  at  any  temperature ;  greater 
density  or  a  greater  amount  of  stuflF  in  a  given  volume  means  that 
each  molecule  has  a  shorter  free  path  and  that  more  collisions  must 
happen  per  second.  "  The  theory  allows  us  to  imagine  that  when  a 
collision  is  violent  there  may  be  a  divorce  (dIsBOCiation  it  is  called) 
between  the  atoms  of  a  molecule,  and  divorced  hydrogen  atoms  maj' 
go  roaming  round  very  ready  to  combine  with  divorced  oxygen 
atoms,  but  it  is  not  until  very  high  temperatures  are  reached  that 
the  average  collision  is  so  violent  as  to  maintain  a  large  proportion 
of  the  atoms  in  a  state  of  dissociation.  This  idea  of  divorce  and 
marriage  is  a  very  good  working  idea  for  the  engineer  to  have  who 
wants  to  know  what  occurs  in  the  furnace  of  a  boiler,  or  in  a  gas  or 
oil  engine  cylinder.  He  had  better  remember  that  it  is  only  a  useful 
sort  of  notion.  It  is,  however,  a  fact  that  if  carbonic  acid  COg  is 
heated  to  a  high  temperature,  its  j?,  v  and  t  do  not  obey  the  laws  of 

perfect  gases  nearly  so  well  as  at  lower  temperatures ;  that  is  if  —- 

be  called  i?,  then  S  increases  in  such  a  way  that  we  are  compelled  to 
imagine  a  dissociation  of  COg  into  carbonic  oxide  and  oxygen  (with 
disappearance  of  heat),  just  as  at  very  high  temperatures  there  is 
a  dissociation  of  HgO  into  hydrogen  and  oxygen,  and  it  is  said  that 
although  in  ordinary  ways  of  cooling  the  dissociated  CO  and  O  be- 
comes COg  (the  heat  reappearing),  yet  when  cooling  is  effected  very 
suddenly  the  stuff  remains  dissociated.  Students  will  recollect  the 
phenomenon  of  recalescence  in  iron  and  its  hardening  when  suddenly 
cooled,  as  probably  analogous  with  these  dissociation  phenomena. 

At  the  time  of  an  encounter  the  internal  motions  of  the 
atoms  in  each  molecule  must  be  very  complicated ;  but  after- 
wards each  molecule  is  left  vibrating  in  some  way  or  ways  per- 
fectly definite  for  this  particular  kind  of  molecule.  We  know  the 
periodicities  of  some  of  these  internal  vibrations  from  spectrum 
analysis.  Probably  the  internal  energy  of  a  molecule  is  of  many 
kinds.  One  kind,  mere  potential  and  kinetic  energy  of  the  atoms, 
seems  to  re-arrange  itself  in  amount  at  every  collision.     I  do  not 
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want  here  to  go  beyond  the  simplest  dynamical  notions,  but  the 
earnest  student  had  better  perhaps  break  off  from  mere  dynamical 
notions  for  a  while  and  try  to  understand  an  electro-magnetic  molecular 
theory  of  matter.  To  us,  just  now,  internal  molecular  energy  that 
may  not  become  heat  or  re-arrange  itself,  after,  at  all  events,  a  few 
millions  of  collisions,  that  is,  in  less  than  the  thousandth  of  a  second, 
is  beyond  our  consideration. 

350.  The  energy  of  the  gas  which  we  consider,  is  first  the 
kinetic  energy  of  translation  or  flight.  The  average  amount  of  this 
in  any  one  direction  is  the  same  as  in  any  other.  We  imagine  the  total 
energy  of  flight  to  be  divided  into  three  equal  parts,  one  for  each  of 
the  three  degrees  of  freedom  of  a  point.  There  must  be  many  internal 
degrees  of  freedom  in  a  molecule.  It  has  been  shown  by  Maxwell 
that  the  total  kinetic  energy  divides  itself  equally  among  the  degrees 
of  freedom.  Mere  points  have  only  three  degrees  of  freedom. 
Perfectly  smooth  spheres  would  for  our  present  purpose  be  regarded 
as  having  only  three  degrees,  because,  although  each  sphere  has 
really  three  other  degrees,  being  capable  of  rotation,  it  cannot  suffer 
any  change  in  such  energy  of  rotation ;  whereas  if  the  surfaces  were 
rough  there  would  be  three  other  degrees.  Smooth  Ellipsoids  of 
revolution  might  be  regarded  as  having  five  degrees  of  freedom. 
Notions  of  this  kind  are,  however,  to  be  used  with  caution.  We 
cannot  imagine  anything  analogous  to  a  molecule  in  a  homogeneous 
sphere  or  ellipsoid. 

We  are  groping  towards  a  way  of  seeing  how  Maxwell's  theorem 
may  help  us  to  understand  from  the  kinetic  theory  how  it  can  be 
true  that  the  internal  molecular  energy  in  a  perfect  gas  should  keep 
proportional  to  the  kinetic  energy  of  flight.  If  I  knew  clearly  what 
I  might  speak  about,"  I  should  say  that  as  in  flight  there  are  three 
degrees  of  freedom  and  if  the  whole  energy  of  flight  is  T,  then  if  in  the 
molecule  there  are  /degrees  of  freedom,  the  total  kinetic  energy  is 

J_rp 

3  • 

Unfortunately  experimentally  derived  values  of  7,  the  ratio  of  the 
specific  heats,  are  such  that  this  theory  of  Maxwell's  leaves  much  to 
be  explained,  and  therefore  we  shall  put  it,  as  Clausius  did  originally, 
that  the  average  total  energy  of  a  molecule  is  /S  times  its  energy  of 
flight.  I  include  in  this  not  merely  the  internal  kinetic  energy  of  a 
molecule,  but  internal  potential  energy,  or  all  the  kinds  of  energy 
with  which  we  deal  in  the  thermodynamics  of  a  gas. 

On  the  kinetic  theory  the  law  for  a  perfect  gas  'pvlt  =  -R  a  con- 
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stant,  is  true  only  if  we  neglect  all  attractions  of  molecules  for  one 
another  and  also  the  volumes  of  the  molecules;  that  is,  assume 
perfectly  straight  free  paths  of  infinitely  small  particles.  By  taking 
account  of  possible  attractions  as  I  do  in  Art.  352,  Van  der  Waalc 
has  arrived  at  his  well-known  equation 


(,  -  5)(.  - ,) .  J. 


where  m,  n  and  R  are  constants  ;  which,  however,  is  not  found  to  be 
altogether  in  agreement  with  experiment  for  all  substances. 

351.  It  can  be  shown  that  in  a  perfect  gas  : — 

1.  If  Wj  is  the  mass  of  each  of  one  kind  of  molecule  and  m^  is  the 
mass  of  another  kind  of  molecule  when  two  gases  are  in  the  same 
vessel  and  F^  and  Fg  are  their  velocities.  The  average  value  of  m^  F^* 
is  the  same  as  the  average  value  of  m^  V^ 


2 


2  • 

2.  If  V  is  the  volume  of  unit  mass  of  gas,  so  that  m  being  the 

mass  of  one  molecule  and  there  being  n  molecules  in  unit  volume, 

77171  =  - ;  then  the  pressure  p  being  really  rate  per  second  at  which 

momentum  is  communicated  through  unit  area  of  any  interface  in  a 
normal  direction  by  molecules  flying  one  way  is 

o 

1 

or  pv  =  ^V^ 

where  F^  is  the  mean  square  of  all  the  velocities. 

It  is  evident  that  this  enables  us  to  calculate  V  for  any  of  the 
permanent  gases,  and  the  student  ought  to  make  the  calculation  for 
hydrogen,  oxygen,  carbonic  acid,  and  HgO  gas. 

1 

3.  Since  by  (2),  pv  =  ^  F^,  and  as  pv  =  Bt,  then   t  stands  for 

F^/3JS. 

4.  It  is  evident  from  (2)  that  as  ^  mnV^  is  the    kinetic    energy 

3  .      . 

of  translation  in  unit  volume,  or  ^p,  the  kinetic  energy  of  translation 

in  unit  mass  is 

^pv  or'^Et 

And  we  take  the  total  intrinsic  energy  to  be  /3  times  this, 

3  S 

or  ^  ^  9  ^^  ^^  k  ^^^ 
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If  volume  is  kept  constant,  gain  of  £  when  the  temperature 
changes  one  degree,  is  the  heat  added,  that  is,  it  is  the  specific  heat 
at  constant  volume. 


or 


k=l^B 


But  we  know  that  K  =  R  +  k,  and  hence 

K  =  B  +  lfiB  ori2(l+|^) 


and  hence 


^         2   ^,         o      2      1 


The  best  method  of  finding  y  is  usually  from  experiments  on  sound. 
The  following  are  known  to  be  fairly  accurately  determined  values 
of  7.     The  student  is  asked  to  calculate  0  in  each  case.     He  may 
also  be  sufficiently  curious  to  calculate  /  (presumably  degrees  of 
freedom,  in  a  crude  application  of  Maxwell's  theorem). 


Mercury  (Hg) 
Argon    .    .    . 


<   s 


1 

1  (?) 


,  Observed 

y 


Computed. 


Hydrogen  (H,)     .... 

Nitrogen  (N,) 

Carbonic  oxide  (CO)  .    . 
Hydrochloric  acid  (HCl) 
Hydrobromic  acid  (HBr) 
Hydroiodic  acid  (HI) 


:} 


1-67 
1-65 


1-41 
1-41 
1-40 
1-39 
1-42 
1-40 


3 


1 
1 


/ 


} 


)> 


\  Chlorine  (CLj)  ... 
Bromine  (Brj)  .  .  . 
Iodine  (I,)  .... 
Iodine  Chloride  (ICl) 


1-32 
1-29 
1-29 
1-31 


{ 


5  0 


61 


Carbonic  acid  (COo) 

Nitrous  oxide  (N«0)  .    . 
Sulphuretted  hydrogen  (H^S)  . 
Caroon  bisulphide  (CS2)    .    .    . 


} 


1-308   ') 
1  -310     f 
1-340 
1-239 


Ammonia  (NHj) 

Methane  (CHj) 

Methyl  chloride  (CHjCl)  .  . 
Methyl  bromide  (CHgBr)  .  . 
Methyl  iodide  (CH,I)  . 
Methylene  chloride  (CH^Cl^) 
Chloroform  (CHCl,)  .  .  .  . 
Carbon  tetrachloride  (CCI4)  . 
Silicon  tetrachloride  (SiCl4) 


>^ 


1-30 

1-313 

1-279 

1-274 

1-286 

1-219 

1154 


6-5 
6-5 
5-9 

8-4 


1 
1 


130 
129 


213 

2-4 

2-43 

2-33 

3-07 

4-33 

513 

5-2 


6-7 

6-4 

72 

7-3 

7-0 

9-2 

13-0 

15-4 

15-6 
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My  reason  for  dwelling  upon  this  matter  and  asking  students  to 
speculate  on  these  results  for  themselves  is  this,  that  Mr.  Macfarlane 
Gray  asssumes  that  in  a  gas  such  as  H^O  gas  we  must  have  Jt:k:K 
in  the  ratios  2:5:7,  and  everybody  who  gives  thought  to  steam 
engine  theory  must  have  a  good  reason  for  his  action  if  he  disagrees 
with  Mr.  Gray.  Experimentally  I  find  that  this  ratio  holds  only 
approximately  in  the  case  of  some  of  the  transparent  diatomic 
gases,  and  it  is  certainly  not  the  case  in  the  coloured  diatomic 
gases.  As  HgO  is  triatomic,  we  might  expect  the  ratio  oi K:k  to 
be  1'31  to  1*34,  or  possibly  as  low  as  1*239,  but  we  have  no  a  prior 
reason  for  thinking  that  it  is  1*4.  Indeed,  the  more  we  study  the 
values  of  7,  or  )8,  or  /  (a  more  complete  ^  table  of  gases  is  given  in 
a  paper  by  Dr.  Stoney,  Phil,  Mag.,  Oct.  1895,  and  it  is  from  his 
paper  that  I  have  taken  the  above  numbers)  the  more  disinclined 
are  we  to  assume  that  we  know  anything  about  either  molecular 
degrees  of  freedom  or  the  meaning  of  Maxwell's  law  in  the  kinetic 
theory  of  gases. 

3ftfl.  It  is  worth  while  here  to  say  something  of  the  kinetic  theory  when 
attractions  are  not  neglected.     If  a  particle  of  niass  m  at  a;,  y,  z  is  acted  on  by  a 

force  Xy  Yy  Z,  then  mx=X.  Clauslus  transformed  this  by  using  ^-n^{^)  = 
2i*-  +  2a:fc,  so  that  we  find 

Jma:«  =  -  \Xx  +  \m  — ^  (a:-) 

Integrating  from  0  to  /  and  dividing  by  i  we  get  mean  values.     If  the 
motion  is  periodic,  the  mean  value  of  the  last  term  on  the  right  hand  side  is 

zero.     Even  if  not  strictly  periodic,  if  x  and  —  do  not  continually  increase,  the 

mean  value  of  the  last  term  gets  to  be  smaller  and  smaller,  and  is  negligible, 
and  so  we  have,  indicating  averages  by  strokes, 

\rtix^  =  -  \Xx (1) 

Adding  the  three  equations  like  (1)  we  get  an  expression  for  the  kinetic  energy 
of  a  particle.  Adding  the  energies  of  all  the  particles  we  get  total  kinetic 
energy  of  the  system 

E^  -  ^5(Xa:  +  iV  +  iT)     ....     (2) 

Now  we  may  distinguish  l)etween  forces  externally  applied  and  internal 
forces.     For  example,  let  the  uniform  pressure  'p^  exerted  by  a  confining  vessel 
,  of  volume  i',  be  the  only  external  force 


2Xx=  -  p\  I  X  cos  a  .  dS  =  -  p  I  j  x  .  dy  .  dx  =  - 


PVy 


if  dS  is  an  element  of  area  of  the  bounding  surface,  a  the  angle  made  by  the 
normal  there  to  the  axis  of  x.  Hence  for  the  external  forces  the  riglit  hand 
expression  of  (2)  becomes  ^pr. 

Now  as  to  internal  forces.     If  R  is  the  attraction  between  two  particles  at 
Xj  y,  Zj  and  x',  y',  z',  whose  distance  apart  is  r, 

Xx  +  X'x'  =  "^-^^Rx  +  ^  ~—  Rx'  =  -  if^l:!-^  R, 

r  r  r 


^  Modified  from  Mr.  Capstick's  table,  Scienct  Progress,  June,  1895. 
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Adding  such  Himilar  expressions  we  see  that  the  right  hand  expression  of  (2) 
becomes  for  the  intemar  forces  :ZiRr.  This  is  called  the  Tirlal  (or  sometimes 
merely  the  internal  virial,  the  whole  right  hand  expression  of  (2)  being  called 
the  whole  virial).     Hence  (2)  becomes  ; — ^Total  kinetic  energy  of  the  system 

E=%pv  +  iJi?r (3) 

When  the  virial  is  not  indefinitely  small,  pv  is  no  longer  constant  when  the 
temperature  is  constant  if  we  assume  that  the  temperature  is  proportional  to 
the  kinetic  energy.  Comparing  (3)  with  experimental  results  we  find  that 
whereas  in  imperfect  gases  B  is  an  attraction,  in  liquids  the  virial  becomes 
negative  and  /?  is  a  repulsion.  Further  considerations  of  this  kind  led  Van  der 
Waals  to  his  equation. 

353.  The  study  of  the  Van  der  Waals  equation  is  recommended  to 
students — in  spite  of  its  known  incompleteness — ^because  it  does  give 
fairly  good  notions  of  the  behaviour  of  ordinary  gases.  It  shows  the 
way  in  which  an  actual  gas  differs  in  behaviour  from  what  we  call  a 
perfect  gas.  We  may  imagine  as  the  density  gets  greater  how  the 
free  path  gets  shorter,  and  how  collisions  are  more  frequent  until  in 
the  liquid  state  the  molecules  have  no  straight  line  paths,  although 
they  seem  to  be  able  to  move  about  freely  among  each  other,  so  that 
diffusion  phenomena  are  explainable. 

And  yet  how  very  crude  these  notions  seem  to  be  when  we  con- 
sider the  enormous  tensile  forces  which  liquids  are  sometimes  known 
to  withstand,  as  if  the  repulsion  which  exists  between  molecules  in 
the  liquid  state  became  a  great  attraction  at  slightly  greater  distances 
asunder.  Again,  in  the  solid  state  the  roaming  of  molecules  among 
each  other  seems  to  be  quite  given  up ;  each  seems  to  attract  its 
neighbours  with  great  cohesive  forces.  For  what  is  known  about 
molecular  theory,  the  student  must  refer  to  advanced  books  on  physics 
and  chemistry.  It  must  be  of  value  in  the  study  of  heat  engines. 
The  student  ought  to  have  some  molecular  theory,  simple  or  complex, 
which  will  enable  him  to  imagine  how  things  happen.  To  imagine 
how  at  the  surface  of  a  liquid  some  of  the  liquid  molecules  have 
sufficient  velocity  to  jump  out  of  the  liquid,  and  how  equilibrium  is 
established  when  just  as  many  of  the  vapour  molecules  get  entangled 
in  the  liquid  per  second  as  there  are  others  that  jump  out. 

354.  One  of  the  most  interesting  things  in  connection  with 
the  kinetic  theory  of  gases  is  its  simple  explanation  of  viscosity. 
We  have  only  to  imagine  a  great  number  of  railway  trucks  moving 
near  one  another  without  friction,  on  many  lines  of  rails  at  all  sorts 
of  speeds,  crowded  with  men  who  are  continually  jumping  from  one 
truck  to  another ;  there  is  a  continual  communication  of  momentum, 
and  momentum  per  second  communicated  is  force — a  force  tending 
to  the  equalisation  of  the  speeds  of  all  trucks  near  one  another,  a 
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force  of  friction.  The  theory  explains  then,  not  only  diffusion  and 
conduction  of  heat  in  a  gas,  and  viscosity,  but  how  increase  of 
temperature  increases  them  all.  In  liquids,  ^tlthough  at  higher 
temperatures  the  diffusivity  and  probably  the  conductivity  are 
greater,  the  viscosity  is  invariably  less;  and  in  all  liquids  except 
mercury,  very  much  less.  We  believe  that  the  study  of  the  viscosity 
of  liquids  will  lead  us  to  better  notions  of  molecular  constitution. 

355.  What  is  capillarity?  Of  course  the  student  knows  the 
theory,  probably  in  the  fonn  of  the  superficial  tension  analogy 
easily  understood,  as  given,  say,  in  Maxwell's  book  on  Heat.  But  he 
must  endeavour  to  have  a  private  notion,  however  crude,  of  the 
cause  of  the  phenomena,  and  how  they  are  effected  by  electricity,  for 
example.  It  is  most  important  for  us  in  connection  with  condensa- 
tion and  vaporisation  when  the  liquid  is  in  the  shape  of  fine  or  large 
drops. 

Water  in  a  drop  will  evaporate  more  readily  than  if  the  surface 
were  flat.  Unless  drops  are  so  small  that  surface  tension  is  alto- 
gether different  in  character  from  what  it  is  in  visible  drops,  if  p  is 
the  pressure  necessary  to  prevent  evaporation,  and  po  is  the  pressure 
of  saturated  vapour  corresponding  to  the  temperature ;  if  t  is  the 
surface  tension,  ?'  the  radius  of  the  drop,  <r  the  density  of  the  vapour, 
p  that  of  the  liquid ;  p  is  greater  than  p^  by  the  amount 


p  —  a  r 

This  explains  why  in  dust  free  space  the  saturation  pressure  may  be 
greatly  exceeded  without  condensation.  Moist  air  free  from  dust 
may  be  suddenly  expanded  so  that  the  pressure  is  many  times  the 
saturation  pressure  without  the  formation  of  cloud.  The  presence  of 
electrified  zinc  or  the  passage  of  Rontgen  rays  or  ultraviolet  light  or 
light  from  Uranium  glass  causes  cloud  to  form.  It  is  evident  from 
these  and  many  other  observations  that  we  are  very  far  from  having 
an  exact  knowledge  of  what  occurs  inside  a  steam  engine  cylinder. 
So  also  for  a  bubble  of  steam  to  get  larger  in  water,  the  saturated 
pressure  po  of  the  steam  corresponding  to  its  temperature  must  be 
greater  than  that  of  the  water  p  by  the  above  amount.  One  hardly 
sees  how  such  a  bubble  could  form  were  it  not  for  1,  Dissolved  gases. 
2,  Some  action  of  the  surface  of  the  containing  vessel  or  particles  of 
foreign  solid  matter.  Certainly  there  are  cases  known  of  drops  of 
water  existing  surrounded  by  oil  at  atmospheric  pressure,  and  356°  F., 
whereas  the  saturation  pressure  corresponding  to  this  temperature 
is  10  atmospheres.     Here  we  have  evidence  of  great  resistance  to 
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tensile  stress  in  water,  and  the  phenomena  of  latent  heat  led.  Dupre 
to  think  that  the  tensile  stress  called  into  play  in  changing  water  into 
vapour  is  about  25,000  atmospheres.  Water  very  free  from  air  is 
now  used  in  most  boilers,  and  it  is  well  to  notice  how  in  the  Thomey- 
croft  boiler  the  evaporation  is  assisted.  It  is  this  tendency  to  "  boil 
with  bumping "  of  air  free  water,  that  gives  so  much  trouble  in 
starting  the  fires  of  many  marine  boilers  and  makes  artificial 
circulation  so  necessary. 

356.  So  much  for  the  behaviour  of  water  and  steieim  under  static 
conditions ;  but  we  must  expect  that  when  sudden  changes  take 
place,  say  under  the  conditions  which  hold  inside  a  steam  engine 
cylinder,  the  ordinary  static  law  connecting  pressure  and  temperature 
of  saturated  steam  is  not  merely  not  a  guide,  but  is  actually  mislead* 
ing.  It  seems  almost  impossible  to  study  what  goes  on  inside  a 
steam  engine  cylinder  unless  we  are  allowed  to  imagine  that  all  the 
stuff,  vapour  and  water,  is  at  the  same  temperature  at  every  instant. 
In  truth,  however,  as  the  temperature  changes  rapidly,  even  if  we 
imagine  the  material  of  the  cylinder  to  be  itself  non-conducting, 
there  must  be  very  curious  differences  of  temperature  in  the  fluid. 
Messrs.  Callendar  and  Nicolson  found  that  whilst  the  temperature 
shown  by  a  thermometer  in  the  body  of  the  steam  was  nearly  that 
of  saturation  corresponding  to  the  pressure,  the  temperature  shown 
by  another  thermometer  inside  the  cylinder  shows  what  we  may 
regard  as  rapid  superheating  during  cushioning  and  admission; 
whereas  after  a  very  rapid  rise  the  temperature  then  fell  rapidly, 
till  it  was  well  below  the  saturation  temperature,  just  before  cut-off 
began  to  take  place.  Professor  Callendar  has  had  so  inuch  experi- 
ence  of  the  measurement  of  temperature  that  we  must  look  upon  his 
measurements  as  probably  correct,  however  much  they  may  seem  to 
conflict  with  our  other  notions.  He  has  himself  given  a  good  ex- 
planation of  the  fall  after  expansion  begins ;  but  I  cannot  accept  his 
view  of  the  superheating,  for  it  is  practically  impossible  for  me  to 
imagine  that  the  ordinary  well-lagged  cylinder  using  ordinary  steam 
is  ever  free  from  water.  The  explanation  of  the  drop  is  this.  Any 
one  who  has  worked  a  little  with  the  tff>  diagram  knows  that  in  the 
adiabatic  expansion  of  a  pound  of  water  stuff,  containing  x  lb.  of 
steam  and  1  —  a;  lb.  of  water;  if  x  is  nearly  1,  condensation  occurs 
during  expansion ;  if  a?  is  nearly  0,  evaporation  occurs.  That  is,  the 
water  tends  to  evaporate,  and  the  steam  tends  to  condense.  Imagine, 
then,  the  struggle  occurring  at  the  surface  of  the  water,  and  it  becomes 
evident  that  if  the  expansion  occurs  rapidly  there  are  really  differ- 
ences of  temperature  between  one  portion  of  the  fluid  and  another. 

o  0 


^   I 
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We  may  imagine  the  hotter  portions  of  water  being  converted  into 
steam  and  cooler  portions  of  the  steam  becoming  water.  If  a;  is 
small,  it  is  probable  that  on  the  whole  the  water  is  hotter  than  the 
saturation  temperature  corresponding  to  the  pressure,  and  if  a:  is  large 
it  is  probable  that  on  the  whole  the  steam  is  cooler  than  the  satura- 
tion temperature  corresponding  to  the  pressure.  Anyhow,  we  have 
no  right  to  assume  the  saturation  temperature  and  pressure  to  exist 
throughout. 

I  have  not  here  referred  to  the  probable  diflFerences  of  temperature 
existing  in  a  layer  of  water  which  gets  thicker  or  thinner  by  con- 
densation or  evaporation.  If  the  material  of  the  cylinder  were 
absolutely  non-conducting,  this  layer  is  likely  to  be  more  uniform 
in  temperature  during  the  evaporation  process  than  the  condensation, 
a  circumstance  which  tends  slightly  to  diminish  the  amount  of  con- 
densation in  a  steam  engine  cylinder. 


CHAPTER    XXXI. 

THERMODYNAMICS. 

357.  When  we  say  that  the  state  of  a  pound  of  stuflF  is  defined 
by  its  p,  V  and  t,  we  understand  that  it  is  all  at  the  same  temperature, 
and  that  it  is  a  fluid,  or  at  all  events,  can  only  experience  the  sort 
of  strain  or  stress  which  a  fluid  can  experience.  Our  assumption  is 
that  there  is  no  molecular  structure  in  the  fluid.  It  has  only  elasticity 
of  bulk.  If  it  was  in  the  state  p,  v,  and  gets  into  the  state  p  +  Sp, 
V  +  Sv,  then  —  Sv/v  is  called  its  compremve  strain,  accompanying  the 

increase  of  stress  Bp,  Any  kind  of  elasticity  is  defined  as  a  stress 
divided  by  the  corresponding  strain,  and  hence  fluids  can  only  have 
the  elasticity, 

e  =  gp  ^  (  -  Sv/v)  or  -  r  ^  (1) 

The  value  of  this  may  be  <?,  if  for  example  Bp  =  o  and  Bv  hsm  any 
value.  Again,  it  may  be  oo ,  if  for  example  &?  =  o  and  Bp  has  any 
value.  There  are  two  values  of  the  elasticity  which  are  considered 
more  important  than  others,  namely,  the  elasticity  when  temperature 
keeps  constant,  and  this  I  shall  call  Ct ;  the  elasticity  when  the  stuff 
neither  loses  nor  gains  heat,  and  this  I  shall  call  e^, 

358.  In  all  cases  the  state  of  a  pound  of  stufif  is  completely 
known  if  we  know  two  of  the  quantities,  v,  p  or  t,  if  these  are  in- 
dependent variables.  It  is  supposed  that  physicists  and  chemists 
have  provided  for  us  this  knowledge ;  given  p  and  v,  or  t  and  v,  we 
can  calculate  or  find  the  other  of  the  three. 

Any  change  of  state  is  a  change  firom  p  to  p  +  Bp,  Sk  change  of  v 
to  i?  +  Bv,  a  change  of  ^  to  t  +  Bt;  any  of  these  increments  being 
positive  or  negative.  If  two  of  the  changes  are  known,  the  third 
can  be  calculated  because  we  are  supposed  to  know  the  character- 
istic ;  therefore  the   change  of  state  is   completely  defined  if  we 

o  o  2 
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know  Sv  and  St,  or  Sv  and  Bp,  or  (except  in  case  of  change  of  state 
from  solid  to  liquid  or  liquid  to  gas)  if  we  know  Bt  and  Sp. 

In  my  calculus  I  have  endeavoured  to  give  in  an  easy  way  the  idea  under- 
lying such  a  calculation  as  this : — Given  91  and  9v,  infinitely  small  changes,  to 
find  9pf  p  being  a  function  of  t  and  v, 

^  =  (t) « -^  (f )  "• ^'> 

In  the  case  of  a  perfect  gas  (§)  =  ?.  ( J)  =  -  ? 


and  so 


9p=  -  ,it  -  ^,9v 

V  V 


(2) 


I  gave  examples  :  I  took  t  =  500,  p  =  2000,  r  =  14*4.  Taking  new  values 
of  t  and  V  as  follows,  I  could  calculate  the  new  p  in  each  case  quite  accurately 
from  p«'  =  Bt.  1  wanted  to  see  with  what  accuracy  (2)  would  give  the  same 
answer,  knowing  that  (2)  is  more  and  more  true  as  8^  and  9v  are  made  less  and 
less  and  is  not  absolutely  true  imless  9t  and  9v  are  smaller  and  smaller  without 
limit. 


/ 

true 

assumed 

as8ume<l 

true 

V 

14-4 

P 

9t 

9v 

9p 

500 

2000 

501 

14-6 

l»90-2 

1 

01 

^9-8 

6001 

14-41 

1999-2 

01 

001 

-1-0 

60001 

14-401 

1999-9 

001 

0-001 

-0-1 

9p  calculated 
from  (2) 


9-9 

0-99 

010 


■m"*ii> 


Similarly  from  (4), 


w 


In  the  same  way,  for  any  substance 

»-($)'-(|)»- (3) 

dt 
Again,  suppose  that  there  is  no  change  in  p  ;  put  (1)  =  0  and  we  have 

-r  if  P  does  not  alter  =  -  (-rl      \  -?) 
iiv     ^  \dv)  I  \dt) 

This  is  MTitten  as 

(£)=-(t)/{t)«-(l)(|) ™ 

Similarly  from  (3), 

(I) =-(!)/  (S)  ~-  -  {%)  (S,)  —  w 


(S) = -  (!)/(£) »'  -(I)  (40  —  (7) 


These  statements  are  so  new  to  some  students  that  I  advise  them  to  iliua« 
trate  what  they  mean  by  applying  them  all  to  the  case  of  a  perfect  gas  pv  =  Rt. 
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All  the  above  merely  follows  from  the  mathematical  fact  that  any  two  of 
Pf  V  and  t  are  independent,  or  that  each  of  them  is  a  function  of  the  other  two. 
In  other  words,  there  is  some  one  law  connecting  p^  v  aiid  t  of  one  pound  of  any 
substance,  although  we  may  only  know  the  law  approximately  for  a  limited 
range  of  states.  This  is  also  the  same  as  *'  if  a  point  in  space  represents  by  its 
three  distances  from  the  three  standard  planecT  the  p,  t'  and  ^  of  a  pound  of  stuff, 
such  points  all  lie  in  a  surface."  Students  ought  to  practise  the  drawing  of 
curves  to  express  our  knowledge  of  the  behaviour  of  any  stuff.  They  are  sup- 
posed to  have  done  this  before  beginning  the  study  of  steam  engines.  Thus,  at 
any  given  temperature  to  draw  a  curve  showing  the  p^  v  diagram  of  1  lb.  of 
steam  at  constant  t  from  a  superheated  state  until  it  is  all  liquid.  The  properties 
of  carbonic  acid  are  fairly  well  known  to  us,  and  its  /?,  v  {t  constant),  Pt  t  {v  con- 
stant), t%  t  (p  constant)  ciirves  ought  to  be  drawn.  The  drawing  of  the  i\  t 
{p  constant)  curve  for  water  stuff  from  the  ice  to  the  superheated  steam  state  at 
a  few  constant  pressures  is  probably  the  most  important  exercise.  My  students 
have  often  drawn  such  curves  (eking  out  the  exact  information  of  the  books  by 
guessiilg).  They  have  then  cut  templates,  from  one  inch  planks,  1  inch  thickness 
representing  1  atmosphere ;  they,  have  built  these  up  with  screws  and  glue  care- 
fully and  chamfered  off  the  edges,  and  so  obtained  a  surface  showing  by  its  three 
co-ordinates  the  p,  v,  t  of  water  stuff.  This  is  more  easily  done  for  a  perfect  gas 
(the  templates  for  jp,  ^  or  v,  ^  are  quite  straight  and  the  whole  work  takes  only  a 
few  hours),  and  a  student  hitherto  called  stupid  will  sometimes  begin  to  take  an 
interest  in  more  abstract  mathematics  after  he  has  marked  out  the  places  for 
which  ^  is  constant.  To  merely  read  about  the  doing  of  these  things  is  surely 
a  weariness  to  the  flesh.  When  a  student  has  actually  done  the  work  it  is 
nearly  impossible  for  him  not  to  know  that  both  E  and  ^  are  the  same  if  the 
state  of  the  stuff  is  the  same,  and  this  means  that  he  really  knows  the  two  laws 
of  thermodynamics. 

350.  If  we  examine  such  a  statement  as  (1)  of  Art.    191 

hH=k.U  +  ISv 

we  must  remember  that  it  is  only  true  if  the  change  of  state  is 
considered  to  be  smaller  and  smaller  without  limit.  At  the  same 
time  the  two  changes  Bt  and  Sv  are  quite  independent  of  one  another ; 
Sv  may  be  o,  or  8t  may  be  o.  It  comes  from  the  two  assertions : — 
"  the  heat  given  to  the  stuff  in  any  small  change  of  state  is  calcu- 
lable," and  "  we  know  the  whole  change  of  state  when  we  know  the 
change  in  t,  and  the  change  in  v.'*  As  Bv  may  be  large  or  small 
compared  with  St,  let  Sv  =  o,  then  the  heat  is  k .  St,  so  we  see  that 
k .  St  means  "  the  heat  given  to  the  body  during  the  change  of  tempera- 
ture St  when  the  volume  does  not  alter."  Similarly  / .  Sv  means  **  the 
heat  given  during  the  change  Sv,  when  temperature  does  not  alter." 
Hence  I  is  what  may  be  called  a  latent  heat  of  expansion,  and  k  is 
the  specific  heat  at  constant  volume.  In  the  same  way  K  is  called 
the  specific  heat  at  constant  pressure.  The  student  must  read  such 
statements  as  (!f ),  (2)  and  (3)  of  Art.  191  in  several  ways,  trying  to 
see  exactly  what  each  term  means. 
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Now  the  three  statements  must  agree  in  giving  the  same  answer, 
and  if  we  put  them  equal  to  one  another  in  pairs  we  get  relations 
between  the  co-efficients. 

ThvLsk.dt  +  l.dv  =  K.dt  +  L,dp, 

Substituting  dp  =  y^dt  +  (j^V^  from  (1)  of  Art.  368,  we  have 

k.dt  +  Ldv  =  K.dt  +  Tj(^dt  +  L(^dv. 
This  is  true  when  dv  =  o,  and  also  when  rf^  =  <),  so  that 

'-4I) w 

Again,  putting  k.dt  +  Ldv  =  P,dp  +  V.dv ^nA  substituting 


we  have       k.dt  +  I 


•'''•=^(S>+KI>+^-'^^' 


so  that  k 


"°*  '-■Kl)+^ w 

The  student  ought  to  write  out  another  equality  of  the  expres- 
sions of  Art.  191  and  get  two  other  relations ;  also  he  may  use  other 
substitutions  than  what  I  have  adopted.  In  this  way  he  will  obtain 
other  relations,  but  he  must  not  hope  to  find  them  all  independent* 
For  example,  he  will  find 

and  again  A'(^)  +  Z  =  F (7) 


K 


Jdt 


(£)  =  '• («) 


but  he  might  have  found  these  by  proper  combinations  of  those 
already  found.     It  is  to  be  noticed  that  for  so  far  we  have  only 
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employed  algebra ;  we  have  assumed  the  existence  of  some  law  con- 
necting p,  V  and  ty  and  that  SR  is  calculable,  but  the  above  relations 
are  true  algebraically  even  if  we  do  not  call  J?,  heat ;  or  v,  volume ; 
or  t,  temperature. 

360.  Exercise.   The    elasticity  at   constant   temperature   is 

e^  =z  ^  V  ( -T-).  To  write  out  es  it  is  necessary  to  find  the  relation 
between  Sp  and  Sv  when  S-H"  is  o.     Now 

BR^  P.Sp+  r.Bv 

dp  .        V 

JH)  that  when  Bff  is  o,-f-  is 55-,  and  hence 

dv  P* 

V 
en  =  v-p 

Thus    ^^  =  -  ^  ^  (^).     Taking    V  from  (8)  above  and  P 

from  (3) 

en 


?--^(l)(S)^<l> 


But,  as  we  have  already  seen  in  (5)  of  Art.  358 

/<^\  ^  m  _  _  {di\ 

\dv/  '  \dt)  ~       \dv) 
and  hence  for  any  substance 


(9) 


This  ratio  I  always  denote  by  the  letter  y. 

Again,  note  that  we  have  an  important  general  statement  which 
depends  only  on  our  definition  of  elasticity,  and  is  merely  algebraic, 
for  what  we  call  elasticity  may  have  no  physical  meaning.  We  give 
it  a  physical  meaning  when  we  say  what  v  and  p  and  H  mean. 

36 1 .  We  leave  mere  algebra  when  we  say  :  if  hH  —  j? .  Sv  be 
called  ZE\  then  hE  is  a  complete  differential,  that  is,  the  value  of 
the  -ff  of  a  body  depends  on  the  state  of  the  stuff.  Now  it  is 
shown  in  elementary  calculus  books  that  if 

M.dx  +  N,dy 

is  a  complete  differential,  (-77-)    =  ("y— )  ;  and  hence  if  we  subtract 

p,h)  from  any  of  the  expressions  of  Art.  191,  and  apply  this 
criterion,  we  have  three  expressions  for  the  firit  law  of  thermo- 
dynamics. 
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Thus  dH^  dS  ^  p.dv  =  k.dt  +  (l-  p)dv.  The  first  law  is  then 

(S),  =  (MX- it)  :■■■  <•«) 

or  using  dH  =  d£[  —  p.dv  =  P.dp  +  (V  --  p)dv 

m, = (f):    :  ■  •  ■  <"> 

With  not  much  more  trouble  we  find 

(f ).  -  (S),  -  (S)  •  ■  ■  ■  <'^) 

Any  one  of  (10),  (11)  or  (12)  may  be  called  the  first  law  of 
thermodynamics,  as  it  is  common  enough  to  see  a  partial  statement 
called  a  general  law.  The  real  first  law  is,  however,  "'dS  is  a 
complete  differential." 

Now  let  us  apply  the  second  law.     Divide  each  of  (1),  (2)  and 

(3)  of  Art.  191  by  t,  and  let      -  be  called  d<f>,  and  make  the  state- 
ment  that  d<f}  is  a  complete  differential.     Thus 

d<l>  =  -J-  =  J  .dt  +  -dv 

The  criterion  after  multiplying  by  t  gives 

(S),=  (l).-| 03, 

Combining  (13)  and  (10)  we  have 

(14) 


t       \dt) 


Let  the  student  show  also  that  when  (14)  is  combined  with  the 
criterion  and  the  earlier  equations  we  have, 

©,-'^ <") 

{$) = (f ),  -  (f ), = -  f  •  •  •  <") 

^     (f).-(f),=H^(l)-HS)}-<''> 

It  immediately  follows  from  (15)  and  (17)  that 

k  =  }L  +  t^^^.dv (19) 


K=lL-t\ 


%^P (20) 


where  k  and  K  d^re  functions  of  the  temperature  only. 
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363.  Exercise  1.  Show  what  the  above  relations  become  when 
a  substance  follows  the  law  pv  =  lit.  Number  the  corresponding 
equations  in  the  same  way  and  keep  the  results  for  reference.  Note 
that  neither  K  nor  k  is  necessarily  a  constant,  but  if  either  is  con- 
stant, the  other  is  so  also.  If  not  constant  they  must  be  functions  of 
temperature  only.     Our  answers  are : — 

I  =  t — ,  i  =  —  i;. 

V 

K  —  h  =  By  and  the  expressions  (1),  (2),  (3),  of  Art.  191  may 
be  written 

dH  =  k.dt  +  p.dv  =  K:dt  —  v.dp  =  —       d  (pv)+ p .  dv 

Also 

1 
^10  =      _  I  (Pi^i  -  Po^o)  +  work  done. 

If  expansion  occurs  according  to  the  law  pv*  constant, 
Heat  given  during  expansion  =  -       -  x  work  done, 

dR      7-5  . 

^^  .■^  =  7-i^  =  *^y- 

Hence  if  A  "is  o,  that  is,  if  the  expansion  is  adiabatic,  s  is  7. 

The  student  ought  to  express  (f>  in  terms  of  p  and  v,  and  also  of 
p  and  t,  and  show  that  an  adiabatic  may  be  expressed  in  any  of  the 
waysp?y  or  ^y^"^  orpty^^^y^  constant.     See  Art.  201. 

363.  Exercise  2.  There  is  only  one  way  that  I  know  of,  in  the 
absence  of  fresh  experiments,  to  determine  the  value  of  K  for  HgO  as 
gas.  It  is  to  assume  that  saturated  steam  at  low  temperatures  and 
pressures  is  in  the  gaseous  state.  It  is  easy  to  show  that  this  assump- 
tion must  be  very  nearly  correct,  for  the  volume  pressure  and  tem- 
perature of  saturated  steam  satisfy  the  law  for  a  perfect  gas  more 
and  more  closely  at  lower  temperatures.  Taking  the  atomic  weight 
of  oxygen  as  1588,  we  have 

^  =  jB  =  153-8. 

This  15*88  I  have  taken  under  the  advice  of  authoritative 
chemists.     We  have  from  the  above  equations  for  a  perfect  gas 

d<f)  ^  K       V  dp 

dt  ~  T  "  Idi 
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Now  let  us  suppose  that  ~  is  according  to  saturation,  so  that  if 

X  is  the  usual  latent  heat,  v  -jj  =  -r,  see  Exercise  5,  and  hence 

(It        t 

rf^_A^__X        _  IT      797  ,  -695 

using  Regnault's  formula.  But  the  entropy  of  a  pound  of  saturated 
steam  is 

SO  that 

d4,_l      797 

rff  -  i  ~  1^ ^^^ 

Writing  (1)  and  (2)  equal,  we  find  K  =  '305,  and  as  -j:  =  11  we 

have  k  =  '195.  I  take  these  to  be  the  specific  heats  of  superheated 
steam  about  0**  C,  and  their  ratio  is  1*55.  If  we  take  Griffiths 
instead  of  Regnault,  K  is  '399,  k  is  289,  and  their  ratio  is  1*38. 

364.  Exercise  3.  Show  what  the  above  relations  become  when 
a  substance  follows  the  law 

p  ==  bt  +  a 

where  a  and  b  are  functions  of  volume  only. 

It  will  be  seen  that  the  equation  of  Van  der  Waals,  Art.  350,  is 
of  this  form,  because  we  can  write  it  as 

Bt     \    m 

In  the  first  place,  since  ( -^  j  =  b  and  -—■  =  0,  we  see  from  (19) 

Art.  361,  that  i  is  a  function  of  t  only.  Also  from  (14),  I  =  tb  or 
/  =  j7  —  a,  and  therefore 

dl£  =  k.dt  +  tb.  dv 
gives  d<l>  =  — T-  =  ^,dt  +  b.dv 

Or  ^  =  a  function  of  t  only  +  a  function  of  v  only. 
Also  since  dE  =  dfl  —  p.dv  =  k,dt  +  (tb '-p)dv  =  k.dt  --  a.dv^ 
we  have,  E  =  a.  function  of  t  only  +  a  function  of  v  only. 

Also  K=k  +  tl{^)  =  k  -  ^6V(|) 

365.  Exercise  4.   Ramsay  states  that  ejy,  the  adiabatic  elas- 
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ticity,  is  a  linear  function  of  t  if  the  volume  is  constant,  and  that 
the  law  assumed  in  Exercise  3  is  generally  true  of  all  substances. 
Show  that  these  statements  are  consistent  with  one  another. 

we  find  e^  =  „|_  _  ^_  _  _|  =  a  +  fft, 

say,  where  a  and  yS  are  functions  of  volume  only. 
It  will  be  found  that  this  requires 

and  hence  if 

V      dv 

V        dv 

where  A  and  B  are  constants,  the  two  statements  are  consistent 
with  one  another,  and  give 

^^  A  +  m 

a  function  of  the  temperature.  On  this  assumption  k  is  nearly 
proportional  to  the  temperature  when  the  temperature  is  small,  but 
at  verj'^  high  temperatures  tends  towards  a  limiting  value  1/B. 

366.  Exercise  5. — ^Apply  our  equations  to  the  case  of  a  pound 
of  stuff  in  a  lower  state  (solid  or  liquid)  at  volume  s^  changing  to  a 
higher  state  (liquid  or  vapour)  at  volume  8^  at  constant  temperature 
receiving  latent  heat  X. 

Since  dH  =  k.dt  +  l.dvy 

or  by  Art.  361 ,  =k.dt  +  t(^)dv 

dp 
as  the  stuff  is  present  in  both  states,  -~  is  the  same  whether  v  is  con- 
stant or  not. 

If  t  is  constant, 

or  X  =  t(^j  (Sg  -  Si)      ....  (1) 

if  \  is  the  usual  latent  beat. 
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367.  Exercise  6.  Show  from  the  last  result  that  at  the 
melting  point  of  ice,  as  ^^  is  greater  than  Sj,  since  s^  —  8^  is  negative, 

and  X  and  t  are  positive,  -^  must  be  negative.     When  ice  melts  at 

0°C.,  or  t  =  274,  s^  t=  -01747,  Sg  =  -01602,^  being  atmospheric 
pressure,  or  2,116  lbs.  per  square  foot,  and  \  =  79  X  1393.  Show 
that 

^  =  -  277,300. 

That  is,  pressure  lowers  the  melting  point  of  ice  at  the  rate  of  131 
atmospheres  for  one  degree  Centigrade. 

368.  Exercise  7.  The  volume  of  1  lb.  of  water  at  374*^  F. 
is  0018  cubic  feet,  and  Rankine  found  by  the  above  calculation  that 
the  volume  of  1  lb.  of  steam  is  2'476  cubic  feet.  He  took  Joule  s 
equivalent  as  772  and  L  =  849  heat  units  (F.)    What  value  must 

he  have  taken  for  -^  ?    Answer  319. 

at 
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360.  Regnault'8  Total  Heat.  In  steam  engine  calculations 
we  depend  upon  Regnault's  measurements  for  temperatures  above 
100°  C.  There  are  no  others.  We  may  have  doubt  as  to  whether 
he  really  used  the  unit  of  heat  which  he  thought  he  used,  but  we 
must  make  the  best  of  what  he  gives  us.  It  is  for  this  reason  that  I 
employ  the  Regnault  unit  of  heat  throughout  this  book,  and  I  have 
said  frankly  that  my  only  knowledge  of  it  is  that  100*5  of  Regnault's 
units  are  equivalent  to  100  of  those  of  Reynolds,  whose  Joule's 
equivalent  (778  in  the  Fahrenheit  scale)  is  1,399  London  foot-pounds. 
Hence  my  Joule  throughout  is  1,393  London  foot-pounds  (or  774  for 
the  Fahrenheit  unit).  My  trouble  begins  when  I  consider  Regnault 's 
results  below  100°  C,  because  there  have  been  other  experiments 
and  the  results  are  said  to  conflict. 

Our  knowledge  of  H  from  63°  C.  to  88°  C.  is  based  on  twenty- 
three  observations  of  Regnault.    Assuming,  as  he  did,  that  there  is 

dH 
a  linear  law  connecting  H  and  ^,  I  find  -^==  0*379,  the  mean  tem- 
perature being  77°*55  and  the  mean  H  being  627*9.     In  fact,  these 
twenty-three  measurements  give  me 

H  =  598*61  -h  379  0. 

Regnault's  thirty-eight  measurements  from  99°*27  C.  to  100°*37  C. 
give  a  mean  temperature  99°*88  C.  and  a  mean  value  of  JST,  636*67. 

Mr.  OMIllths  has  found  the  latent  heats  of  steam  572*60  at 
40°*15  C.  and  578*70  at  30°  C,  and  I  infer  from  his  paper  that  his 
values  of  H  are  612*75  and  608*70.  It  is  not  easy  to  say  how 
we  ought  to  compare  his  unit  (the  heat  for  a  degree  on  the  nitrogen 
thermometer  at  15°  C.)  with  what  I  take  to  be  Regnault's ;  but  I 
find  that  the  above  numbers  agree  with  a  formula  which  he  gives 
later,  in  which  he  uses  as  the  value  of  Joule's  equivalent  J  = 
4*199  X  10^.  Now  the  «/" which  I  use  for  Regnault's  units  corresponds 
to  4*165  X  10^  Ergs  (per  gramme  degree  Centigrade).      Hence   I 
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take  it  that  the  values  of  H  given  by  Mr.  Griffiths  need  to  be 
multiplied  by  4199/4165  if  they  are  to  be  compared  with  Regnauit's. 
They  are  therefore  617-74  at  40°15  and  61365  at  30°. C.  mean 
615-7  at  35°-075  C. 

Between  Griffiths'  mean  and  Regnault's  6279  at  77°-55 

Between  Griffiths'  mean  and  "Regnault's  636-67  at  99''-27  we 

find  -J.  =  0-327.    The  mean  of  these  values  is  0*307. 
do 

Now  I  am  aware  that  there  is  more  certainty  as  to  the  measure- 
ments made  by  Mr.  Griffiths,  and  that  the  units  of  the  measurement 
made  by  Regnault  below  100°  C.  are  not  well  known,  and  his  method 
of  measurement  between  —2°  C.  and  16°  C.  is  open  to  criticism  ;  but 
it  will  be  seen  by  the  above  that  if  we  are  to  keep  to  Regnault'a 

units,  we  cannot  do  better  for  the  present  than  to  keep  to  his 

tITT 
formula  in  which  —jr^  is  the  same  for  all  kinds  of  steam,  namely,  '305, 

not  merely  above  100°  C,  where  we  have  nothing  but  Regnault, 
but  also  below  100°  C,  where  Regnault  cannot  be  regarded  as  alto- 
gether inconsistent  with  what  Mr.  Griffiths  himself  gives.  I  may  at 
the  same  time  say  that  although  I  cannot  use  Mr.  Griffiths'  formulas 
between  0"  and  100°  C, 

total  heat  H  =  59673  +  3990  0 
latent  heat  I  =  59673  -  06010  0, 

his  suggestion  of  their  use  causes  me  to  feel  that  there  is  in  the 
repetition  of  Regnault's  work  an  excellent  investigation  waiting  to 
be  done  by  some  National  Physical  Laboratory.     Such  an  investiga 
tion  ought  to  include  the  determination  of  the  characteristic  law  for 
superheated  steam  and  its  specific  heat. 

370.  Superheated  Bteam. — It  will  be  seen  in  Art.  207  and 
elsewhere  that  it  is  very  important  for  us  to  know  with  some 
accuracy  what  is  the  specific  heat  of  superheated  steam.  Regnault's 
experiments  give  conflicting  results.  Thus  when  at  atmospheric 
pressure  he  cooled  steam  at  225°  C.  to  125°  C,  the  average  specific 
heat  seemed  to  be  0*48,  a  figure  which  is  very  generally  taken  to 
be  nearly  correct  under  all  circumstances  and  of  which  great  use 
is  made ;  whereas  when  he  cooled  it  from  124°  C.  to  100°  C,  Mr, 
Macfarlane  Gray  has  shown  that  the  average  result  was  0*378, 
although  everybody  uses  0*48.  I  cannot  admit  with  Mr.  Gray 
that  we  have  any  right  to  assume  that  we  can  calculate  the  specific 
heat  of  any  gas  firom  the  atomic  weight.     See  Art.  351. 
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We  always  assume  that  a  superheated  vapour,  that  is,  a  vapour 
at  a  higher  temperature  than  that  which  corresponds  to  its  pressure 
in  the  saturated  or  mixed  condition,  gets  to  be  more  and  more 
nearly  like  a  perfect  gas  in  its  p,  v,  t  relations,  the  greater  its  tem- 
perature and  its  volume.  I  should  be  satisfied  with  this  vague  sort 
of  knowledge  about  superheated  steam,  if  it  were  not  that  a  more 
exact  knowledge  of  the  p,  v,  t  law  is  necessary  before  we  can  make 
exact  statements  about  the  specific  heat. 

On  certain  assumptions  which  have  no  experimental  foundation, 
Him,  Zeuner,  Ritter  and  others  have  obtained  formulae  which  have 
been  made  to  fit  Him's  experimental  numben. 

To  find  the  density  of  superheated  steam  Him  weighed  a  vessel 
containing  the  steam.  His  results  are  given  in  Table  IV.  at  the 
end  of  his  "  Exposition  analytique  et  exp^rimentale  de  la  Th^orie 
mecanique  de  la  Chaleur."  I  know  of  no  other  measurements  on 
superheated  steam  except  those  of  Regnault,  who  measured  the 
specific  heat  at  atmospheric  pressure.  I  give  in  Art.  371,  Him's 
results,  converting  u  into  cubic  feet  per  pound. 

On  any  assumption,  if  we  could  obtain  a  simple  empirical  formula 
satisfying  our  facts  it  would  be  valuable,  and  some  of  the  formulae 
given  are  supposed  to  agree  with  Him's  results  fairly  well.  It 
seems  to  have  been  forgotten  by  the  framers  of  these  formulae  and 
by  those  who  calmly  accept  such  formulae,  that  the  formula  of  a 
perfect  gas  must  always  agree  fairly  well  with  the  results,  and  that 
the  test  of  a  more  correct  formula  is  not  as  to  whether  it  is  nearly 
right  for  u  the  volume,  but  for  v  ^  u,  where  v  is  the  volume  of  a 
pound  of  HjO  as  gas  atthe  same  pressure  and  temperature.  Sub- 
jected to  this  test,  I  find  that  all  the  formulae  are  as  much  as  16  per 
cent,  wrong ;  and  it  is  easy  to  obtain  many  other  simple  formulae 
which  are  just  as  correct,  but  it  would  be  very  foolish  to  assume 
that  any  one  of  them  is  of  value  from  the  point  of  view  of  thermo- 
dynamic theory. 

From  the  point  of  view  of  thermodynamic  theory  we  should  be 
glad  to  obtain  either 

i?  as  a  linear  function  of  ^,  when  p  is  constant     ...         (1) 
or 

p  as  a  linear  function  of  t,  when  v  is  constant         .'    .     .     (2), 

because  it  is  evident  from  (19)  and  (20),  Art.  361,  that  (1)  means 

K  a  function  of  t  only, 
and  (2)  means 

k  a  function  of  t  only. 

Dr.  Ramsay  asserts  that  for  all  vapours  (2)  is  true^  and  we  have 
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seen  in  Art.  365  that  this  is  not  inconsistent  with  his  assertion  that 
the  adiabatic  elasticity  is  a  linear  function  of  t  when  v  is  constant. 

(2)  is  certainly  not  in  accordance  with  Him's  experimental 
results  on  superheated  steam.  To  test  it  I  took  one  of  Him's 
volumes,  27*87  when  t  =  392*2  and  2?  =  2116;  for  the  same  volume 
saturated  steam  has  t  =  372*2  and  p  =  2010.     If  (2)  is  true  or 

p  =  ht  +  a, 
where    b  and  a  are  functions  of  volume  only ;  then  for  u  =  27*87, 
a  =  37,  6  =  5*30.     Doing  this  for   many  of  Hirn*s  obsen^ations,   I 
found  that  a  could  not  be  consistently  regarded  as  a  function  of  the 
volume.     Thus  I  obtained 


vol.  n 
a 
b 

29-63 

5 

5  09 

27-87 
37 
5-30 

11-16 

-335 

1411 

9-215 

8-362 
-  962 
19-90 

7-723 

6-631 

6-019 

-1424 
19-42 

j 
-2390     -209 

-1786 

24-75 

22-54 

28-51 

SO  that  a  is  evidently  no  function  of  the  volume. 

It  may  be  imagined  that  if  the  general  rule  (2)  fails  so  seriously, 

the  special  form  of  it  invented  by  Van  der  Waals  will  fail  more  seriously 

still,  and  this  I  have  found  to  be  so.     When  we  try  (1)  above,  we 

obtain  what  seems  to  me  a  better  consistency.     In  trying  (2)  we  had 

only  two  observations  from  which  to  determine  each  a  and  6,  whereas 

in  testing  (1)  we  have  in  some  cases  many  observations;  and  it  may 

be  that  it  is  on  this  account  that  (1)  seems  more  consistent  than  (2). 

Taking 

u  =  ht  -^  a 

where  h  and  a  are  functions  of  p  only,   we  obtain  the  following 
results : — 


p  in  atmos. 

I 

2i 

3 

34 

-1-70 
•0239 

4 

5 

a 
b 

1-29 

I 

0-068 

1 

-0-10 

-1-23 
0-0259 

-0-70 

-0-45 

0-0309 

0-0189 

0-0148 

In  carrying  out  this  work  it  became  evident  that  the  discrepancies 
in  a  were  largely  due  to  Him's  errors  of  measurement ;  and  certainly 
there  is  no  disproof  of  the  law  (1),  although,  indeed,  we  cannot  say 
that  there  is  proof  of  it.  I  am  disposed  to  think  that  neither  (1)  nor 
(2)  is  true,  but  that  (1)  is  so  much  more  nearly  true  than  (2)  that 
we  may  assume  it  true  until  we  get  further  evidence. 
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371.  It  is  on  the  whole  better  to  test  the  diicrepance  firom 

Itt 
the  gaseoui  law.     The  following  Table  shows  the  values  of u 

both  for  Him's  results  and  for  saturated  steam  at  the  same  pressure. 

m 

For  each  pressure  I  have  plotted  v  —  %c  (calling  — ,  v)  and  tempera- 
ture, and  it  at  once  becomes  evident  that  we  can  deduce  no  law 
from  Him*s  results. 

Hirn's  Experiments. 


V 
atmos. 


>> 
I) 
»» 
»» 
i» 

2-25 

3 

3-5 

»> 
}) 
»» 
4 

n 
11 

11 

5 

11 
11 


rc. 

118-5 

141 

148-5 

162 

200 

205 

246-5 

200 

200 

196 

201 

225 

246-5 

165 

200 

225 

246-5 

160 

200 

205 


Hlrn's. 


1-74 
1-85 
1-87 
1-93 
2-08 
214 
2-289 
0-92 
0-697 
0-691 
0-6035 
0-636 
0-6574 
0-4822 
0-522 
0-539 
-5752 
-3758 
-4095 
'414 


i 


u 


lb.  i)or  aq.  ft.        abeol.       cub.  ft.  per  lb. 


2116 

392  2 

27-87 

2116 

414-7 

29-64 

2116   > 

422-2 

29-95 

2116   ' 

435-7 

30  91 

2116 

473-7 

33-32 

2116   ' 

478-7 

34-28 

2116 

520-2 

36-66 

4762 

473-7 

14-73 

6349 

473-7 

11-165 

7407 

469-7 

9-466 

7407 

474-7 

9-668 

7407 

498-7 

10188 

7407 

520-2 

10-531 

8465 

438-7 

7-724 

8465 

473-7 

8-362 

84^ 

498-7 

8-634 

8465 

519-7 

9-214 

10582 

433-7 

6-020 

10582 

473-7 

6-558 

10582 

478-7 

6-632 

Rtip  -  u. 

0-62 

0-49 

0-73 

0-70 

1-11 

0-50 

1-15 
-57 

0-315 
•206 
•104 

0-162 

0-269 

0-245 

0  242 
-423 

0-227 
-282 
-324 

0-323 


The  following  values  are  for  the  saturated  condition,  multiplying 
Rankine's  u  by  774/772  :— 


p 

atmos. 


1 

2i 
3 

34 


5 


tf'C 


100 

124-35 

133-6 

139-23 

144 

152-3 


lb.  per  sq.  ft. 

•2116 
4762 
6349 
7407 
8465 
10582 


t 
absol. 


It 


cub.  ft.  per  lb 


373-7 

26-43 

398-1 

12-33 

407-3 

9-43 

412-9 

815 

417-7 

7-19 

426 

5^83 

Rtjp  -  u. 

0-73 

0-52 

0-435 

0-422 

0-396 

0-36 


In  calculating  v  which  is  Btjp,  I  use  t  =  6  +  273-7,  p  in  pounds 
per  square  foot  and  R  =  153*8  to  suit  an  atomic  weight  of  oxygen  of 
15'88.  Hence,  v^p  and  t  are  the  volume  pressure  and  temperature 
of  HgO  as  a  perfect  gas.  I  had  been  in  hopes  that  v  —  u  might  be 
expressed  as  some  simple  function  of  pressure  and  temperature,  or 

perhaps  that  might  be  so  expressed. 

There  is  no  ground   for  any  such   assumption — a  very  much 

p  p 
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simpler  one  is  all  that  is  warranted  by  the  experiments.     Take  1 
atmosphere 


e'C. 


v-u 


100°  C. 


•73 


118*^5    141'    148°^5     162' 


200'      205"    246' •o 


•62       -49 


•73     !    -70    ,  111      0-50      115 


The  mean  of  these  eight  observations  0*75,  is  almost  exactly  the 
value  of  t?  —  t^  at  saturation. 

We  have  only  single  observations  of  superheated  steam  at  2'25 
and  at  3  atmospheres.  These  conflict  with  one  another  when  we 
compare  them  with  ??— 16  at  saturation,  one  showing  an  increase  of 
v  —  u  with  temperature,  the  other  a  diminution.  But  in  view  of  the 
great  number  of  results  for  one  atmosphere  which  are  so  obviously 
unreliable,  I  feel  quite  sure  that  we  cannot  build  upon  any  of  these 
results  of  Hirn. 

At  3'5  atmospheres  Him's  own  results  show  no  law,  only  incon- 
sistency. But  they  are  all  lower  than  v—u  for  saturation.  It  i.s 
only  on  the  assumption,  therefore,  of  the  saturation  value  being 
correct  that  we  get  grounds  for  any  assumption  except  constancy  in 
v  —  u. 

At  4  atmospheres  we  have  the  following  values : — 


«'C. 


V  -  u 


144 

165 

•396 

•245 

200 


225 


246  5 


•242 


•423 


.<»• 


Nothing  but  taking  a  mean  can  here  satisfy  us.  But  we  always;: 
like  to  give  gi'eater  weight  to  the  saturation  value,  and  by  assuming 
it  exactly  right  we  may  if  we  please  suppose  some  fall  in  v  —  u  ns  6 
increases.  It  is,  however,  unfair  to  draw  any  conclusion  of  conse- 
quence. 

At  5  atmospheres  we  have  more  constancy  : — 


re. 


152-3 


V  -  u 


•36 


160 


200 


I 


205 


•282 


•324 


•323 


On  the  whole,  therefore,  I  am  disposed  to  say  that  the  only 
conclusion  deducible  from  Him's  inconsistent  and  unreliabK* 
experiments  is  that  there  may  be  such  a  law  as 


n  =  -  -  f(p) 


(1) 
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taking  the  form  and  value  of/  (p)  from  the  more  acjcurately  known 
numbers  of  Bankine  for  saturated  steam.  I  find  then  that  the 
information  at  our  command  at  present  gives  for  steam,  whether  in 
the  saturated  or  superheated  condition, 

Jit      /nnQ_L      3200     \  ,^. 

.  =  --(0118+^-^335-^)     ....     (2) 

Where  B  =  153*8,  ^  =  ^°  C.  +  2737,  p  is  pressure  in  pounds  per  square 
foot.i 

I  will  now  calculate  u  for  a  few  cases.  Note  that  in  the  super- 
heated cases  I  have  chosen  those  which  are  most  likely  to  be  most  in 
disagreement  with  observation. 

Saturated  Steam. 


B 


10 

40 

60 

80 

100 

120 

140 

160 

180 

200 


12-27 
24*92 
152-6 
414-3 
087-6 
2116-4 
4152 
7563 
12940 
20990 
32520 


Accepted 
u 


8398 
1736 
313-6 
122-3 
54  06 
26-43 
14-04 
7-995 
4-827 
3-fJ65 
2031 


Xow  calculated 
u 


3434 
1751 
315-4 
123-0 
54-27 
26-48 
14-06 
8-007 
4*843 
3-078 
2  0.35 


PercentAgc 
difference 


+  1-9 
8 
6 
6 
4 
2 
2 
7 
3 
4 

-    -2 


Superheated  Steam. 


141 

2116 

200 

2116 

205 

2116 

246-5 

2116 

200 

4762 

200 

6349 

201 

7407 

246  5 

8465 

160 

10582 

Uim'B  u 
29-64 
33-32 
34  28 
36-66 
14-73 
11-165 
9-668 
9-214 
6-020 


29-46 

.33-74 

3410 

37-08 

14-80 

1 1  -03 

9-44 

9-06 

5-96 


-fli 
-1-3 
+  -6 
-1-6 
-  -5 
+  1-2 
+  2-4 
+  1-7 
+  1-0 


*  It  is  easy  to  find  a  better  formula  than  the  above,  if  one  wishes  only  to  express 

the  properties  of  mturated  steam.     If  «»  =  — as  before,  and  if  we  plot  log.  (  — ;—  j 

and  log.  p  on  squared  paper,  the  points  lie  very  closely  in  a  straight  line  from 
pressures  of  one-fifteenth  of  an  atmosphere  to  fourteen  atmospheres,  and  my  students 
have  deduced  the  law 


H  =  —   -  -0113/;3-o-i' 
7* 


P  P  2 
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372.  Our  anxiety  on  this  subject  is  not  so  much  to  obtain 
an  empirical  formula,  as  to  find  the  specific  heat  K  of  superheated 
steam.  One  use  to  which  we  put  K  is  described  in  Art.  207,  and  it 
evidently  is  of  considerable  pecuniary  importance.  Thus,  when  we 
specify  for  plant  for  an  electric  lighting  station,  we  commonly  say 
"  there  must  be  one  electrical  unit  produced  (about  \\  horse-power 
hours)  for  21  lbs.  of  steam  of  165  lbs.  pressure.'*  Now  everj'thing 
depends  upon  the  wetness  of  the  steam  supplied,  for  the  engine 
builder  does  not  usually  supply  the  boiler,  and  the  easy  way  of 
finding  the  wetness  depends  upon  our  being  able  to  use  a  value  of 
K  in  our  calculation.     See  the  other  methods  described  in  Art.  207. 

The  engine  builder  tests  the  engine  at  his  own  works  by  taking 
the  steam  through  a  reducing  valve  fix)m  a  boiler  at  215  lbs.  pressure 
(if  the  cylinder  is  to  be  fed  at  165  or  less),  so  that  he  may  be 
pretty  certain  of  its  dryness.  Indeed,  he  is  not  likely  to  suflFer 
because  of  having  wet  steam,  for  he  knows  how  to  object  to  what  he 
considers  an  unfair  test.  I  do  not  know  if  anybody  ever  tests 
whether  the  steam  taken  through  such  a  reducing  valve  is  not  too 
diy,  superheated  in  fact,  a  test  excessively  easy  to  apply. 

The  Specific  Heat  of  Superheated  Steam.  As  a  matter 
of  fact,   we    may   say  that   Him's    numbers    do   not   help   us   to 

any  better  assumption  than   the   use   oi  u  —  —    in    calculating 

(-ttS    and  yji)  y  or    the    assumptions   that    both    h  and    K   are 

functions  of  temperature  only. 

In  Art.  363  I  have  found  0*305  to  be  the  specific  heat  of  super- 
heated steam  at  0°  C,  assuming  Regnault's  results  to  be  correct.  In 
the  same  sort  of  way  we  can  find  what  is  probably  its  specific  heat  in 
other  conditions. 

If  <^  is  the  entropy  of  a  pound  of  dry  saturated  steam  it  will  be 
found  sufficiently  accurate  for  almost  all  purposes  to  take 

This  is  deduced  from  taking  Regnault*s  total  heat  as 
H  =  606-5  +  -305^  ;  or 
jET  =  523     +  -305^  if  ^  =  ^  C.  +  2737 
and  assuming  that  the  latent  heat  is 

L  ^  H-  e 

so  that  we  assume  the  specific  heat  of  water  to  be  constant. 
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But  if  we  wish  to  be  more  accurate ;  if  o-  is  the  specific  heat  of 
water,  L  =  H  —  \a ,dt 

J  273-7 

Now  I  prefer  to  use  the  formula  of  Rankine  for  a ;  it  most 
probably  agrees  with  Regnault's  units,  where  J  =  1393  or  774. 
Converting  into  Centigrade 

o-  =  1  X  10-<^^2  (or  n^ore  exactly  1  +  10  "  «(^-4)2) 

From  this  I  find  ^,  and  also 

d^_l      797       10  -  M^  -  278)«  .. 

for  steam  which  just  keeps  saturated. 

But  in  superheated  steam  whose  characteristic  is 

«  =  f-/ (2) 

where  /  is  some   function  of  pressure  and  temperature,  we   see 
from  Art.  361  that 

dS      K  „       /dW 


'.       dH       K ,.       /du\   , 


for  any  change  of  state.     Now  let  us  suppose  the  superheated  steam 

dt) 
to  keep  infinitely  near  to  saturation,  so  that  -^  is  defined.     Then 


^  =  f_g)(|) (3) 

at         t        \dt/p\at/gat 


Putting  (3)  and  (1)  equal  to  one  another,  and  neglecting  the 
small  term,  we  find 


Taking  16  = /where  /  is  a  function  of  ^  only,  (--nf    = 


Bt       ^    ^        ^  .         ^      ,.       ^ ,__   /du\        R 

P 
and  hence 

797    ,    1  Et/dj) 


^=^-  t 


+  7-(f)      •    •    •    •    (5) 

J  p  \dt/^u 


Thus  calculating  we  have  the  following  results. 

The  value  of  K  for  0^  C.  may  no  doubt  be  obtained  from  this 
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formula  if  we  can  find  -—-,  but  I  prefer  to  take  it  as  worked  out  in 


Art.  363. 


dt 


0"C. 


0  C. 

40 

70 

100 
130 
160 
190 
210 


1 

t 

2* 

\dt  J  sat 

A' 

•305 

314 

152-6 

8176 

•317 

344 

649-4 

28-03 

-322 

374 

2116-4 

75-52 

■341 

404 

5652 

169-6 

•366 

434 

12940 

330-3 

•385 

464 

26270 

573  8 

-400         I 

484 

39870 

830 

-464 

There  can  be  no  doubt  that  these  values  for  K  must  be  verj* 
nearly  correct  near  saturation  if  Regnault's  results  are  right.  If 
we  were  only  sure  that  (1)  of  Art.  370  were  true,  that  is,  that  K  is 
a  function  of  temperature  only,  we  might  use  the  tabulated  values 
just  given  for  K,  not  merely  near  saturation,  but  under  all  circum- 
stances. I  have  already  pointed  out  that  Him's  numbers  are  too 
incorrect  to  enable  us  to  make  any  more  exact  assumption  than  (2) 
where  /  sometimes  increased  with  temperature  and  sometimes 
diminished,  but  in  such  an  erratic  way  that  we  might  assume  /  a 
function  of  pressure  only,  just  as  fairly  as  anything  else. 

It  seems  to  me  now  for  the  following  reason  that  this  must  really  be 
the  case  ;  that/  is,  with  some  truth, merely  a  function  of  the  pressure. 
Regnault's  usually  accepted  value  of  K  or  0'48  is  the  average  value 
between- 224°  C.  and  125°  C.  at  atmospheric  pressure;  yet  it  is  not 
very  different  from  the  average  value  between  the  same  temperatures 
of  the  table,  although  the  tabulated  values  are  for  steam  near 
saturation  and  at  very  great  pressures. 

Again,  Mr.  Macfarlane  Gray  obtained  0*38  as  the  average — finom 
Regnault's  experiments — between  100°  C.  and  125"*  C,  and  this  is 
not  very  different  from  the  tabulated  value. 

Until  some  fireih  experimental  evidence  is  before  us,  I  am 
therefore  disposed  to  accept  the  three  numbers  deduced  from  Regnault 
as  being  fairly  correct,  and  to  assume  that  ^  is  a  function  of  the 
temperature.  According  to  this  notion  the  specific  heat  of  super- 
heated steam  is 

A' =  0-305  +  5-75  x  lO'Otf^ 
where  0  is  the  temperature  Centigrade.     See  Note,  Art,  187. 
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Mathematical  JSjjercise  for  Students, — Assume  that  K  =  -r  .—r^7^o 

1  +  po^ 

Find  a,  b  and  )8,  so  that  K  =  -305  when  ^  =  0,  and  that  the  average 

value  of  JST  between  0  =  100  and  0  =  125  is  0*38,  and  the  average 

vahie  of  K  between  125  and  225  is  0'48. 

373.  Exercise.  If  superheated  steam  follows  the  law 

P 

and  if  ^  is  a  known  function  of  the  temperature,  what  are  the  t,  <f> 
curves  for  constant  pressure  ? 

A"  f  AT 

Answer,  d^  =  —  rf^  or  <^  =  I  —dt. 

Thus  if  we  take  K=  '305  +  575  X  10 -«(^  -  274)2 

<^  =  -737  log.  ^  +  2-875  x  10  -«  (<«  -  1096  0  +  0'648. 

It  is  to  be  noticed  that  in  Art.  205  I  assumed  that  superheated 
steam  is  a  perfect  gas,  and  furthermore  that  its  specific  heat  K  is 
always  0*48.  To  draw  the  real  t<f>  curves  for  constant  pressure  and 
volume  would  be  more  troublesome,  and  even  when  one  has  studied 
most  carefully  all  the  existing  information,  one  has  no  great  inclina- 
tion to  draw  the  cui*ves  even  on  the  fresh  information  which  I  have 
given.  In  Art.  214  it  will  be  seen  that  we  greatly  need  correct 
figures  to  determine  the  weight  of  superheated  steam  used  per  hour 
per  horse-power. 

374.  Exercise.  Assume  that  for  superheated  steam 

^        u 

where  F  is  a  function  of  \l  the  volume  only :  as  X;  is  a  function  of 
temperature  only,  see  (19)  of  Art.  361,  find  it  for  various  tempera- 
tures. 

It  is  easy  to  show,  as  in  the  other  case,  that  under  nearly 
saturated  conditions 

^='-?-l©., <^> 

The  following  table  of  the  values  of  -j:  at  saturation  has  been 
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calculated   by   Mr.   D.   Baxandall.      The   values    of    u    given,   are 

774 
Rankine  s  x  ^fo*  and  t  is  e^"  C.  +  274,  B  is  153-8. 


ec. 

t 

u 

(du\ 

\dijmt    \ 



k 

20 

294 

937 

-55*25       I 

201 

60 

SU 

122-3 

-   5-351 

•226 

100 

374 

26-43 

-   0-89 

•258 

140 

414 

7-995 

-  0-2133 

•293 

180 

454 

3-065 

-   0-0663  ' 

-327 

210 

484 

1-676 

-   0-0314  I 

•353 

My  attention  has  recently  been  drawn  to  the  values  of  v,  p  and  t 
given  by  Professors  Ramsay  and  Young  in  the  Phil,  Trans.  1892. 
These  are  evidently  much  more  consistent  with  one  another  than 
those  obtained  by  Him,  but  I  find  that  they  would  not  modify  my 
conclusions  because  of  their  discontinuity  with  the  calculated  satu- 
rated volumes  obtained  by  calculation,  and  it  is  close  to  saturation 
that  I  desire  to  know  the  properties  of  superheated  steam.  Also 
these  gentlemen  have  not  published  the  actual  numbers  obtained 
by  them  in  experiment,  but  only  those  numbers  "  smoothed  "  on  some 
system  which  is  unknown  to  me.  Smoothed  on  another  system 
they  would  probably  be  different. 


CHAFrER   XXXIII. 

HOW  FLUIDS  GIVE  UP  HEAT  AND  MOMENTUM. 

375.  There  are  two  phenomena  which  we  can  understand  only 
through  our  knowledge  of  diffusion  in  fluids : — 

I.  When  a  portion  of  a  fluid  has  a  greater  temperature  than  the 
rest ;  how  the  temperature  is  equalised,  that  is,  how  it  shares  the 
average  kinetic  energy  of  its  molecules  with  other  portions  of  the 
fluid,  and  how  it  gives  it  up  to  the  molecules  of  a  solid  body  which 
it  touches. 

II.  When  a  portion  of  fluid  has,  besides  its  molecular  motion  of 
agitation  which  is  the  same  in  all  directions,  a  motion  of  its  centre  of 
gravity  relatively  to  the  rest  of  the  fluid ;  that  is,  it  has  on  the 
whole  momentum  in  a  particular  direction ;  how  it  shares  this 
momentum  with  the  rest  of  the  fluid,  and  especially  how  it  gives 
up  momentum  to  the  molecules  of  a  solid  body  which  it  touches. 

I  take  it  that  these  cases  are  identical,  that  the  equalisation 
is  by  diffusion  ;  that  it  proceeds  very  slowly  indeed,  at  a  rate  which 
may  be  judged  of  in  tBe  following  way : — 

Its  rate  in  water. — Get  a  large  glass  vessel  of  clear  water ;  at  a 
point  A  let  there  be  the  end  of  a  fixed  tube,  by  means  of  which,  with 
very  little  commotion,  we  may  colour  a  small  region  in  the  water. 
If  the  water  has  no  currents  in  it,  at  what  rate  will  the  coloured 
particles  diffuse  from  A  through  the  whole  mass  ?  To  be  quite  sure 
of  freedom  from  currents,  it  is  best  to  use  a  long,  thin,  vertical  tube 
as  our  vessel.  The  diffusion  is  exceedingly  slow  compared  with  such 
equalisations  of  colour  density  as  we  are  accustomed  to  in  masses 
of  water. 

The  molecular  theory  tells  us  what  this  rate  is  in  gases.  It  is 
really  slow,  but  it  is  practically  impossible  to  test  the  theory  by 
experimentally  colouring  some  of  the  gas  in  a  vessel. 

But  when  there  is  such  a  motion  that  a  portion  of  fluid  A  gets 
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sandwiched  out  between  other  portions  -B,  so  that  parts  of  A  are 
everywhere  close  to  parts  of  B,  there  is  no  change  in  the  actual  rate 
of  molecular  diffusion  anywhere,  but  the  diffusion  is  between  the 
neighbouring  parts  of  A  and  parts  of  i^,  and  of  course  there  is  a 
rapid  equalisation  of  properties^. 

If  the  peculiar  property  of  -4  is  colour^  colour  is  equalised. 

If  the  property  of  A  is  higher  temperature,  then  temperature  is 
equalised. 

But  in  any  case  the  mixing  would  be  exceedingly  slow  except  for 
the  agency  of  unstable  stream  line  motion  which  causes  portions 
moving  with  very  dififerent  velocities  to  become  sandwiched,  that  is 
to  come  near  together,  so  that  dififusion  may  produce  large  effects. 
Now  the  rapid  mixing  cannot  occur  unless  there  are  sandwiched 
streams,  and  diffusion  is  constantly  equalising  the  velocities  of  the 
stream  lines,  and  this  is  what  we  call  friction ;  hence  these  three 
things  seem  to  go  together : — 

1.  Actual  mixing  of  portions  of  the  fluid. 

2.  Equalisation  of  temperature. 
*^.  Friction. 

376.  In  my  1873  edition  I  pointed  out  the  importance  of 
artificial  obstructions  in  the  fluei  of  boilera,  and  when  speaking 
to  students  I  have  persistently  dwelt  since  then  upon  the  apparent 
fact  that  anything  which  increases  the  friction  of  flue  gases  against 
the  metal  surface  increases  the  rate  of  transmission  of  heat,  but  I 
must  confess  that  I  had  no  exact  notions  on  the  subject  until,  in 
1897,  Mr.  Stanton,  a  pupil  of  Professor  Osborne  Reynolds,  read  the 
abstract  of  a  paper  before  the  Royal  Society,  published  later  in  full 
in  the  Philosophical  Transactions,  * 

He  forced  water  at  two  different  temperatures  through  two 
concentric  pipes,  one  surrounding  the  other,  and  showed  that  at 
quite  different  speeds  the  change  of  temperature  produced  in  a 
given  length  of  pipe  was  pretty  much  the  same ;  that  is,  that  twice 
as  much  heat  passed  when  the  speeds  were  twice  as  great.  I  at  once 
put  the  matter  in  the  following  shape.  My  theory  is  very  incom- 
plete, but  it  is  not  at  all  bad  to  think  about,  and  I  think  that  it 
cannot  differ  greatly  from  that  of  Reynolds,  which,  to  my  great 
astonishment,  I  read  a  little  about  to-day  [April,  1898]  for  the 
first  time,  in  a  short  but  most  suggestive  paper  published,  in  1874 
before  the  Manchester  Literary  and  Philosophical  Society.  I  found 
it  referred  to  in  the  paper  of  Mr.  Stanton,  and  I  think  that  I 
may  have  heard  of  it  before  but  mixed  it  up  with  a  much  more 
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elaborate  mathematical  paper  by  Professor  Reynolds  {PhiL  Trans.  ^ 
1894).! 

I  feel  that  to  publish  this  old  and  neglected  paper  here  will  be 
doing  a  service  to  all  students,  and  I  have  asked  for  permission  to- 
publish  it  as  an  appendix.  At  the  same  time  I  think  that  the 
following  rough  theory,  which  I  worked  out  after  hearing  Mr. 
Stanton's  paper,  will  be  welcome. 

377.  When  fluid  ii  ta  motion  filling  a  pipe  we  know  that 
there  is  a  thin  film  or  layer  of  fluid  entangled  among  the  mole- 
cules of  the  solid  surface  which  is  at  rest,  that  is,  it  has  no 
avei-age  velocity  relatively  to  the  solid.  Let  us  consider  how  heat 
gets  into  this  film  from  the  moving  fluid.  It  is  difficult  to  say 
whether  one  ought  or  ought  not  to  take  entrance  of  heat  to  this 
layer  of  motionless  fluid  as  entmnce  to  the  metal  itself.  There  is 
equalisation  of  the  momentum,  and  there  may  be  equalisation  of  the^ 
temperature. 

Now  suppose  n  molecules  per  second  to  enter  this  layer  and  the 
same  number  to  leave  it ;  each  of  them  enters  with  an  average  kinetic 
energy  proportional  to  t  the  average  temperature  (absolute)  in  the 
pipe,  and  leaves  with  t^  the  temperature  of  the  layer,  and  an  average 
momentum  in  the  axial  direction  proportional  to  ?;  if  i;  is  the  average 
axial  velocity  in  the  pipe.  There  is  a  want  of  exactness  in  my 
definition  of  these  averages,  which  is,  I  think,  the  only  weakness  in 
this  investigation.  Now  axially  directed  momentum  given  to  the 
layer  per  second  is  what  we  mean  by  force  of  friction  F. 

So  that  per  unit  area  Fccnv      ....     (1) 

And  the  heat  H  or  kinetic  energy  per  second  per  unit  area 

Hozn{t-t^) (2) 

Hence  HozF{t-  t^)jv (3) 

Of  course  when  r  is  0  we  cannot  use  (1)  in  (2)  to  find  (3),  but  we 
shall  only  use  our  equations  in  cases  where  v  has  some  value. 

In  the  standard  books  on  friction  of  fluids  in  pipes,  the  law  is 
given 

Fozwv'       (4) 

where  tv  is  the  weight   of  the  fluid  per  unit  volume,  and  v  is  the 

^  I  believe  that  wheYi  I  study  the  1894  paper  and  other  papers  of  Professor 
Reynolds,  I  shall  write  on  this  and  many  other  subjects  with  certainty  and  clear* 
ness,  but  I  have  not  }'et  found  the  necessary  time.  I  know  that  the  Manchester 
students  have  clear  and  correct  notions  on  many  subjects  about  which  other  students 
are  ignorant. 
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average  axial  velocity  in  the  channel.  I  am  infonned  by  Prof.  O. 
Reynolds  that  the  results  of  his  1883  paper  in  the  Philofophical 
Transactions  are  applicable  to  gases,  and  taking  his  index  there  as  2 
we  have  the  same  formula^  as  (4) ;  (3)  and  (4)  give  us 

ff=civv(t''fi) (5) 

where  c'  is  a  constant.  If  instead  of  the  conductivity  of  the  layer  or 
film  at  the  surface  being  infinitely  great,  one  side  of  the  film  is  at 
f'  and  the  other  at  f,  and  if  6  is  its  thickness  and  k  its  conductivity 
for  heat,  we  get  the  equivalent  of  (5)  from 


this  gives 


(^'-r)|  =  c'm<^-0 


j,^e:u^) ^g^ 

1+CVJVt 


We  see  therefore  that  in  using,  as  we  shall  do,  (5)  instead  of  the 
more  correct  (6)  we  shall  be  assuming  c'  a  constant,  whereas  it  really 

depends  upon  the  value  of  tov  j-.     It  is  possible  that  b  diminishes  as 

V  increases,  so  that  vb  may  be  nearly  constant ;  but  to  is  inversely  as 
the  absolute  temperature  and  Jc  is  probably  proportional  to  the  square 
of  the  absolute  temperature.  We  shall  proceed,  therefore,  using  (5) 
and  assuming  c'  to  be  constant,  but  in  the  applications  of  our  results 
we  shall  remember  that  c'  increases  as  the  temperature  increases. 

We  shall  say  then  that  the  heat  reBistance  per  unit  area  between 
a  fluid  and  a  metal  plate  is  inversely  proportional  to  wv. 

378.  Let  us  consider  two  channels  conveying  fluids  to  be 
separated  by  a  metal  plate  and  to  be  conveying  TV  and  W^  lb.  of 
fluid  per  second,  of  weights  w  and  vj^  lb.  per  unit  volume;  the 
cross  sections  being  A  and  A^;  the  lengths  of  the  perimeters  of 
these  cross  sections  which  are  in  the  metal  plate  are  P  and  Py 
The  velocities  being  v  and  v.^  and  the  average  temix^ratures  t  and 
r,  wv  =  W/A,  w^v^  =  W^!A^, 

I  shall  therefore  use  as  the  three  resistances  per  unit  area, 


— ,  A,  and      ^- 


where  r,  R^  and  i\  are  constants,  B.y  being  the  thickness  divided  by 
the  conductivity  of  the  metal,  or 

r  jp,  R,  and  r^  -^ 
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Hence,  per  unit  area,  the  heat  per  second  passing  through  is 

^=-3 ^    •     •  (1) 

W 

I  shall  take  it  that  the  two  fluids  move  in   opposite  directions 
and  as  if  in  concentric  pipes,  and  write  (1)  in  the  short  form 

H  =  c(t-T) (1) 

At  a  distance  x  from  one  end  of  the  wall  in  the  direction  of  motion, 
of  the  hotter  fluid  if  we  take  P  as  the  common  touched  perimeter^ 
the  one  fluid  gives  up  and  the  other  receives  at  the  elementary  area 
P.So?  the  heat  P.&y.c(^— T)  per  second,  and  in  the  same  time  we 
have  the  loss  —  WK ,  dt  and  the  gain  —  W^K^ .  dT, 

'-  WKdt=^P.dx.c(t-T)=  -  W^.K^.dT    .     (2) 

WK 
Hence  T  =   ..,  y ,  t  +  constant 

When  X  =  o,t  =  t^,  T  =  T^ 

r-T  _  J*^/ 

dt  Pc 

Now  (2)  tells  us  that  -p  =  -  -^^  (t  -  T) 


^*  W(^--S)^'*""^"' 


T--E£.t 

^'     W,K/^       W,K,T,-WKt,  ■ 

i_   EK.  W^K^-WK     recalled  6 
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then      —  =  —  a(^  —  J) 

,  log.  (^  —  5)  =  —  OiC  +  const. 
Now  ^  =  ^1  when  a:  =  o  so  that 

^   =r   6  +  (^j   -  J)e-«* (4) 

Let  the  efficiency  E  be  defined  as  -r^—ff 

then^^ -^(i.e-*') 

378.  Approximation.  Let  us  assume  that  T^  —  T^  —  T.    This 
is  nearly  true  in  boilers.     Then  as 

log.  (^-7)=  --^^* 

The  efficiency  depends  therefore  upon  the  value  of 

Pel  PlIKA 

or 


^r  neglecting  the  term  in  r.^  ^^^  leaving  out  K,  the  efficiency  depends 
upon 


^-(4+'-3-iJ^^^) 


r»  »^r^  •» 


If  "TjanJ-p^  be  called  ??i  and  wij,  the  hydraulic  mean  depths,  we  see 
that  the  efficiency  depends  upon 

W 
The  term  ^V^^stjv-  gets  less  as  there  is  better  and  better  circula- 

tion  of  water ;  it  is,  in  fact,  inversely  proportional  to  the  velocity  of 
the  water  close  to  the  metal.  It  is  to  be  noticed  that  this  rapid 
circulation  of  the  water  is  as  necessary  for  efficiency  as  the  rapid 
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•circulation  of  the  gases  in  the  flue.  Neglecting  this  term,  or  assuming 
that  the  water  circulates  so  fast  as  to  keep  the  metal  practically  at 
the  temperature  of  the  water,  the  efficiency  would  depend  only  upon 
//7/1,  the  length  of  the  flue  divided  by  its  hydraulic  mean  depth, 
and  would  be  practically  independent  of  the  quantity  of  gases  flowing, 
being  E  =  1  —  e"*^^'"*  where  c  is  a  constant.  The  following  expression 
will  be  found  to  be  practically  the  same  as  this,  and  it  is  easier  to 
deal  with ; 

E  =  1/(1  +  cmll) 

where  c  is  a  constant.  Indeed,  in  a  well  constructed  boiler  the 
mere  ared.  of  the  heating  surfkce  ought  to  be  of  but  slight 
importance.  If  in  any  class  of  boiler  the  efficiency  depends  upon 
mere  area  of  heating  surface,  we  have  a  proof  of  bad  circulation  of 
the  water ;  a  proof  that  the  carrying  oflF  of  heat  by  the  water  from 
the  metal  has  not  been  attended  to.  It  seems  to  me  that  when  a 
good  Bcnibblng  action  is  established  on  both  sides  of  the  metal, 
there  ought  to  be  at  least  ten  times,  and  may  be  more  than  100 
times  as  rapid  an  evaporation  per  square  foot  of  heating  surface  as 
has  yet  been  obtained  in  any  boiler.  In  existing  boilers  the  resist- 
ance of  the  metal  itself  is  insignificant,  as  the  following  exercises 
will  show.  As  better  and  better  circulation  is  provided  on  both 
sides  of  the  metal,  it  seems  to  me  that  the  total  resistance  must 
approximate  more  and  more  to  that  of  the  metal  itself^ 

380.    Heat  Reiistance  of  a  Metal  Plate The  following 

exercises  illustrate  the  insignificance  of  the  metal  plate  resistance  to 
the  passage  of  heat  in  existing  boiler  flues  and  surface  condensers. 

^  The  above  investigation  shows  that  the  following  sluipl*  way  of  putting  the 
whole  matter  is  legitimate  within  certain  limits  of  velocity,  &c. 

Assume  the  temperature  T  of  the  water  to  be  constant.  Let  t-T\ye  called  e>, 
t  being  the  absolute  temperature  of  the  gases  at  the  distance  x  from  the  furnace  end 
of  a  tube  of  total  length  /  and  diameter  d.  Let  FT  lb.  of  gases  flow  through  the  tube 
per  second,  the  specific  heat  being  constant. 

Take  our  law  as  given  in  (5),  Art.  377,  to  be  that  the  loss  of  heat  per  Heeond  per 
unit  area  of  tube  is  proportional  to 

vejt  or  weiiP 

where  i'  is  the  velocity,  for  v  is  proportional  to  •  Wtjdu   Hence  in  the  sliort  length  8./- 

-  W,ie  =  cWB,Zxld 

where  c  is  a  constant.  Solving  this  and  taking  9  =  0^  at  the  furnace  end  and  0  =  9^ 
at  the  smoke  box  end,  we  have 

9  =  9^t-"l'^  and  9.2=  ^iC"*"'''* 
and  the  efficiency  is 

E  =  I  -  e-^^l^ 
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In  GGS  units ;  the  heat  (in  gramme  of  water  degree  units)  Q 
which  flows  in  t  seconds  between  two  parallel  surfaces,  A  square  cm. 
in  area  x  cm.  apart,  the  temperature  difference  being  0  is 

Q  =  —Ud 

Where  h  is  the  conductivity  of  the  material,  k  is  probably  pro- 
portional to  the  absolute  temperature  of  metals.  In  the  following 
table  I  give  the  Conductivities  which  are  assumed  to  be  correct  in 
academic  problems.  Only  the  iron  and  trachyte  are  probably  nearly 
correct,  k^  is  A--r-454. 


SSubstance. 


I  Conductivity. 


k^  of  formulA. 


Steel -06    to     1 

Iron 160  to     2 

Copper '   1-108  to  0-7 

Brass 0*2     to     3 

Trachyte '006 

Fire-brick ,     -0017 

Plate  glass i     '002 

Oak 0006 


1-4x10-*  to    2-2x10-* 
3-5x10-*  to    4-4+ 10-* 
24     X  10-*  to  15     X  10-*  I 
4-4x10-*  to    6-6x10-*, 
1  -3  X  10-» 
3-7  X  10-« 
4-4xl0-« 

r3xio-« 


Mr.  Callendars  latest  numbers  are  i  ='11  for  iron,  '12  for  steel. 

Now  our  unit  of  heat  is  in  pound  of  water  degree  units  and 
therefore  if  Q^  is  in  these  units ;  if  ^  is  area  in  square  cm.,  x  thick- 
ness in  cm.,  and  k^  is  the  number  in  the  table ;  then  we  have 

61  =  —kHO 

If  0  is  in  Fahrenheit  or  Centigrade  degrees,  Q^  is  in  Fahrenheit  or 
Centigrade  pound  of  water  units. 

I  often  call  X  -h  Ak^  the  heat  resistance  R  of  the  metal  and  then 

Q^  per  second  =  0  -i-  R 

Exercise.  Find  the  resistance  in  our  units  of  a  copper  plate 
1  foot  square  \  inch  thick. 

Ansvjer,  As  a;  is  ^  inch  or  1*27  cm.,  and  as  ^  is  I  square  foot  or 
929  square  cm.,  if  we  take  k^  from  the  table  as  24  x  10"*  for  copper 
R  =  1-27  ~  (929  X  24  X  10-4)  =  057. 

Exercise.  If  1*54  centigrade  pound  units  of  heat  pass  through 
the  above  square  foot  of  copper  per  second,  what  must  be  the  actual 
temperature  difference  0  in  the  metal  ? 

Heat  per  second  =  -p-  so  that  ^  =  1  54  x  0*57  =  0-88  Centigrade 

degrees. 
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Exercise.  Probably  no  boiler  produces  more  than  9  lbs.  of  steam 

per  hour  per  square  foot  of  metal.     Take  a  plate  of  copper  J  inch 

thick.     Take  the  average  temperature  diflference  between  gases  and 

water  as  750  Centigrade  degrees.     Take  the  heat  per  lb.  of  steam  as 

620  units,  what  is  the  total  heat  resistance  per  square  foot  ? 

9  X  620 
Answer.  750  divided  by  ^ —  ~y  ^^  ^J  1*54  units  per  second,  gives 

a  resistance  487  in  foot  second  pound  of  water  units. 

Now  we  saw  that  a  plate  of  copper  1  square  foot  (929  square  cm.) 
in  area,  J  inch  (1*27  cm.)  thick,  has  a  resistance  of  only  0*57.  Hence 
the  total  resistance  is  nearly  1,000  times  that  of  the  plate  itself; 
in  fact  the  plate  resistance  may  be  neglected  in  comparison  with  the 
skin  resistance  even  in  boilers  in  v/hich  the  skin  resistances  are 
exceptionally  small.  The  actual  thickness  of  the  metal  is  obviously 
of  veiy  small  importance  therefore  in  flues. 

Exercise.  If  we  have  2  square  feet  of  surface  in  a  surface 
condenser  per  indicated  horse-power,  and  if  this  means  the  con- 
densation of  15'4  lbs.  of  steam  per  hour  per  indicated  horse-power, 
its  temperature  being  IBS'"  F.,  the  temperature  of  the  water  being 
70°  F. .;  what  is  the  total  heat  resistance  ?  The  tubes  are  of  brass 
^th  of  an  inch  thick ;  compare  the  resistance  of  the  metal  with  the 
whole.  Take  it  that  1  lb.  of  steam  gives  out  950  Fahr.  pound  units 
in  condensing.^ 

Answer.  The  heat  per  second  per  square  foot  is  15*4  x  950  -i- 
2  X  60  X  60,  or  203  Fahr.  units.     Total  resistance  per  square  foot 

of  surface  =  ~— cw^o —  ^^  32.     The  resistance  of  a  square  foot  (929 

square  cm.),  j^^h  of  an  inch  ('127  cm.)  thick  is,  taking  i^  =  5  x 
10"*  from  the  table. 

•127  ^  (929  X  5  X  10"^)  or  0273 

so  that  the  whole  resistance  is  118  times  that  of  the  metal  itself. 

^  Mr.  CaUendar  has  recently  obtained  condensation  at  the  rate  of  1  '07  Fahr.  heat 
units  per  second  per  square  foot  of  metal  per  degree  difference  of  temperature 
between  steam  and  metal,  or,  for  an  actual  temperature  difference  of  22  degrees 
Fahr.,  he  had  89  lbs.  per  hour  per  square  foot.  This  would  mean  that  1  square  foot 
would  suffice  for  about  6  horse-power.  I  believe  that  with  steam  more  and  more 
free  from  air  he  would  have  obtained  better  and  better  results.  We  have  no  right 
to  assume  that  the  rapidity  is  proportional  to  temperature  difference  between  water 
and  steam  ;  but  if  we  might  do  so  we  should  find  mbre  than  22  times  the  above  rate 
of  transmission,  and  the  whole  heat  resistance  would  only  be  5  times  that  of  the 
metal.  This  gives  one  of  the  best  illustrations  of  what  a  great  improTement  will 
be  effected  in  condenaeni  when  the  water  is  driven  through  very  fine  tubes  at  great 
velocity. 

Q  Q 
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Exercise.  An  oak  board  1  inch  thick  touched  a  plate  of  iron  all 
over  one  face ;  its  other  face  was  exposed  to  the  atmosphere  of  a  room 
in  which  the  temperature  was  80°  F.  There  was  steam  at  SW  F. 
underneath  the  iron  plate.  The  heat  coming  through  into  the  room 
per  square  foot  of  surface  was  found  to  be  300  Fahr.  units  per  hour^ 
compare  the  resistance  of  the  oak  itself  with  the  whole  resistance. 

The  heat  is  300  -r  (60  x  60)  or  -0835  units  per  second-5^=^ 

or  2640  is  the  resistance. 

Now  the  resistance  of  1  square  foot  of  oak  1"  thick  is  2*54  -r-  (929 
X  1'3  X  10"®)  or  2100,  so  that  the  oak  resistance  is  80  per  cent,  of 
the  whole.  I  am  a&aid,  however,  that  neither  the  number  in  the 
table  nor  the  above  number  can  be  relied  upon,  and  this  exercise 
creates  a  quite  wrong  notion  of  the  accuracy  of  A;  as  given  in  the 
table. 


Appendix. 

Reprinted  from  the  Proceedinga  of  the  Literary  and  Philowphical  Society  of 

Manchester,  1874. 

"  On  the  Extent  and  Action  of  the  Heating  Surface  for  Steam  Boilers,"  by 
Professor  Oabome  Reynolds,  M.A. 

The  rapidity  with  which  heat  will  pass  from  one  fluid  to  another  through  an 
intervening  plate  of  metal  is  a  matter  of  such  practical  importance  that  I  need 
not  apologise  for  introducing  it  here.  Besides  its  practical  value  it  also  forms  a 
subject  of  very  great  philosophical  interest,  being  intimately  connected  with,  if 
it  does  not  form  part  of,  molecular  philosophy. 

In  addition  to  the  great  amount  of  empirical  and  practical  knowledge  which 
has  been  acquired  from  steam-boilers,  the  transmission  of  heat  h^  been  made 
the  subject  of  direct  inquiry  by  Newton,  Dulong  and  Petit,  P^let,  Joule,  and 
Rankine,  and  considerable  efforts  have  been  made  to  reduce  it  to  a  system.  But 
as  yet  the  advance  in  this  direction  has  not  been  very  great;  and  the  dis- 
crepancy in  the  results  of  the  various  experiments  is  such  that  one  cannot  avoid 
the  conclusion  that  the  circumstances  of  the  problem  have  not  been  all  t«ken 
into  account. 

Newton  appears  to  have  assumed  that  the  rate  at  which  heat  is  transmitted 
from  a  surface  to  a  gas  and  vice  versd  is  ceteris  paribus  directly  proportional  to  the 
difference  in  temperature  between  the  surface  and  the  gas,  whereas  Dulong  and 
Petit,  followed  by  P^clet,  came  to  the  conclusion  from  their  experiments  that  it 
foUowed  altogether  a  diflerent  law.^ 

These  philobophers  do  not  seem  to  have  advanced  any  theoretical  reasons 
for  the  law  which  they  have  taken,  but  have  deduced  it  entirely  from  their 
experiments,  **  &  chercher  par  t^tonnement  la  loi  que  suivent  ces  r^sultats."  ' 


1  Traitide  la  Chaleur,  Peclet,  Vol.  L.  p.  365. 
a  Ih,   p.  363. 
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In  reducing  these  results,  however,  so  many  things  ha^  to  be  taken  into 
account  and  so  many  assumptions  have  been  made  that  it  can  hardly  be  a  matter  of 
surprise  if  they  have  been  misled.  And  there  is  one  assumption  which  upon  the 
face  of  it  seems  to  be  contrary  to  general  experience,  tliis  is,  that  the  quantity  of 
heat  imparted  by  a  given  extent  of  surface  to  the  adjacent  fluid  is  independent  of 
the  motion  of  that  fluid  or  of  the  nature  of  the  surface  ;  ^  whereas  the  cooling  effect 
of  a  wind  compared  with  still  air  is  so  evident  that  it  must  cast  doubt  upon  the 
truth  of  any  hypothesis  which  does  not  take  it  into  account. 

In  this  paper  I  approach  the  problem  in  another  manner  from  that  in  which 
it  has  been  approached  before.  Starting  with  the  laws  recently  discovered  of 
the  internal  diffusion  of  fluids  I  have  endeavoured  to  deduce  from  theoretical 
considerations  the  laws  for  the  transmission  of  heat,  and  then  verify  these  laws 
by  experiment.  In  the  latter  respect  I  can  only  offer  a  few  preliminary  results  ; 
which,  however,  seem  to  agree  so  well  with  general  experience,  as  to  warrant  a 
further  investigation  of  the  subject,  to  promote  which  is  my  object  in  bringing 
it  forward  in  the  present  incomplete  form. 

The  heat  carried  off  by  air  or  any  fluid  from  a  surface,  apart  from  the  effect 
of  radiation,  is  proportional  to  the  internal  diffusion  of  the  fluid  at  and  near  the 
surface,  i.e.,  is  proportional  to  the  rate  at  which  particles  or  molecules  pass 
backwards  and  forwards  from  the  surface  to  any  given  depth  within  the  fluid, 
thus,  if  A  B  he  the  surface  and  ab  an  ideal  line  in  the  fluid  parallel  to  AB,  then 
the  heat  carried  off  from  the  surface  in  a  given  time  will  be  proportional  to  the 
number  of  molecules  which  in  that  time  pass  from  ab  to  AB — that  is  for  a  given 
difference  of  temperature  between  the  fluid  and  the  surface. 

This  assumption  is  fundamental  to  what  I  have  to  say,  and  is  based  on  the 
molecular  theory  of  fluids. 

Now  the  rate  of  this  diffusion  has  been  shown  from  various  considerations 
to  depend  on  two  things : — 

1.  The  natural  internal  diffusion  of  the  fluid  \i^hen  at  rest. 

2.  The  eddies  caused  by  visible  motion  which  mixes  the  fluid  up  and  con- 
tinually brings  fresh  particles  into  contact  with  the  surface. 

The  first  of  these  causes  is  independent  of  the  velocity  of  the  fluid,  if  it  be 
a  gas  is  independent  of  its  density,  so  that  it  may  be  said  to  depend  only  on  the 
nature  of  the  fluid.' 

The  second  cause,  the  effect  of  eddies,  arises  entirely  from  the  motion  of 
the  fluid,  and  is  proportional  both  to  the  density  of  the  fluid,  if  gas,  and  the 
velocity  with  which  it  flows  past  the  surface. 

The  combined  effect  of  these  two  causes  may  be  expressed  in  a  formula  as 
follows  : 

I£=  At  +  Bpvt,  (I) 

where  t  is  the  difference  of  temperature  between  the  surface  and  the  fluid,  p  is 
the  density  of  the  fluid,  v  its  velocity,  and  A  and  B  constants  depending  on  the 
nature  of  the  fluid,  H  being  the  heat  transmitted  per  unit  of  surface  of  the 
surface  in  a  unit  of  time. 

If  therefore  a  fluid  were  forced  along  a  fixed  length  of  pipe  which  was 
maintained  at  a  uniform  temperature  greater  or  less  than  the  initial  temperature 
of  the  gas  we  should  expect  the  following  results. 

1.  Starting  with  a  velocity  zero,  the  gas  would  then  acquire  the  same 
temperature  as  the  tube.  2.  As  the  velocity  increased  the  temperature  at  which 
the  gas  would  emerge  would  gradually  diminish,  rapidly  at  first,  but  in  a 


»  Traitddela  ChcUeur,  Peclet,  Vol.  I.,  p.  383. 
-  MaxwelPs  Theory  of  Heat,  chap.  xix. 

Q   Q    2 
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decreasing  ratio  until  it  would  become  sensibly  constant  and  independent  of  the 
velocity.  The  velocity  after  which  the  temperature  of  the  emerging  gas  would 
be  sensibly  constant  can  only  be  found  for  each  particular  gas  by  experiment ; 
but  it  would  seem  reasonable  to  suppose  that  it  would  be  the  same  as  that  at 
which  the  resistance  offered  by  friction  to  the  motion  of  the  fluid  would  be 
sensibly  proportional  to  the  square  of  the  velocity.  It  having  been  found  both 
theoretically  and  by  experiment  that  this  resistance  is  connected  with  the 
diflusion  of  the  gas  by  a  formula  : 

JR  =  A^v  +  B^pv^  (II) 

And  various  considerations  lead  to  the  supposition  that  A  and  B  in  (I)  are 
proportional  to  ^^  and  B^  in  (U).  The  value  of  v  which  this  gives  is  very 
small,  and  hence  it  follows  that  for  considerable  velocities  the  gas  should 
emerge  from  the  tube  at  a  nearly  constant  temperature  whatever  may  be  its 
velocity. 

This,  as  I  am  about  to  point  out,  is  in  accordance  with  what  has  been 
observed  in  tubular  boilers  as  well  as  in  more  definite  experiments. 

In  the  locomotive  the  length  of  the  boiler  is  limited  by  the  length  of  tube 
necessary  to  cool  the  air  from  the  fire  down  to  a  certain  temperature  say  500^ 
Now  there  does  not  seem  to  be  any  general  rule  in  practice  for  determining  this 
length,  the  length  varying  from  16  ft.  to  as  little  as  6,  but  whatever  the  propor- 
tions may  be  each  engine  furnishes  a  means  of  comparing  the  efficiency  of  the 
tubes  for  high  and  low  velocities  of  the  air  through  them.  It  has  been  a  matter 
of  surprise  how  completely  the  steam-producing  power  of  a  boiler  appears  to  rise 
with  the  strength  of  blast  or  the  work  required  from  it.  And  as  the  boilers  are 
as  economical  when  working  with  a  high  blast  as  with  a  low,  the  air  going  up 
the  chimney  cannot  have  a  much  higher  temperature  in  the  one  case  than  in  the 
other.  That  it  should  he  somewhat  higher  is  strictly  in  accordance  with  the 
theory  as  stated  above.  • 

It  must,  however,  be  noticed  that  the  foregoing  conclusion  is  based  on  the 
assumption  that  the  surface  of  the  tube  is  kept  at  the  same  constant  tempera- 
ture, a  condition  which  it  is  easy  to  see  can  hardly  be  fulfilled  in  practice. 

The  method  by  which  this  is  usually  attempted  is  by  surrounding  the  tube 
on  the  outside  with  some  fluid  the  temperature  of  which  is  kept  constant  by 
some  natural  means,  such  as  boiling  or  freezing,  for  instance  the  tube  is 
surrounded  with  boiling  water.  Now  although  it  may  be  possible  to  keep  the 
water  at  a  constant  temperature  it  does  not  at  all  follow  that  the  tube  will  be 
kept  at  the  same  temperature ;  but  on  the  other  hand,  since  heat  has  to  pass 
from  the  water  to  the  tube  there  must  be  a  difference  of  temperature  between 
them,  and  this  difference  will  be  proportional  to  the  quantity  of  heat  which  has 
to  pass.  And  again  the  heat  will  have  to  pass  through  the  material  of  the  tube, 
and  the  rate  at  which  it  will  do  this  will  depend  on  the  difference  of  the 
temperatures  at  its  two  surfaces.  Hence  if  air  be  forced  through  a  tube 
surrounded  with  boiling  water,  the  temperature  of  the  inner  surface  of  the  tube 
will  not  be  constant  but  will  diminish  with  the  quantity  of  heat  carried  off  by 
the  air.  It  may  be  imagined  that  the  difference  will  not  be  great :  a  variety  of 
experiments  lead  me  to  suppose  that  it  is  much  greater  than  is  generally 
supposed.  It  is  obvious  that  if  the  previous  conclusions  be  correct  this 
difference  would  1>e  diminished  by  keeping  the  water  in  motion,  and  the  more 
rapid  the  motion  the  less  would  be  the  difference.  Taking  these  things  into  con- 
sideration the  following  experiments  may,  I  think,  be  looked  upon,  if  not  as 
conclusive  evidence  of  the  truth  of  the  above  reasoning  yet  as  bearing  directly 
upon  it. 

One  end  of  a  brass  tube  was  connected  with  a  reservoir  of  compressed  air. 
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the  tube  itself  was  immersed  in  boiling  water,  and  the  other  end  was  connected 
iiiith  a  small  non-conducting  chamber  formed  of  concentric  cylinders  of  paper 
with  intervals  between  them  in  which  was  inserted  the  bulb  of  a  thermometer. 
The  air  was  then  allowed  to  pass  through  the  tube  and  paper  chamber,  the 
pressure  in  the  reser\'oir  being  maintained  by  bellows  and  'measured  by  a 
mercury  gauge :  the  thermometer  then  indicated  the  temperature  of  the 
emerging  air.  One  experiment  gave  the  following  results  : — With  the  smallest 
possible  pressure  the  thermometer  rose  to  06°  F.,  and  as  the  pressure  increased 
fell,  until  with  tV  inch  it  was  87°,  with  J  inch  it  was  70°,  with  1  inch  it  was  64°, 
with  2  inches  60°  ;  beyond  this  point  the  bellows  would  not  raise  the  pressure. 

It  appears,  therefore,  (1)  that  the  temperature  of  the  air  never  rose  to 
212°,  the  temperature  of  the  tube,  even  when  moving  slowest ;  but  this 
difference  was  clearly  accounted  for  by  the  loss  of  heat  in  the  chamber  from 
radiation,  the  small  quantity  of  air  passing  through  it  not  being  sufficient  to 
maintain  the  full  temperature,  an  effect  which  must  obviously  vanish  as  the 
velocity  of  the  air  increased  ;  (2)  as  the  velocity  increased  the  temperature 
diminished,  at  fir^t  rapidly  and  then  in  a  more  steady  manner.  The  first  diminu- 
tion might  be  expected  from  the  fact  that  the  velocity  was  not  as  yet  equal 
to  that  at  which  the  resistance  of  friction  is  sensibly  equal  to  the  square 
of  the  velocity  as  previously  explained.  The  steady  diminution  which 
continued  when  the  velocity  was  greater  was  due  to  the  cooling  of  the 
tube.  This  was  proved  to  be  the  case,  for  at  any  stage  of  the  operation  the 
temperature  of  the  emerging  air  could  be  slightly  raised  by  increasing  the  heat 
under  the  water  so  as  to  make  it  boil  faster  and  produce  greater  agitation  in  the 
water  surrounding  the  tube.  This  experiment  was  repeated  with  several  tubes 
of  different  lengths  and  characters,  some  of  copper  and  some  of  brass,  with 
practically  the  same  results.  I  have  not,  however,  as  yet  been  able  to  complete 
the  investigation,  and  I  hope  to  be  able  before  long  to  bring  forward  another 
communication  before  the  Societ)^ 

I  may  state  that  should  these  conclusions  be  established,  and  the  constant  B 
for  different  fluids  be  determined,  we  should  then  be  able  to  determine,  as 
regards  length  and  extent,  the  best  proportion  for  the  tubes  and  flues  of  boilers. 
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381.  Every  now  and  then  during  the  last  twenty  years  a 
student  has  asked  for  help  in  studying  what  will  occur  when  a  Jet  of 
•team  gives  momentum  to  a  jet  of  water;  his  idea  being  to  use 
the  water  in  a  turbine  of  some  form,  or,  more  directly  still,  in  the 
propulsion  of  ships.  This  is  a  subject  which  is  likely  to  become  of 
great  importance,  and  there  is  practically  no  help  for  the  student  in 
any  of  the  books.  Indeed,  there  is  worse  than  no  help.  Mistakes 
are  numerous  in  the  best  books  en  the  flow  of  water ;  what  must 
they  be  when  the  subject  is  the  flow  of  a  gas,  and  how  absurd 
must  the  statements  be  on  the  flow  of  wet  steam !  I  will  not 
apologise  for  attempting  to  take  up  this  subject  in  spite  of  the 
sense  of  my  ignorance,  because  practical  men  feel  the  pressing  need 
for  some  guidance,  and  there  is  what  is  much  worse  than  no 
guidance  in  books  at  present.  I  shall  assume  that  students  know 
something  about  hydraulics.  Not  the  misleading  mixture  of  mathe- 
matical symbols  and  nonsense  which  is  to  be  found  in  many  books, 
but  the  common  sense  notions  of  the  late  ProfeMor  James 
Thomson^  which  really  cover  the  whole  ground  of  our  knowledge. 
How  do  pressure  and  velocity  alter  along  and  across  stream  lines  ? 
the  theory  of  the  Thomson  Jet  Pump;  what  occurs  near  the 
frictional  sides  of  a  basin  when  water  is  flowing  from  it  by  a  central 
hole  at  the  bottom  ?  the  simple  theory  of  the  centrifugal  pump  and 
turbine.  I  have  attempted  in  my  book  on  Applied  Mechanics,  to 
give  James  Thomson's  notions  on  these  subjects.  As  to  the  way  in 
which  friction  occurs  in  the  passage  of  pumps,  mathematical  treat- 
ment of  the  subject  is  quite  absurd  in  the  present  state  of  our 
knowledge ;  all  we  can  do  is  to  try  to  apply  in  a  common  sense 
fashion   the  general  notions  which   the   beautiful   experiments  of 
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Professor  Osborne  Reynolds  have  given  us.  I  usually  content  myself 
with  telling  students  how  we  get  angles  of  vanes  and  velocities,  so 
that  fluid  may  leave  one  part  of  a  contrivance  and  enter  another 
moving  with  a  different  velocity,  without  shock ;  and  how  we  ease 
oflf  the  sections  of  passages  gradually  so  that  there  shall  be  small 
frictional  loss  of  energy. 

The  rules  for  the  steam  turbine  must,  for  the  present,  be  the 
same  as  for  the  water  turbine.  The  velocity  of  the  rim  of  a  wheel 
must  be  nearly  equal  to  that  which  the  fluid  when  flowing  from 
one  vessel  to  another  would  have  at  the  orifice,  if  the  pressure 
diflFerence  were  half  that  between  the  supply  and  exhaust  of  the 
turbine ;  and  hence  it  is  .that  Mr.  Parsons  sends  his  steam  through 
A  series  of  such  turbines,  otherwise  his  velocities  would  be  too  great. 
See  Art  389. 

When  a  jet  of  fluid  at  very  great  velocity  impinges  on  a  jet  of 
much  greater  mass,  and  they  both  go  on  together,  there  must  be  a 
^eat  loss  of  energy.  Fluids  in  passages  are  not  altogether  like 
colliding  bodies  in  space,  but  the  great  general  rule  for  such  bodies 
must  be  borne  in  mind.  When  a  moving  body  of  mass  ifj,  and 
velocity  V^,  strikes  a  body  at  rest  of  mass  Jfg,  and  they  are  found 
moving  together  afterwards,  we  know  that  the  common  velocity  is 

F=3J^and 


M^+  M, 


lost  energy  M^ 


remaining  energy     M^ 


so  that  the  greater  the  stationary  body  the  greater  is  the  loss.  Those 
inventors  who  wish  to  utilise  a  jet  of  steam  in  giving  motion  to 
water  must  bear  this  fact  in  mind.  It  does  not  necessarily  mean 
that  when  we  let  a  jet  of  steam  give  motion  to  water  and  allow  the 
water  to  drive  a  turbine  or  exert  propelling  force,  that  the  loss  of 
energy  will  be  exceedingly  great  compared  with  what  occurs  in  a 
steam  engine.  Calculation  and  experiment  may  show  that  in  spite 
of  this  loss  of  energy  the  efficiency  of  such  a  machine  may  compare 
favourably  with  that  of  a  steam  engine,  and  it  may,  besides,  be 
more  convenient  in  construction  and  application. 

382.  Until  somebody  makes  a  thorough  experimental  investiga- 
tion, I  do  not  see  that  we  can  make  any  accurate  calculation  except 
on  the  basis  of  the  following  aiisumptloii. 

A  B  C  D  and  E  F,  Fig.  319,  are  cross  sections  of  a  cylindric  pipe. 
Normally  to  the  portion  BC  oi  area  a^  there  is  a  flow  of  fluid  at  the 
velocity  v^,  the  pressure  there  is  p^ ;  normally  to  the  rest  (of  area  a^) 
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of  the  section  AD^  there  is  a  flow  of  fluid  at  the  velocity  v^^  and  the 
pressure  there  is  'p^} 

I  shall  neglect  the  action  of  gravity  in  the  pipe,  that  is,  difference 
of  pressure  due  to  difference  of  level.  JF  jP  is  a  cross  section  of  area 
« = «!  +  cL^y  through  which  the  velocity  x  is  normal,  the  pressure 
being  'p,     I  assume  that  there  is  no  friction  at  the  boundaries  of  the 


y^jf7/7//r7/77/?7//j///7jr^>'77i/:v7/^/yAmy;/7///^ 


'yyyyyyyyyyy^^yy^ 

Fig.  819. 

fluid,  but  there  is  sufiicient  friction  in  the  fluid  itself  to  cause  the 
streams  to  get  a  common  velocity  at  E  F.  Let  w^,  w^  and  w,  be 
the  weight  in  pounds  of  a  cubic  foot  of  each  fluid. 

I.  The  quantity  of  fluid  flowing  in  at  -42?  is  equal  to  what  flows 
out  at  EFy 

^1  ^1  ^1  +  ^2  ^2  ^2  —  ^  ^  ^-^»  ^^^  ^1  +  «o  =  ff     ....     (1) 

II.  The  momentum  per  second  communicated  at  AD,  minus  that 
going  out  at  EF,  is  equilibriated  by  the  pressure  forces. 

The  weight  of  water  per  second  through  a^  is  v^  a^  vj^,  and  its 

momentum  is  — ^  a^  v^,  if  w  is  the  weight  of  unit  volume ;  so  that 

-y-  +Pi)  +  «2  (-y^  +P2)  =  «  (-y-  +  i^)        •       -    (2) 

This  is  true  because  the  pipe  by  assumption  exerts  no  force  in 
the  axial  direction,  and  there  are  no  other  forces  acting  on  the  whole 
mass  from  the  outside  than  what  I  have  considered.  It  is  evident 
that  we  can  calculate  v  and  p  from  (1)  and  (2). 

(1)  May  be  written — 

r  =  ai  r^  +  a2  ^^2 (1) 

where  a^  stands  for  a^  u\  /  (a^  +  a.^)  ?/;,  and  a^  for  ag  w^  /  («i  +  ci^)  u\ 

Let  us  use  e  to  represent  ^r  +  ~  and  (2)  may  be  written — 

c  =  tti  Ci  +  ttg  ^2  -  2^  [  («i  ^'1  +  «2  ^'2)  ^  -  ^1  ^'i^-«2  ^2*  I      •     •     (2) 

^  In  a  practical  case,  say  of  a  jet  pump,  these  velocities  and  pressures  will  be 
the  average  velocities  and  pressures. 
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The  advantage  of  this  way  of  putting  the  matter  lies  in  this, 

that,  except  for  the  usual  friction  which  we  meet  with  in  pipes,  e,  after 

the  mingling,  will  remain  constant  in  the  pipes,  and  we  need  no 

longer  think  that  we  can  only  make  calculations  at  a  section  where 

rt  =  flj  +  rtj.     Thus,  if  we  want  to  consider  to   what  height  k  the 

combined  stream  will  rise  against  zero  pressure,  e  is  h.     If  we  want 

to  consider  P  the  pressure  in  pounds  per  square  foot  in  a  vessel 

into  which  the  combined  stream  is 

to  force  its  way   through   a  pipe 

P 
gradually  getting  larger,  e  is  — '    If 

we  want  to  consider  the  velocity 
V  with  which  the  combined 
stream  will  enter  the  atmosphere,  c 
.     2116       V^ 

''  IT  +1^- 

There  is  the  further  great  ad- 
vantage that  from  (2)  we  can  easily 
find  tiie  waste  of  energy  due  to 
the  mingling  of  the  streams.  The 
pressures  may  be  either  absolute 
or  measured  from  any  zero. 

383.  In  liQuids  we  take  u\ 
=  v.'„  =  10  so  that  Oj  and  a^  mean 
— ^ —  and  — ^ —  and   o,  +  «. 

«,  +  Oj  «!  +  flj 

=  1.  If  the  liquids  have  come 
from  tanks  whose  atmospheric  still 
surfaces  are  h^  and  Aj  feet  above 
the  jets,  we  may  take  h^  and  h^  as 

representing  e,  and  e^  and  e  as  the  height  to  which  the  mingled  stream 
will  lift  itself  above  the  level  of  the  jets  against  atmospheric  pressure. 
In  all  cases,  of  course  e  is  less  than  is  shown  in  (2)  because  of  friction. 
If  for  a  sensible  length  of  the  pipe  at  AJ)  we  may  assume  that 
the  stream  lines  are  all  parallel  to  the  axis  (an  assumption  which  I 
never  make  except  with  great  reluctance),  we  may  take  it  that 
Pi  —  Pi-  ^""^  the  work  is  simplified. 

384.  To  illusti-ate  the  use  of  our  formula  let  us  consider  a 
case  in  which  there  are  water  streams  only.  In  the  Jet  pump  of 
ProfeMor  Jamea  Tbomaon,  a  rapidly  flowing  jet  of  water  passes 
through  the  nozzle  H  (Fig.  320)  and  mingling  at  AD  with  water 
which  comes  into  the  chamber  G,  the  two  streams  are  discharged  at  J. 
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Suppose  that  1  cubic  foot  of  water  per  second  falls  from  a  height 
of  60  feet,  and  passing  through  H  mingles  with  6  cubic  feet  of 
water  per  second,  which  enters  G  from  a  tank  whose  atmospheric 
still  water  surface  level  is  the  same  as  that  of  the  jet.  To  what 
height  will  the  combined  stream  rise  with  atmospheric  pressure 
above  it,  neglecting  all  frictional  loss  except  what  is  absolutely 
necessary  for  the  mingling? 

Take  the  atmospheric  pressure  as  zero  and  assume  that  p^  is  that 
of  a  partial  vacuum  such  as  we  may  obtain  by  a  careful  adjustment 

of  the  nozzles :  say  that  =^  =  —  25  feet  where  —  34  feet  would  re- 

present  a  perfect  vacuum. 

2  2 

Hence  ^  =  25,  ^  =  85,  x\  =  74,  v.  =  40 

2^  2^ 

ai  =  ^  =  -0135,  a,  =  -^  =   1500,  a^a^^-a^^  1635 


74  '     -      40 

•0135 


a,  = 


^        1635 
Using  (2)  we  find  that 


=  0826,  ao  =  -9174. 


e  =  11-97  +  22-94  -  i^  =  646 

644 

That  is,  the  combined  stream  would  rise  to  a  height  of  6*46  feet 
above  AD  i{  there  was  no  friction  except  what  is  necessary  for  the 
mingling  of  the  streams. 

It  is  to  be  noticed  that  before  mingling  we  have  the  energy 
1  X  60  as  compared  with  7  x  6*46  or  4522  after  the  mingling. 

Exercise.  With  the  figures  of  the  above  exercise,  assume  that  the 
jet  is  4  feet  above  one  water  level  and  56  feet  below  the  other.     Here 

1^  =  56  +  25,  1^  =  25  -  4,  .;,  =  72,  v,  =  36-78 

a,  =  ^  =  0139,  «2  =  3^  =  -1631,  a  =  -1770 
a^  =  -0785,  ao  =  '9215,  e^  =  56,  Cg  =  -  4. 

The  student  sees  that  I  take  motionless  water  on  the  level  of  the 
jet  at  atmospheric  pressure  as  having  e  =  0. 

Using  (2)  we  find  e  =  1075  +  1567  -  2262  =  3*80 ;  or  a  lift  of 
380  feet  above  the  jet ;  or  a  lift  of  7*80  feet  above  the  level  of  the 
lower  tank. 

We  see  therefore  that  the  jet  ought  to  be  at  as  high  a  level  as  it 


XXXIV 


JETS   OF   FLUID  603 


can  be  placed  for  best  efficiency.  In  this  case,  by  having  the  jet 
4  feet  above  the  water  to  be  pumped,  our  energy  before  mingling 
being  1  x  60  becomes  7  x  7*80  or  546,  which  is  much  better  than 
the  last  case. 

I  have  not  yet  worked  long  enough  with  the  equation  (2),  nor 
worked  enough  numerical  exercises  to  be  able  to  put  the  matter 
more  simply.     The  following  exercise  is  less  directly  worked. 

386.  Suppose  1  cubic  foot  of  water  per  second  falls  from  a 
height  of  60  feet,  and  passing  through  H,  mingles  with  water  which 
enters  G  from  a  depth  of  4  feet.  Assuming  that  Jth  of  the  energy 
is  wasted  before  the  mingling  (as  if  the  height  were  only  50  feet), 
and  that  another  10  per  cent,  is  wasted  in  ordinary  pipe  friction 
after  the  mingling  and  in  the  delivery  of  the  water,  How  much  is 
wasted  in  the  mingling  itself?  Neglect  the  diflFerence  of  level 
between  AB  and  AT,  the  height  to  which  the  water  is  actually 
delivered. 

We  want  to  get  some  notion  of  the  waste  of  energy,  and  we  see  at 
once  that  if  v^  =  i;^,  there  is  no  waste.  Here  we  have  a  very  different 
state  of  things  from  that  of  the  collision  of  two  solid  bodies.  We  can 
cause  a  jet  with  great  energy  per  pound,  but  small  quantity  of  stuff 
per  second,  to  share  its  energy  with  another  of  great  quantity,  without 
loss  of  energy  (in  practice,  without  much  loss  of  energy),  if  we  take 
care  that  when  the  collision  takes  place  we  have  produced,  tem- 
porarily, an  equal  velocity  in  the  jet  of  great  quantity.  Now  in  most 
practical  cases  the  velocity  v^  will  be  limited.  For  example,  in  the 
jet  pump  the  limiting  value  of  v^  will  depend  upon  the  height  oi  AD 
above  the  level  of  the  water  which  is  being  pumped ;  even  neglecting 
friction  and  with  a  zero  lift  we  cannot  have  v^  as  much  as  47  feet 
per  second.     The   limiting  value   of   v^    cannot    be    so  great  as 

^2^(34  —  A)  if  A  is  the  lift  to  AD.  In  applying  the  method  to 
the   working   of   a   turbine    by    water  and  steam  we  might  have 

v^  as  great  as  ^2^(34  -f-  h)  if  A  is  the  possible  height  in  feet  at 
which  a  tank  might  be  kept  for  cooling  the  exhaust  water  from  the 
turbine ;  but  if  the  exhaust  water  might  be  cooled  in  coming  from 
the  turbine  to  the  jet  part  by  passing  through .  tubes  cooled  by 
outside  water,  it  seems  as  if  it  might  be  possible  to  get  v.^  very  great 
indeed. 

Here         ^  =  50  +  25  or  i?i  =  69  feet  per  second 

v^  1 

^  =  25  —  4,  Vg  =  37  ;  a^  =  ^  =  0145  square  feet. 
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^2=  S'2/3'7  if  22  cubic  feet  of  water  are  pumped  per  second.  I  find 
that  I  have  worked  this  exercise  from  the  first  form  of  equation  (2) 
in  page  600,  measuring  pressure  from  absolute  zero. 

The  whole  energy  of  the  water  at  EF  is  to  be  the  same  as  if  it 
were  motionless  at  atmospheric  pressure  plus  10  per  cent,  of  the 
original  energy  per  second  of  the  jet  water  or  10  per  cent,  of 
62-3  X  60,  or  which  is  373-8  or  Qw  if  %o  is  62-3. 

ai;(^-2116)  +  ^y^  -  6t^  =  0      .     .     .    (1) 
(4)  becomes 

^  =  576  +  -  ("—  +  372^  -  v^\  ...     (4) 

Our  unknowns  are  p,  a^,  v,  a,  and  besides  (1)  and  (4)  we  have 

1  +  S7a^  =  av      ......     (5) 

and  -0145  +  ag  =  a (6) 

Hence  1  +  37^2  =  (0145  +  a^)v, 

386.  Obviously  the  best  way  to  find  these  unknowns  is  by  trial. 
Now,  if  there  were  no  loss  of  energy  whatever,  1  cubic  foot  falling 
44  feet  (or  60  feet  —  the  losses)  could  only  lift  11  cubic  feet  4  feet, 
and  it  is  evident  that  we  must  look  for  a  much  smaller  answer  than 
this. 

We  first  try  therefore  q^  =  6^  or  ^g  =  ^,  a  is  "1812,  p  is  757  and 

(1)  becomes  101  instead  of  0.  Trying  other  values  of  a^  we  at  length 
find  that  a^  =  '225,  a  =  -24,  v  =  38*93,  p  =  689,  av  =  9*34.  so  that 
the  amount  of  water  pumped  is  934  —  1  or  8*34  cubic  feet  per 
second. 

What  vacuum  is  actually  obtainable  in  jet  pumps,  I  do  not  know ; 
it  does  not  seem  to  have  been  measured,  but  if  it  is  less  than  that 
due  to  the  25  feet  of  water  assumed  above,  the  delivery  will  be  less. 

387.    Flow  of  Steam  Arom  Orifices. 

I  shall  assume  that  the  flow  to  the  orifice  is  adlabatic. 

Let  us  consider  what  occurs  at  two  cross  sections  at  A  and  B  of 
a  stream  tube  in  jxdiabatic  flow,  and  neglect  effects  due  to  gravity. 

A  pound  of  stuff  entering  at  A  brings  with  it  its  intrinsic  energy 
£,  and  has  work  done  upon  it  as  it  enters,  pV  if  V  is  its  volume : 
that  is,  the  space  gains  the  energy  JS  +  pV  with  every  pound  of 
stuff  that  enters.     Now,  for  every  pound  entering  there  is  also  a 
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pound  leaving  the  space,  and  it  carries  away  with  it  the  value  of 
H  +  pV  Sit  B.  Hence  the  values  of  JS  +  pV  must  be  the  same 
everywhere  along  a  stream  line  if  the  flow  is  adiabatic. 

Now,  if  at  any  place  a  pound  of  fluid  consists  of  x  lb.  of  steam 
and  1  —  a;  of  water,  and  if  \  =  Z  —  pu,  I  being  latent  heat ;  if  to  and 
u'  are  the  volumes  of  a  pound  of  steam  and  a  pound  of  water,  and 
V  is  the  velocity,  h  being  the  heat  energy  in  a  pound  of  water, 

^  =  A  +  X^  +  ^ (1) 

V=ux  +  n^(l --x) (2) 

Hence  along  a  stream  line  in  adiabatic  flow 

h  +  Xx  +  ^  +  p  {itx  +  u^  (1  —  x)}  =  constant     .     (3) 

Thus,  if  steam  flows  from  a  boiler  and  i?  =  0,  a;  =  1,  where  the 
pressure  is  j?o,  and  if  at  another  place  the  pressure  is  p 

h  +  x(\+pu  -pu^)  +pu^  +  2^=hQ+\  +PoUq. 

That  is,  the  velocity  is  that  due  to  the  height 

Ao  -  A  +  \o  +I>o^o  -  pu^  -  oc{'>^+p(u  -  «i)  }     .     (4) 

of  course  u^  is  really  negligible  in  this  connection  and  \  +  pu  =  I. 

We  may  take  A^  -  ^  =  J{^o  -  ^) 
Hence 

'^^=  J (6,  -  6)  +  k  -  xl (5) 

If  we  can  state  the  amount  of  heat  energy  lost  by  every  pound 
of  steam  because  the  flow  is  not  truly  adiabatic,  this  produces 
a  lessening  of  v^jig. 

Applying  the  second  law  of  thermodynamics  : — Since  the  flow  is 
adiabatic,  the  entropy  is  constant,  or 


t 
In  the  above  case 


-  +  log.  t  is  constant. 


I?  +  log.  «o  =  t  +  log.  <    •     •      ....     (6) 


i 
or  » 


-(i^'^^'% <^> 
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388.  Graphically,  by  means  of  the  ^^  diagram,  AJB^C^, 
Fig.  321,  is  the  horizontal  line  drawn  corresponding  to  the  boiler 
temperature,  and  ABC  to  any  other  temperature  at  any  place  in 
the  stream ;  then  BP  -^  BC  =  x. 

If  AC  is  drawn  corresponding  to  the  lowest  or  terminal  tem- 
perature where  we  want  the  greatest  velocity  r,  x  is  the  dryness  of 
the  steam  at  the  end  of  the  operation,  and  the  area  BBqCqPB 
represents* the  energy  utilised,  just  as  in  a  perfect  engine  on  the 
Rankine  cycle.  Art.  214,  only  here  the  energy  is  stored  up  as  kinetic 
energy. 

Now,  it  is  obvious  that  this  adiabatic  condition  cannot  hold 
close  up  to  the  water  when  steam  and  water  jets  collide ;  the  whole 
of  the  steam  becomes  condensed   because  of  the  abstraction  of  heat. 


Fia.  821. 


and  if  we  know  its  rate  of  abstraction  so  that  we  can  draw  C^QB 
(the  area  between  C^QB  and  the  absolute  zero  line  represents  the 
total  heat  lost)  we  see  that  we  must  take  the  SLresi  BBqC^QB  as 


,2 


^,  instead  of  the  whole  area  BB^CqPB,     In  fact,  the  whole  gain  of 

kinetic  energy  is  to  be  calculated  in  every  case  as  if  the  work  of 
steam  expanding  from  p^  to  p  were  given  to  a  piston.  If  the  stuff 
gets  rapidly  cooled  just  at  the  end,  we  may  in  Fig.  321  assume 
adiabatic  expansion,  say  to  B,  and  then  the  curve  of  constant 
volume  BB,  as  if  the  stuff  were  released  from  an  ordinary  cylinder 
without  further  expansion  or  doing  of  work.  The  area  of  an 
ordinary  pv  indicator  diagram,  will  illustrate  this  very  well.  Some 
such  loss  as  25  to  50  per  cent,  of  the  whole  energy  must  be 
assumed  in  practical  cases  where  steam  jets  collide  with  water-jets, 
I  think. 

In  academic  exercises,  like  the  following,  I   assume  that    real 
adiabatic  expansion  takes  place. 
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Exercises  to  he  worked  Oraphieally. 

Dry  steam  at  the  following  boiler  pressures  and  temperatures 
flows  adiabatically,  reaching  the  following  lower  temperatures  with 
the  velocities  v. 


Boiler  steam  (dxy). 


At  the  following  lower  temperatures  the 
velocities  are  as  given  in  feet  per  second. 


temp. 

press.  lb. 

— 

Cent. 

1 

per  sq.  in. 

120' C. 

80"  C. 

■ 

40"  C. 

'   O'C. 

100 

14-7 

1630 

2860 

110 

20-8 

-  - 

1950 

3045 

1   120 

28-83 

2225 

3200 

!   130 

39-26 

1070 

2460 

3355 

140 

52-62 

1470 

2625 

3430 

1   160 

89-86 

1610 

2635 

3425 

1   200 

226-9 

2730 

3450 

4090 

20"  C. 


3340 
3490 
3570 
3750 
3860 
4060 
4390 


389.  It  will  presently  be  seen  that  the  pressure  in  the  jet  is  never 
less  than  '578  of  the  higher  pressure,  and  hence  all  the  velocities 
of  the  above  table,  except  two,  are  misleading,  if  we  think  of  the 
steam  flowing  into  an  atmosphere.  It  may  however  be  that  at  the 
nozzles  of  injectors  these  very  great  velocities  do  occur. 

In  calculating  the  flow  of  steam  through  an  orifice,  if  A  is  the 
area  of  the  jet  where  the  stream  lines  are  most  nearly  parallel,  Av  is 
the  volume  flowing  per  second,  and  divided  by  rix  (neglecting  the 
volume  of  the  water)  it  is  the  weight  in  pounds  per  second,  or 
AvjVrX, 

Of  course,  if  the  flow  is  into  the  atmosphere  or  a  vessel  at  lower 
pressure,  the  kinetic  energy  is  changed  into  heat  after  passing 
through  the  orifice,  and  the  wetness  is  lessened,  or  the  steam 
becomes  dry  or  superheated.  But  the  steam  will  be  wet  near  the 
orifice. 

We  may  put  the  above  result  algebraically.  When  any  fluid, 
water,  or  wet  steam,  or  dry  steam,  or  superheated  steam,  or  air,  or 
any  other  gas  flows  adiabatically  from  a  vessel  at  pressure  p^  where 
its  velocity  is  0  to  a  place  where  its  pressure  is  p^ ;  we  find  the  work 
which  it  would  do  if  admitted  to  a  cylinder  with  no  clearance,  when 
expanding  adiabatically  to  p^,  and  we  know  that  this  work  is  the 


gain  of  its  kinetic  energy  or 
this  will  be  found  to  be 

V- 0  7 


>.2 


^9 


Thus  for  air  or  any  other  gas 


r«  = 


--\  (^V-r  -i',*-.-) 


l/y 


Pa 


(1) 
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if  Pq  is  the  initial  and  ^^^  the  final  pressure,  if  Wq  is  the  weight  of 
unit  volume  at^^,;  7  is  1*41  for  air,  1*3  (doubtful)  for  superheated 
steam. 

It  will  be  found  to  answer  also  very  nearly  for  dry  or 
fteam  if  we  take  as  7  the  value  given  in  the  table,  page  362. 

leaving  the  boiler  dry,  7  =  1130 

leaving  boiler  with  25  per  cent,  water  7  =  1*113 

50  per  cent,  water  7  =  1*054 

„     75  per  cent,  water  7  =  0*959 


»»  »         >i 


»  >i 


Thus,  for  example,  taking  dry  saturated  steam  at  130**  C.  flowing 
to  a  place  at  120°  C.  this  method  gives  1,074  feet  per  second,  whereas 
the  true  answer  in  the  above  table  is  1,070.  Again,  dry  steam 
flowing  from  200*"  C.  to  20°  C.  gets  a  velocity  of  4,400  feet  per 
second,  whereas  the  correct  answer  according  to  the  table  is 
4,390.  [It  will  presently  be  seen  that  both  these  answers  are 
misleading.] 

It  will  be  found  on  trial  that  if  p^  is  very  little  less  than  p^,  the 
above  formula  is  approximately  the  same  as 

^  =  ^(Po-Pi) (2) 

Exercise.  In  a  Thomson  water  turbine  the  velocitv  of  the  rim 
of  the  wheel  is  the  velocity  due  to  half  the  total  available  pressure  : 
so  in  an  air  or  steam  turbine  when  there  is  no  great  difference  of 
pressure,  the  velocity  of  the  rim  of  the  wheel  is  the  velocity  due  to 
half  the  pressure  difference.  Thus  if  p^  of  the  supply  is  7,000  lbs. 
per  square  foot,  and  if  ^j  of  the  exhaust  is  6,800  lbs.  per  square  foot, 
and  if  we  take  Wq  =  0*28  lb.  per  cubic  foot  (as  if  it  were  air,  or 
rather  wet  steam),  then  halving  the  pressure  difference  and  using  the 
above  formula  on  100  lbs.  per  square  foot,  we  find 

V  =  %/  2g  X  100  -T-  '28  =  151  feet  per  second. 

3 90.  It  is  evident  that  as  p^  is  made  less  and  less,  v  the  velocity 
increases  more  and  more,  and  so  does  Q  the  cubic  feet  per  second. 
But  a  large  Q  does  not  necessarily  mean  a  large  quantity  of  fluid. 
It  is  worth  while  taking  an  exercise  like  the  following  and  studying 
the  result. 

Initial  pressure  ^q  =  2  atmospheres. 

The  following  results  are  calculated  for  pressures  jh  varying 
between  li  and  0  atmospheres. 
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It  is  seen  that  the  maximum    W  occurs  when  p^  is  about  1 

atmosphere. 

^  __..     __  _-  _  , 

^'»  ^  velocltv  in  feet  weight  iu  pounds  per 

in  atmo8phero«.  r^EJond  Bccoiid,  WMuming 


li               ,  683  89-8 

1  1030  101-6 

f  1200  96-6 

i  1388  83-8 

•4  1470  75-8 

•3  1570  66  0 

•2  1684  531 


Such  a  numerical  example  suggests  to  us  the  general  question 
what  is  the  majdmuxn  weight  flow  of  a  gas  through  a  throat. 

Returning  to  (1)  Art.  389,  neglecting  friction,  if  there  is  an  orifice 
of  area  A  near  which  the  flow  is  guided,  so  that  the  streams  of  air  are 
parallel :  Q  the  volume  in  cubic  feet  flowing  per  second  is  G  =  vA  ; 

the  weight  of  stuff  flowing  per  second  is  W  =  vAw^  or  vAwQ^—p 

Hence,  using  a  for  p/Pq  we  have 


(1) 


It  is  an  easy  exercise  in  the  calculus  to  find  what  value  of  a  will 

cause  TT  to  be  a  maximum.  Statement  (2)  which  follows  this 
expresses  the  answer.  It  really  comes  to  this,  that  there  is  maximum 
flow  when  p^  is  somewhat  greater  than  half  |?i. 

391.  If  there  is  no  loss  or  gain  of  energy  by  friction,  &c.,  the 
above  rules  for  the  velocity  are  absolutely  true.  But  mistakes  may 
be,  and  are,  often  made  in  regard  to  the  value  of  the  pressure  p^ 

When  a  jet  of  water  is  visible  passing  through  the  atmosphere, 
all  round  it  there  is  atmospheric  pressure,  but  what  is  the  pressure 
inside  ?  We  guess  at  this.  If  the  stream  lines  are  evidently  nearly 
parallel  at  a  place,  it  is  probable  that  there  is  the  same  pressure 
from  inside  to  outside.  Correct  guessing  is  easy  in  the  case  of 
visible  water.  But  in  the  case  of  gases  the  guessing  may  not  be 
easy ;  and,  indeed,  it  was  found  by  Napier'8  experiments  on  steam 
and  subsequent  ones  on  air,  that  when  p^  is  greater  than  twice  p^, 
the  shape  of  the  jet  and  the  shapes  of  the  stream  lines  near  the 
orifice  are  so  utterly  different  from  those  of  water  (we  always  base 
our  notions  on  the  behaviour  of  water  jets  which  we  have  seen),  that 

R    R 
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we  rely  upon  experiment  only,  there  being  no  theory  to  guide  us. 
Whereas  when  p^  is  less  than  twice  p^,  the  theory  is  found  to  be  as 
correct  as  with  the  flow  of  water.  In  fact,  it  is  found  that  the 
pressure  in  the  jet  p^  never  geti  to  be  leee  than  the  pressure 
corresponding  to  maximum  flow,  however  low  may  be  the  pressure 
in  the  vessel  into  which  the  jet  issues. 

,  Exercise.  Prove  the  following  statements : — 

1.  When  Pq  is  less  than  f  of  the  external  pressure,  we  may  take 
as  roughly  correct  the  flow  of  iteam  in  pounds  per  second  through 
the  area  A  square  feet  to  be 

the  pressures  being  in  lb.  per  square  foot,  and  that  this  is  right  if  A 
is  in  square  inches  and  the  pressures  are  in  lb.  per  square  inch. 

2.  For  W  in  Art.  390  to  be  a  maximum,  we  must  have 


*=C-T-T"''°^^ =^0(7+1) 


2    \y-i. 


3.  In  the  cafe  of  air^  7  =  1'41,  so  that  if  there  is  maximum 

flow^i  =  '527^0- 

4.  In  the  case  of  superheated  eteam^  7  =  1'3,  possibly,  so  that  if 
there  is  maximum  flow^^  =  '546^0. 

5.  In  the  case  of  dry  saturated  steam,  y  =  1*130,  so  that  if 
there  is  maximum  flow  p^  =  '578  ^q. 

6.  In  the  case  of  steam  leaving  the  boiler  with  25  per  cent,  of 
water  7  =  I'llS,  approximately,  so  that  if  there  is  maximum  flow 

^,  =  •582^0- 

7.  If  dry   steam   flows  adiabatically  from   a  boiler  where   the 

pressure  is  p^  lb.  per  square  foot  to  a  place   where  the  pressure 

is  p^  =  0*578  Pq,  show  that  its  weight,  w  lb.  per  cubic   foot,  is 

w^  =  1-762  X  10-^0^^®. 

To  do  this  we  may  take PqIV^'^'^^  =  p^w^'^'^^. 

Alsop^w^-^^^^  =  479  X  144.    (See  (9)  Art.  180.) 

Exercise.  Calculate  the  values  of  w^  for  various  values  of  2^0 

given  in  the  following  table.     It  is  evident  from  this  that  in  rough 

calculations  we  may  take  it  that  Wy^  =  10"*^^. 

8.  Show  that  the  limiting  velocity  of  a  gas  in  (1)  Art.  389  if  the 
condition  of  maximum  weight  flow  holds  is 


2^  _7_  „ 

oy  +  i^" 


if  Pq  is  in  lb.  per  square  foot,  iOq  being  in  lb.  per  cubic  foot. 
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In  the  case  of  dry  steam,  taking  7  =  1*13,  this  becomes 

Exercise.  Find  the  limiting  velocity  v^  with  which  steam  will 
rush  into  an  atmosphere  at  a  pressure  less  than  *57  of  its  initial 
pressure,  if  the  initial  pressure  is  as  given  in  the  table. 


Po-i-lU. 


300 

200 

100 

60 

30 


Po- 


43200 

28800 

14400 

7200 

4320 


limiting 


1512 
1496 
1464 
1432 
1410 


Value  of  n 
if  tf  J  =  njiQ. 


•91S5xlO-» 

•9414  X  10-« 

•9822  X  10-* 

1-024   xlO-' 

1-057   xlO-* 


Values  of  i»  in 


0140 
•0142 
•0145 
•0148 
•0150 


We  see,  then,  that  the  limiting  velocities  do  not  greatly  differ 
from  one  another,  although  in  every  case  the  efflux  may  be  into  the 
atmosphere  or  a  condenser.  It  seems  as  if  there  was  some  limit  less 
than  the  velocity  of  sound. 

In  practical  calculations  I  often  take  it  that  the  limiting  velocity 
is  always  1450  feet  per  second,  if  Pq  has  any  value  between  150  and 
60  lb.  per  square  inch. 

Exercise.  Find  the  limiting  weight  W  lb.  of  steam  per  second 
which  will  flow  through  an  area  A  square  feet,  using  the  above 
values  of  v^  and  Wy 

Answer,   PT  =  •0194po^'*«»  A 

Exercise,  If  we  assume  that  W  =  mp^A,  what  is  m  for  the 
values  of  J9q  in  the  table  ?     The  answers  are  given. 

We  see  that  we  may  in  rough  calculations  take  the  following 
rule : — 

9.  The  greatest  weight  of  steam  in  pounds  per  second  flowing 
through  a  throat  of  area  A  square  feet  is  v^w^A,  or  roughly, 


2 
70 


W  =  ^p^A. 


This  is  the  result  arrived  at  experimentally  by  Mr.  Napier.  This 
formula  may  be  used  if  p^  is  in  lb.  per  square  inch  and  -4  is  in 
square  inches. 

393.  Theory  of  the  Ii^ector. — Dry  saturated  steam  W^  lb 
per  second  from  the  boiler,  at  pressure  Pq  and  temperature  6^  C. 
reaches  B,  Fig.  323,  adiabatically,  where  it  is  at  p^  and  6^  C,  and 
it  condenses,  meeting  W^  lb.  of  water  at  0^  C.  and  pressure  p^,  which 

R   R   2 
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has  risen  frojn  the  feed  tank  by  the  pipe  A.  The  combined  stream 
at  d^C  passes  into  the  feed  pipe  at  £  and  through  the  valve  G  to 
the  boiler  by  H, ' 

1.  Assume  no  steam  to  escape  condensation  and  no  water  to  slip 
between  I)  and  JS.  Also  that  the  whole  of  the  heat  of  a  pound  of 
steam  leaving  the  boiler  is  in  the  mixture  at  I>  and  £;  that  is^ 


Fig.  323. 


neglect  the  fact  that  a  small  fraction  of  the  heat  has  been  converted 
into  kinetic  energy.     Then  if  Hq  is  Regnault*s  total  heat, 

2.  As  the  pressure  in  the  overflow  J  is  atmospheric,  assume  that 
it  is  so  at  £,  so  that  if  ^^  is  the  boiler  pressure  in  pounds  per  square 
inch,  the  velocity  at  JE  must  be 

feet  per  second  neglecting  friction.     The  area  -4  at  JF  is 

taking  016  as  the  volume  of  1  lb.  of  water. 

3.  I  shall  not  attempt  to  give  a  theory  of  what  happens  when 
the  streams  of  condensing  steam  and  water  meet,  but  we  may  take 
Fig.  324  as  showing  what  may  possibly  occur  at  ABGD  and  EF  of 
our  old  Fig.  320.  Through  the  area  a^  square  feet  there  is  a  flow 
of  W^  lb.  of  wet  steam  per  second  at  the  pressure  p^  and  velocity  v^. 
Through  the  outer  area  a,  we  have  W^  lb.  of  water  per  second  at 
the  velocity  v^,  which  has  come  from  a  tank  whose  atmospheric 
still  water  level  is  h^  feet  above  the  jets.  Through  'the  area  a  = 
^*i  +  (i^  or  EF  we  have    W^  +  W^  lb.  of  water  flowing  per  second 
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at  pressure  p,  with  velocity  v,  each  pound  of  it  possessing  the  total 
energy 

i2 


V 


If  there  were  no  friction  except  what  is  necessary  for  the 
mingling,  the  total  energy  required  if  the  water  is  to  enter  a 
boiler  at  pressure  P  is  P/w. 

Until  Napier  s  experiments 
on  the  flow  of  steam  from  a 
boiler  at  p^  into  a  place  of  low 
pressure,  no  one  dreamt  that 
the  velocity  was  that  corre- 
sponding to  the  notion  that 
there  is  a  pressure  0*58  2^0  ^^ 
0.6  Pq  in  the  throat.  It  would 
now  be  very  absurd  for  us 
with  our  exceedingly  small 

knowledge  to  build  a  theory  of  the  injector  on  the  supposition 
that^i  is  0'6  Pq,  and  that  t\  is  always  about  1,450  feet  per  second, 
and  to  use  the  formula  of  Art.  382.  Should  any  one  care  to  do 
it,  and  if  as  before  V2^/2g  is  taken  to  be  h^  +  25  when  the  nozzles 

are  properly  adjusted;  if  JF"i  is  taken  to  be%2^,  and   if   WJW^   is 

called  y,  we  arrive  at  the  equations 


Fio.  824. 


87+|(A,  +  30)  =  (l  +  y)(H  +  £) 

4360  ^y       \+y 

— — ■  +      =  ■  ... 


(2). 


(1). 


Given  y  and  p^  we  can  find  v  from  (1) ;  use  it  on  (2)  to  find  p, 
and  calculate 

the  pressure  in  the  vessel  into  which   the  combined  jet  may  be 
forced. 

But  if  the  student  uses  this  method  he  will  find  that  although 
when^o  =  45  X  144  and  y  =  9,  P  is  sufficiently  greater  than  p^  to 
show  that  the  injector  would  work  ;  if  he  tries  much  higher  values  of 
Pq  and  y,  the  injector  will  not  work.  In  fact  his  results  do  not  agree 
with  experience,  and  therefore  his  theory  is  worthless.     It  is  quite 
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possible  indeed  that  v^  reaches  values  very  greatly  exceeding  the 
values  found  by  Napier  under  such  very  different  circumstances. 

It  may  be  worth  while  here  to  say  that  all  the  best  writers  iise 
Napier's  Vj  in  the  formula — 


(l+y)(F-^^)=r, 


to  calculate  Fthe  velocity  with  which  the  combined  steam  passes  the 
space  where  it  is  at  atmospheric  pressure.     When  h^  is  0  this  is — 

F  =  -  ^'^ 

i  +  y 

as  if  we  had  two  solid  bodies  of  masses  1  and  y  colliding  in  a  vacuum 
with  velocities  v^  and  0,  V  being  their  common  velocity  after  impact. 
The  formula  is  said  to  agree  in  a  few  cases  with  the  actual  experi- 
mental results,  but  to  greatly  disagree  in  most  cases.  One  thing  I 
know,  it  is  always  arrived  at  by  what  is  called  "  a  theory  of  the  Injector," 
which  is  one  of  those  pretences  sometimes  to  be  found  in  books  on 
applied  science  where  weak  mathematics  hides  the  want  of  reason. 

I  hardly  know  if  it  is  worth  while  here  to  say  that  if  in  my  theory 
we  assume  ^i  and  p^  to  be  equal,  and  both  equal  to  that  due  to  the 
head  Ag  and  neglect  the  small  term  h^/v^^  and  assume  that  aj  is 
much  less  than  what  it  really  is :  in  fact  that  u\  =  w,  we  get  the 
commonly  received  formula.  But  I  see  no  scientific  reason  for  such 
assumptions. 

393.  I  have  never  made  accurate  experiments  with  an  injector. 
I  copy  from  Mr.  Peabody's  excellent  "  Thermodynamics  of  the  Steam 
Engine,"  the  following  results  of  ezperimenti  on  a  Bellen 
ii^ector  whose  combining  tube  or  water  orifice  is  6  mm.  in  diameter 
where  smallest. 

For  each  pressure  of  steam  noted  in  column  1,  the  water  was 
delivered  by  the  injector  into  the  boiler  under  approximately  the 
same  pressure.  The  delivery  was  measured  by  observing  the  indica- 
tions of  a  water-meter. 

The  pressures  in  column  8  were  obtained  by  throttling  the  steam 
supplied  to  the  injector,  and  observing  the  pressure  at  which  it  ceased 
to  work,  each  experiment  being  repeated  several  times  with  precisely 
the  same  results. 

The  temperatures  in  column  9  were  obtained  by  gradually  heating 
the  water  supplied  to  the  injector,  and  noting  the  temperature  at 
which  it  ceased  to  operate,  each  temperature  recorded  being  checked 
by  several  repetitions  of  the  experiment. 
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Experiments  on  a  Sellers  Injector, 


cS  i  '^  o 


Sal*- 


a  S  *^ 

5^ 


1 


10 
20 
30 
40 
50 
60 
70 
80 
90 
100 
110 


Delivery  in  cubic  feet 
per  hour. 


s 

a 

K 

eS 


75-3 
82-4 
94-2 
1001 
108-3 
116-5 
124-8 
133-0 
141-3 
147-2 
1630 


120 

156-6 

130 

161-2 

140 

166-0 

150 

170-7 

a 


63-6 
61-2 
56-5 
60-0 
64-7 
63-6 
63-6 
67-1 
69-5 
64-7 
67-1 
73  0 
74-2 
78-9 
70-6 


Temperature, 
Fahrenheit  doffi'ees. 


g 

•S  2     • 

g 

•ast 

1 

a-R? 

> 

"s  a^ 

1 

53-S 

fa 

S 

4 

"5 

0-845 

66 

0-743 

66 

0-600 

66 

0-599 

66 

0597 

66 

0-546 

66 

0-510 

67 

0-505 

66 

0-492 

67 

0-456 

66 

0-439 

67 

0-466 

67 

0  460 

66 

0-476 

66 

0-414 

66 

Delivered  water. 


a 

^*.  o 

a^ 


6 


ai? 

BO 


100  ;  94 

108  104 

114  116 

120  123 

124  125 

127  133 

130  142 

134  I  144 

136  148 

140  159 

144  j  162 

148  162 

150  I  165 

153  166 

157  I  167 


9  P* 

C  fi  g 

ata 

•sis 


8 


3 
9 
16 
22 
27 
34 
40 
46 
52 
58 
63 
69 
75 
81 
18 


-i.  ' 


1-2 

a  o 

"23 

^a 


9 


132 
134 
134 
132 
131 
130 
130 
131 
132 
132 
132 
134 
130 
126 
121 


Taking  the  case  in  which  |?^j  =  150  +  14-7  lb.  persq.  in.,^^  =  366°  F., 
/?,  =  157°  F.,  ^2  =  66°  F.,  J^o  =  1194. 

v^  =r  5-845  >v/"l64-7  x  2.76  =  1247  feet  per  second. 

1247 
V  -=   -  -^  ^— r.^  =100  feet  per  second. 
1  +  11'48  ^ 

If  P  lb.  per  sq.  in.  is  the  gauge  pressure  of  delivery 

100  =  12  V  i^  or  P  =  69-44, 

that  is,  the  pressure  of  the  delivered  water  is  not  half  the  boiler 
pressure  in  spite  of  our  assumption  of  no  friction.  Hence  the 
usually  accepted  formula  has  not  only  no  scientific  basis  but  it  has 
not  even  the  virtue  of  agreeing  with  experimental  results.     I  think 
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that  there  can  be  no  theory  of  the  injector  until  some  scientific  man 
makes  a  complete  experimental  investigation  of  the  subject. 

394.  Exercise.  Taking  the  above  case,  that  each  pound  of 
steam  at  366°  F.  generated  from  feed  water  at  157°  F.  causes  11*43  lb. 
of  water  to  enter  the  boiler.  Compare  the  performance  with  the 
mechanical  energy  produced  by  a  perfect  non-condensing  steam 
engine. 

11*43 
The  work  done  per  pound  of  steam  is      ^-  x  150  x  144  or  3982 

foot  pounds.  A  perfect  non-condensing  steam  engine  using  steam  at 
366°  F.  would  do  (see  Art.  214)  250,800  foot  pounds  per  pound  of 
steam.  Of  course  it  is  to  be  remembered  that  the  waste  heat  is 
utilized  in  heating  the  feed  water. 

305.  This  is  not  the  place  for  other  speculations  such  as  I 
have  made  on  injectors.  It  may,  however,  be  worth  while  to  mention 
that  I  anticipate  greatly  increased  efficiency  in  the  driving  of  water 
by  steam  jets  by  making  the  steam  nozzle  telescopic  so  that  more  and 
more  steam  enters  as  the  water  quickens  in  speed  ;  not  all  entering 
at  one  place. 

Fig.  ISSa  shows  one  ordinary  form  of  the  single  acting  injector. 
To  start  it  we  open  the  steam  valve  a  little,  then  the  water  supply- 
valve,  and  as  soon  as  water  appears  at  the  overflow  we  open  the 
steam  valve  more  and  more  until  the  overflow  ceases.  As  air  is 
drawn  in  to  some  extent  and  may  be  objectionable  in  condensing 
engines  there  is  sometimes  a  non-return  valve  attached  to  the 
overflow,  a  weak  spring  pressing  with  a  little  more  force  than  the 
weight  of  the  valve. 

Injectors  ought  to  be  tested  for  pressures  of  delivery  10  to  15  lb. 
above  the  boiler  pressure,  to  allow  for  friction  and  the  lifting  of  the 
valve.  The  lift  to  the  boiler  is  seldom  more  than  20  feet.  With  a 
high  lift  there  is  sometimes  difficulty  on  account  of  the  non-condensa- 
tion of  the  supply  steam.  The  feed  tank  temperature  ought  to  be 
as  low  as  possible,  else  there  may  not  be  complete  condensation  of 
the  steam.  An  injector  whose  nozzles  are  properly  adjusted  for  a 
certain  boiler  pressure  needs  re-adjustment  for  other  pressures,  and 
there  are  self-adjusting^  li\Jectors  in  the  market.  In  double 
action  injectors  the  water  is  first  admitted  to  an  intermediate  space, 
and  by  means  of  a  fresh  jet  of  steam  is  injected  into  the  boiler. 

It  will  be  seen  by  the  above  table  that  injectors  will  supply  water 
at  a  greater  pressure  than  that  of  the  supply  stream.  Hence  a  jet 
of  the  exhaust  steam  from  a  non-condensing  engine  is  sometimes 
used  for  feeding  the  boiler. 
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The  injector  is  often  used  as  a  very  ineflBcient  pump,  especially 
in  chemical  works.  When  the  lift  is  small  as  in  ''  Eyectoni "  and 
especially  when  the  water  enters  through  telescopic  openings  so 
that  the  water  first  set  in  motion  by  the  steam  is  greatly  added  to 
later,  it  is  said  that  there  is  a  greatly  increased  efficiency. 
Ejectors  are  often  arranged  so  that  they  act  as  a  sort  of  combination 
of  condenser  and  air-pump. 


CHAPTER  XXXV. 

CYLINDER    CONDENSATION. 

396.  In  this  chapter  I  consider  the  growth  of  water  in  the  cylin- 
der, using  the  answers  to  some  mathematical  problems  in  speculation. 
In  our  study  we  are  apt  to  assume  that  the  pressure  of  steam  as  given 
by  the  indicator  tells  us  the  temperature  of  steam  and  water 
everywhere  in  the  cylinder.  Indeed,  this  is  the  basis  of  our  applica- 
tion of  the  0<f>  diagram  to  practical  problems  ;  an  experienced  man 
knows  that  the  static  laws  are  to  be  applied  with  caution  and  merely 
with  the  object  of  obtaining  suggestions ;  the  young  student  believes 
in  the  absolute  truth  of  such  a  0<f)  diagram  as  my  students  draw 
for  the  whole  of  an  indicator  diagram. 

I  have  already  referred  to  the  misleading  notion  conveyed  by 
diagrams  of  cushioning.  In  further  reference  to  this  matter  I  will 
refer  to  Mr.  Callendar's  thermometer,  which  was  fixed  in  a  hole 
in  the  cylinder  cover.  The  results  are  shown  in  Fig.  325.  The 
temperatures  corresponding  to  the  pressure  on  the  indicator  diagram 
are  shown  in  the  full  line  curve ;  the  temperatures  given  by  the 
platinum  thermometer  are  shown  on  the  dotted  curve,  the  tempera- 
ture scale  (Fahr.)  being  the  same  for  both.  The  superheating 
shown  at  the  end  of  the  compression  is  very  noticeable.  During 
admission  the  temperature  rapidly  falls.  Shortly  after  cut  off  the 
temperature  is  2''  or  S""  Fahr.  below  that  of  the  indicator  diagram. 

I  hold  that  the  thermometer  in  the  end  of  the  cylinder  in  Mr. 
Callendar's  experiments  measured  something  which  was  very  different 
from  the  temperature  anywhere  else.  No  exact  description  has  been 
given  of  the  hole  inside  which  the  temperature  was  measured,  but  I 
take  it  that  it  was  a  hole  which  mig^ht  be  dry  when  other  parts  of 
the  cylinder  were  wet,  and  that  there  probably  was  actual  mechanical 
drainage  from  that  hole  of  condensed  water.     Now  all  condensed 
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water  draining  away  came  into  the  hole  as  dry  steam,  and  its  latent 
heat  is  left  behind,  heating  the  steam  about  the  thermometer  and 
keeping  it  drier  than  other  steam  in  the  cylinder.  He  obtained 
higher  temperatures  there  than  the  temperature  of  the  incoming 
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eteam^  but  this  was  simply  due  to  the  dry  steam  in  the  hole  being 
compressed  in  the  hole.  Suppose  dry  steam  in  a  drj-  hole  with  a 
tube-like  entrance,  the  fresh  steam  compresses  it  like  a  piston. 

Exercise. ^A  pound  of  dry  BaturateH  Bteam  at  100"  C.  is  compresBed  Bdia- 
batically  to  the  pretisure  102  lb.  per  sq.  inch  by  a  fresh  charge  of  utturated  eteain 
(or  a  pUton).  What  U  its  temperature  !  The  temperature  of  the  saturate) 
steam  which  is  in  contact  with  it  19  16.V  C. 

This  is  very  easily  worked  out  on  the  e<p  diagram.  R  Fig.  231  shows  its  state 
before  compresajon  at  100°  C.  D  at  163°  C  is  the  end  of  the  superheated  steam 
curve  £>E  of  102  lb.  pressure,  and  HE  is  the  line  of  adialuttic  compression.  I 
find  on  the  diagram  that  E  means  32fi°  C.  I  take  here  as  roughly  correct  that 
the  specific  heat  of  superheated  steam  is  0'4TI). 

Algebraically  :^The  entropy  of  a  pound  of  steam  at  ^  is  1  '7+4  ranks.  This 
ia  also  lo  be  the  entropy  at  jEot  a  pound  of  superheated  steam  at  102  lb.  per 
8(1.  inch.     Now  the  entropy  of  a  pound  of  superheated  steam  at  any  temperature 

and  pressure  is  given  in  (2)  Art.  201  as  1  "594  (the  entropy  at  D)  +  0-475  log  - 

where  (,  is  the  absolute  temperature  M  li,  and  (  ia  tbo  absolute  temperature 
at  E.     That  is, 

1744  =  l-flM  +  0-47.i  (log.(  -  log, 438-7) 
log,(  =  2-77B5,  so  that  I  =  602. 
The  temperature  at  E  is,  then,  328°  C. 

Now,  in  the  actual  experiment,  the  superheating  only  reached  200'  C. ,  being 
followed  by  a  sharp  fall. 
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My  figure,  328''  C,  could  only  be  reached  in  a  non-conducting 
hole  and  on  the  assumption  of  a  very  long  narrow  entrance.  The 
paper  says  that  it  was  a  hole  merely,  and  in  all  probability  the 
thermometer  was  not  far  away  from  the  fresh  steam ;  as  soon  as  the 
fresh  steam  had  a  little  time  to  mix  with  the  superheated  steam 
there  would  be  just  such  a  fall  of  temperature  as  was  noted.  Some 
of  Mr.  Callendar's  ingenious  reasoning  concerning  dynamic  effects 
as  being  different  from  static  effects,  with  nearly  all  of  which, 
however,  I  quite  agree,  are  really  based  upon  the  temperature 
changes  in  a  little  well-drained  pocket  of  steam  and  not  the 
average  steam  in  the  cylinder,  which  is  really  that  corresponding 
to  the  pressure. 

I  have  referred  to  this  matter  at  some  length  because  I  believe 
there  is  always  water  and  the  saturation  temperature  at  all  times 
of  the  stroke,  even  in  the  driest  cylinders^  unless  a  large  amount 
of  superheating  is  employed. 

If  the  cylinder  were  for  an  instant  quite  dry,  I  do  not  believe 
that  condensation  would  readily  begin  in  the  same  stroke.  It  is  to 
be  remembered  also  that  it  is  the  existence  of  water  round  the  piston 
and  valves  that  enables  leakage  to  be  50  times  as  great  as  if  there 
was  no  water. 

I  have  had  the  opportunity  of  watching  smoke  drawn  into  a  glass 
cylinder  with  air  after  a  piston  for  the  purpose  of  noting  whether  or 
no  the  smoke  and  air  kept  separate.  Any  one  who  has  seen,  as  I 
have  seen,  the  immediate  mixing  that  goes  on  in  spite  of  all  sorts  of 
attempts  to  keep  the  stuffs  separate,  must  know  that  it  can  only  be 
in  well-drained  holes  that  any  superheating  can  possibly  take  place. 
Mr.  Callendar's  other  thermometer  in  the  body  of  the  steam  showed 
a  temperature  corresponding  to  the  pressure. 

But  although  I  think  the  temperature  of  the  steam  to  be  nearly 
the  same  everywhere,  I  do  not  think  it  possible  that  the  water 
temperature  is  the  same  throughout.  In  much^  that  follows  I  shall 
assume  it  to  be  the  same  throughout. 

397.  In  the  rough  generalisation  of  Arts.  227-233  we  have 
assumed  that  the  resistance  to  the  passage  of  heat  between  steam 
and  metal  skin  is  constant,  and  we  have  neglected  the  effect  on  e 
of  «?3  the  water  present  before  admission.  It  is  my  belief  that 
neither  of  these  assumptions  is  sound.  A  more  carefld  study 
of  the  whole  question  seems  to  me  necessary ;  a  study  of  the 
growth  and  diminution  of  w.^  per  cycle.  It  must  not  be  imagined 
that  I  am  looking  merely  for  a  simple  formula.  Indeed,  it  is  quite 
obvious  that  there  is  no  simple  formula  possible  to  express  what 
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goes  on  in  the  cylinder  of  a  steam  engine.  We  have  all  notions 
about  what  occurs;  it  is  only  when  we  express  these  notions 
quantitatively  that  their  value  can  be  judged  of.  It  is  of  no 
importance  that  we  shall  perhaps  get  no  simple  formula.  Our 
main  business  is  to  try  to  reason  clearly  about  what  occurs,  with 
a  minimum  of  vagueness  and  "  huggermugger." 

The  following  problems  are  worked  out  exactly  on  certain  assump- 
tions. From  the  answers  I  shall  endeavour  to  make  reasonable 
speculations  as  to  what  goes  on  in  the  cylinder. 

398.  Problem  /.  A  perfectl}'^  non-conducting  vessel  contains  w  lb.  of  water, 
also  dry  saturated  steam  at  the  same  temperature  B.  Let  this  temperature  be 
supposed  to  alter,  the  steam  being  supposed  to  condense  or  vaporise  just  enough 
for  the  heating  and  cooling  of  the  water,  but  to  remain  dry  saturated  steam.  If 
/  is  the  latent  heat  of  steam  at  the  temperature  0  ;  ii  9  becomes  B-^-lByW  in- 
creases to  MJ  -H  8m7  by  the  condensation  of  5?p  of  steam.  Hence,  l^hw  =  w .  9$  or 
dw/ir  =  dB/l,  and  as  Z  is  a  function  of  0,  tv  is  a  function  of  B,  Hence,  at  the 
end  of  any  cycle,  as  B  returns  to  its  old  value,  w  returns  to  its  old  value. 

Taking  I  as  606*5  -  0*6950  we  see  that  wl"  remains  constant  throughout,  cr 

399.  Problem  II.  A  metal  vessel  of  constant  volume  and  internal  area  is 
filled  with  saturated  steam  at  the  temperature  B'*  C.  and  this  temperature  follows 
a  periodic  law.  There  is  of  water  \o  lb.  per  unit  area  of  the  metal  surface 
present  at  the  time  t,  I  assume  that  steam  is  condensed  or  water  evaporated 
merely  for  the  purpose  of  keeping  the  water  at  the  temperature  of  the  steam. 
V  is  the  temperature  of  the  metal  at  a  depth  x  from  the  surface,  and  the  metal  is 
supposed  to  be  so  thick  that  time  variations  in  temperature  do  not  occur  at  its 
outer  parts.  The  metaPs  thickness  is  6,  and  the  outer  surface  is  kept,  by  means 
of  a  steam  jacket,  at  the  temperature  r*  above  the  average  temperature  of  the 
steam.     We  have  in  the  metal,  as  before,  in  Art.  227, 

d^o  _  «p  dv  .,. 

dx'~  ~k  di ^  ^ 

At  the  surface,  between  water  and  metal,  if  e  is  the  emissivity  and  Vq  is  the- 
surface  temperature  of  the  metal, 

Vn  —  u  =  —   -r ...       \^) 

e  dx 

Also  the  condensation  of  water  occurs  according  to  the  law 

(,„-(,)e+Z_=,.- (3) 

/  being  the  latent  heat  of  steam  at  the  temperature  B,  It  will  be  noticed  that  I 
assume  an  instantaneous  establishment  of  equilibrium  of  temperature  betweeor 
steam  and  water  ;  I  wish  I  could  work  to  a  more  complex  condition,  but  this 
will  suffice  for  my  present  object. 

B  and  Vq  are  periodic  functions  of  the  time.  I  have  often,  with  my 
students,  worked  out  the  problem  on.  the  assumption  of  the  most  general  shape- 
of  periodic  function,  but  it  wUl  be  found  quite  sufficient  to  take  the  simplest,. 
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as  in  Art.  227.     Let  the  skin  temperature  of  the  metal  be 

Vf^  =aBm qt -h  Bfi-k' kv^/ieb-k- k) (4) 


We  know  that 


v  =  at- ^ sin {qt  -  ax)  +  $Q  +  a  ^        {k  +  ex) 


(5) 


and 

/ka         \  ka 

$  =  al  —  +  I  jgin  qt  +  a — coeg^  +  a©    •    •    •    • 

where  if  q  =  2im,  a  =  \'wnjiplk 

(3)  ia 

die      tc  d$  _  {$  -  VQ)e 

di  ~  ldi~         i 
Now 

f     id0,^      f    de      f       -de  1,7       ,7 

fuiy,  and  henoe  we  see  that  the  solution  of  (3)  is 

tv  =  l-'{e  fl'-^{$-v^)dt  +  c\ (6) 

where  r  is  an  arbitrary  constant. 

am  sorry  to  say  that  I  can  perform  this  integration  only  approximately. 
I  am  aware,  from  my  experience  in  electrical  work,  how  dangerous  approximate 
calculations  are  likely  to  be  in  dealing  with  periodic  functions,  but  I  feel  satisfied 
that  my  solution  is  sufficiently  correct  for  my  present  purpose.  Once  I  remem- 
ber laboriously  working  out  a  second  approximation,  and  the  correction  did  not 
affect  tlie  conclusions  which  this  first  approximation  leads  to.  The  latent  heat  I 
be  ng  Iq  -  '605(0  -  0q)  where  /g  is  the  latent  heat  corresponding  to  9q^  C,  my 
approximation  consists  in  taking 

^-.  =  V-  { 1  -  -^^  -,.^^^*^^}  =  V-  {i  -  '^c  -  •,)} 

I  only  want  to  know  those  terms  in  w  wlilch  are  not  periodic  ;  terms 
which  increase  or  diminish  steadily  with  the  time. 

On  writing  out  (6)  there  are  many  terms,  each  of  which  is  easily  integrated, 
and  the  answer  is 

w  =  Periodic  terms  +  d''!^"-^     I  Periodic  terms  - 

r    kv'^         -.305  a^itV  / ,        e    \  ^  .  "I 

The  answer  is,  as  I  have  said,  approximate.  In  calculating  its  value 
numerically,  to  get  ideas  of  its  meaning,  we  may  take  /q  instead  of  L 

I  find,  using  A  for  the  amplitude  of  0  or  ^  (0]  -  0,)  and  dividing  the  non- 
periodic  terms  by  n,  that  the  diminution  of  lo  per  cycle  is 


1  /       ^r 


kr^  -305^2  e  ..         .^,   .\ 


kle)  +  -  IJ-  (T^lVa)^  1^1  +  ^''2i«)  I     .    .      (8) 


The  steam  jacket  effect  was,  of  course,  obvious,  and  we  need  not  have 
carried  it  through  all  the  work  as  we  have  done.  The  other  term  was  not  by 
any  means  so  obvious.  We  see  that  if  e  is  0,  so  that  it  is  as  if  the  metal  of  the 
cylinder  were  non-conducting,  there  is  no  loss  of  w  per  cyde,  as  we  found  in 
Art.  398. 
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If,  as  we  may  presume  that  it  often  is,  e  is  small,  and  we  neglect  the  steam- 
jacket  effect,  we  find  the  loss  of  w  per  cycle  to  be  proportional  to  Ah/71  or  to 

e{0i  -  a,)Vn (9) 

If  e  is  large  enough  to  make  the  amplitude  of  Vq  nearly  the  same  as  that  of 
the  steam,  the  lessening  of  lo  per  cycle  is  proportional  to 

{ei-0i)V^n (10) 

A  w9rj  Btrlkinc  resxdt,  showing  that  the  metal  acts  in  an  altogether  different 
manner  from  that  in  which  a  quantity  of  water  would  act. 

I  will  here  indulge  in  a  little  speculation,  and  say  that,  just  as  in  Art.  230, 
the  departure  from  the  sine  function  fonn  of  temperature  change  will  be  to 

cause  us  to  use  as  the  coefficient  of  (ft  -  0^)^  neither  ~~r-  nor  -  but  ~/-       ~   where 

V7t        n  vn  +  ai 

e  is  proportional  to  the  emissivity  when  small,  but  approaches  a  constant  value 

when  the  emissivity  is  great,  and  where  g  and  A  and  c  are  constant. 

AOO.  I  shall  now  try  to  approximate  in  a  few  problems  which  may  be  worked 
out  mathematically  to  the  departure  in  the  actual  condition  of  things  from  the 
above  assumptions  of  Problems  I.  and  II.  There  can  be  no  doubt  that  Problem  II. 
gives  us  pretty  clear  notions  of  the  effect  of  the  conductivity  of  the  metal,  our 
only  trouble  in  this  connection  being  our  want  of  knowledge  of  e.  In  what 
follows  I  shall  assume  a  non-eonductinff  cylinder. 

Problem  III.  Admission — Expa^unon — Release, — Non-conducting  cylinder — 
Dry  saturated  steam  supplied. — My  reasoning  will  be  mathematically  correct 
on  certain  assumptions  which  ought  to  be  criticised.  I  shall  always  neglect  the 
volume  of  the  water,  and  assume  its  specific  heat  to  be  constant. 

1.  AdmlBBlon. 

My  assumption  is  that  the  steam  is  supplied  at  the  pressure  p^.  Whether 
there  is  wire-drawing  or  not  does  not  matter,  as  I  assume  that  valves  and  metal 
everywhere  are  non-conducting.     The  vessel  is  of  volume  K,  containing  w^  lb. 

of  water  and  Vltt^  lb.  of  steam.    The  intrinsic  energy  of  1  lb.  of  steam  is  ^  -  ^ 

if  Regnault's  total  heat  H  is  in  heat  units.  J  is  Joule's  equivalent,  p  the  pressure 
in  poundssper  sq.  foot,  u  the  volume  of  1  lb.  of  steam  in  cubic  feet. 
The  intrinsic  energy  of  the  stuff  before  admission  is 


^(^.-T)-'"^.- 


After  admission  we  have  Vlu^  lb.  of  steam  and  xc^  lb.  of  water.  So  that 
the  quantity  of  stuff  which  enters  is  F/mj  +  ie?i  -  ( K/itj  +  w^).  The  intrinsic 
energy  is  now  VHJui  -  VpJJ  +  WiOj. 

Every  pound  of  steam  entering  gives  to  the  vessel  the  total  energy  Hjy 
because  it  brings  with  it  its  own  intrinsic  energy  ff-^  -  Pitti/J,  and  also  it  has 
the  work  PiUi  done  upon  it  by  the  steam  which  follows  it  up.     Hence 

Vffju^  -  Vpjj  +  «',a,  +  Hi  { r/ttj  *-tci-{  v/u^  +  wa) }  =  ^1 VK  -  Vpi/J+tc^e^. 

Hence,  if  w^  is  F/mj,  the  weight  of  the  steam  alone  which  is  with  the  water 
before  admission,  we  have 

irj  =  u',(jyi  -  a,)/^i  +  »V{^i  -  Hi-{p^  -  Pi)Ui/J}  I  h. 

I  am  particularly  anxious  to  know  the  effect  of  w^^  (or  rather  of  the  volume) 
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in  diminishing  the  water,  but  I  have  also  calculated  other  coefficients  in  the 
following  cases.  If  it  is  recollected  that  w^  is  always  a  very  small  quantity,  it 
will  be  seen  that  the  drying  effect  due  to  volume  is  not  great. 


d, 


e. 


G)- 


195° 

C. 

155°  C. 

»> 

100 

>> 
180 

60 

145 

100 

60 

165 

135 

100 
60 

145 

1 

i 
i 

100 
60 

?«,  =  1-092^3  -  OlZSiCgi 
li'i  =  l-209tt',  -  1 -033^,1 
iCy  =  l-295v?j|  -  5-301  iV 


«.j  =  1-077  I/.',  -  0-107  tV 
w^  =  l-nOwjj  -  0-699  w,i 


WN 


=  l-258?r,  -  3-70 


W's 


Wj  =  1-061  irj  -  0  091  iV 
Wi  =  1-135^8  -  0-425  w,i 
Wj  =  1-218U?,  -  2-50   tp,» 


iPi  =  1-09   ?/?,  -  0-219  iV 
w'l  =  1-17   «?,  -  1-39   «?,» 


1-092 
1-218 
1-311 


1-077 
1-177 
1-267 


1064 
1140 
1-227 


1-093 
1177 


It  will  be  evident  from  the  magnitude  of  the  other  sources  of  growth  and 
diminution  of  lo  that  we  may  neglect  the  effect  of  w,*  as  a  disturbing  element  in 
our  reasoning.  I  shall  speak  again  of  the  relative^magnitudes  of  the  disturbing 
elements  in  Art.  403. 

In  my  generalisation  of  Art.  398,  I  assume  that 


w,=w,{^^y 


(1) 


and  the  student  will  notice  here  the  discrepance.    Neglecting  the  evaporative 
effect  of  the  clearance  volume,  we  now  find 


Wi  =  ITg 


ll 


(2) 


What  is  the  reason  that  there  is  any  difference  ?  It  is  this : — To  get  (2)  I 
assumed  that  there  was  equilibrium  of  temperature  everywhere  only  at  the  be- 
ginning and  at  the  end ;  whereas  to  get  (1)1  assumed  equilibrium  of  temperature 
at  every  instant  during  the  change  from  $^  to  6i.  In  (2)  it  is  the  same  kind  of 
dry  saturated  steam  which  is  condensing  all  the  time ;  whereas  in  (1)  the  con- 
densing steam  gradually  alters  in  character.  A  small  amount  of  wetness  in  the 
entering  steam  will  cause  the  non-reversible  operation  to  produce  the  sanie  effect 
as  the  reversible  one. 

2.  Adlabatte  Bxpaasion. 

This  is  easily  worked  out  on  the  0<p  diagram.  I  shall  here  work  it  out 
algebraically  : — Wj  lb.  of  water  and  i  lb.  of  indicated  steam  in  a  cylinder  at  B^ 
expands  adiabatically  to  02*  becoming  w^  lb.  water  and  w^  lb.  steam. 

Let  ^  =  log  -  be  the  entropy  of  1  lb.  of  water. 
Let  ^  =  ^  +  -  be  the  entropy  of  1  lb.  of  steam. 
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The  entropy  at  the  beginning  is  equal  to  the  entropy  at  the  end,  and 
therefore 

Also  w^^  =  lOi  +  i  -  W2 


Hence 


ir« 


..,(,-i^y..(,-M-^,.,;.). 


(3) 


In  my  generalisation  I  assume  that  the  term  created  by  w^  is  M*i(r  ) 
The  following  examples  show  what  sort  of  difference  exists  : — 


2 

5 

13 


1    : 

13        1 


01 


195 

»» 

it 


175 


2 
5 


2 
5 


155 

»» 

135 


h 


165 
130 
102 


142 
117 

90 


130 

104 


■-^-r;  :  G)' 


113 

87 


115 


95 


•941 
•883 
•845 


•937 

•897 
■859 


•953 
•911 


•960 
•917 


•964 


•936 
•871 
•824 


•930 
•888 
•842 


•951 
•903 


■958 
■911 


•962 


The  value  of  pjp^  is  roughly  called  r  merely  for  the  purpose  of  giving  some 
notion  of  the  amount  of  expansion  we  are  dealing  with. 

I  take  it,  as  I  did  in  1873  when  I  first  i»Tote  on  this  subject,  following 
Rankine,  that  it  is  the  term  in  i  that  is  the  most  Important  ^rettlnir  term  in  the 
whole  cycle.  This  is  a  term  which  is  distinctly  added  on,  and  not  contemplated 
in  our  generalisation  over  Problems  I.  and  II.     It  may  be  written  as  above, 


■■('-r;;;-;>y 


Or  in  the  handier  form  for  calculation  from  the  steam  table 


•ft'-"  *0 


(4) 


if  1^  is  the  entropy  of  a  pound  of  steam  and  ^  the  entropy  of  a  pound  of  water. 
According  to  our  generalisation,  and,  indeed,  according  to  the  next  section, 

a  quantity  of  water  i^^  becomes  after  release  w^ij)    ^"^  consequently  the 

addition  of  water  per  stroke  on  account  of  adiabatic  expansion  is 


<;i)'(r-:i) '=• 


s  s 
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We  particularly  want  to  know  how  the  above  coefficient  of  t,  the  wetting 
term,  depends  upon  r,  the  ratio  of  cut-off,  and  I  have  calculated  its  value  in 
many  cases.  The  result  is  very  interesting.  Taking  r  roughly  as  pjpt  where 
7^1  is  the  initial  pressure  and  jt^  ^^®  pressure  at  the  end  of  the  expansion. 
Taking  0^  as  GO"*  C.  in  a  condensing,  and  as  100°  C.  in  a  non-condensing  engine  I 
find : — 


Coudeiuiing  er 

igine. 

'         *. 

Non-Condensing 

1 

engine. 

1 

Wetting 

Wetting 

r 

Pi 

coefficient. 

1 

r 

Pi 

coefficient.      • 

2 

203 

•038 

1 

2 

203 

•041 

130 

•043 

130 

•017 

79 

•037 

79 

•040 

46 

•035 

25 

1 

•038 

1 

5 

203 

•084 

203 

•093 

1       130 

1           -083 

'       130 

•090 

'        79 

•084 

79 

•090 

46 

1 

•085 

1 

i 

1 

13 

203 
130 

•129 
•129 

13 

203 

•138 

■ 

On  the  whole,  I  am  inclined  to  think  that  with  great  exactness  we  may  say 
that  the  wettini^  co-efideiit  is  independent  of  p^,  is  nearly  independent  of  p,, 

and  may  be  taken  as  being  represented  by         -  where  r  and  q  are  constants 

in  both  condensing  and  non-condensing  engines  at  all  pressures,    c  seems  to  be 
about  25  in  non-condensing  and  '224  in  condensing  engines. 


3. 

The  following  investigation  is  put  forward  with  some  diffidence.  The  action 
is  irreversible,  and  I  have  no  doubt  that  my  sissumption  will  be  objected  to.  I 
am  not  ashamed  to  say  that  I  have  worried  over  it  a  great  deal,  and  in  some 
years  have  had  much  correspondence  about  it  with  friends  who  are  acknow^ledged 
authorities  on  thermo<l3mamics.  It  seems  at  first  an  easy  problem.  It  has 
been  given  up  as  insoluble  or  too  troublesome  by  some  of  my  friends,  and  I 
cannot  accept  the  too  easy  solutions  of  the  others. 

I/;,  lb.  of  water  and  ir^*  lb.  of  steam,  W  lb.  altogether,  in  a  non-conducting 
vessel  of  volume  r,  released  to  a  condenser.  Find  the  amount  of  water  remain- 
ing, assuming  no  reverl^eratory  back -flow.  Neglect  the  volume  of  the  water. 
At  any  instant  let  there  be  w  lb.  of  water,  so  that 

u 

Just  previously  W  was  W  ■{-  BWj  w  was  w  -f-  Iw,  and  temperature  was 
e  -r  he.  The  intrinsic  energy  of  the  stuff  now  present  is  what  it  was,  except 
that  the  volume  was  u.lW  less  than  it  now  is.     Imagine  the  escape  to  take  place 
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through  a  small  hole  gradually.  We  have  W  lb.  of  stuff,  w  of  water,  and  a 
volume  V  -  it  .HW  of  steam,  expanding  to  the  volume  v  doing  the  work  pu.  9W 
in  driving  slowly  the  stuff  8  W  out  of  the  hole  (the  hole  being  led  to  by  a  long 
Ane  tube,  perhaps) ;  therefore  its  intrinsic  energy  is  now  less  by  this  amount. 

w  +  8m?  of  water  had  the  intrinsic  energy  {9  +  W)  {w  +  5«t) ./and '— — ^Ib. 

of  steam  had  the  intrinsic  energy, 

{H  +  Sjy  -  (p  +  Zp)  (K  +  Zn)IJ\  -  "  '*  '^^- 

•  u  +  ou 

Subtracting --— from  the  sum  of  these  and  equating  to  the  intrinsic  energy 
now,  or 

we  get  an  equation  which  reduces  to 

dw      w  523  -  e 

-  — -   =  -  n       , 

de      I  lut 

where  t  =  273*7  +  B,     Letting  — ,-  be  called  a  we  find 

®  '690 


w 


=  '-'{- "l^"''"'"'^^} 


where  C  is  an  arbitrary  constant. 

Taking  values  of  $  from  125**  C.  to  00"*  C.  I  have  plotted  the  values  of 

523  -  6 

*  -  1'~  ^  and  found  that  it  might  be  expressed  with  great  accuracy  as  a 

function  of  0. 

•8829  -  '0-2SO9  Q  +  -00021  ^, 

which  enables  the  integration  to  be  performed  easily. 

Letting  ir  =  }r^  when  ^  =  tf^  it  is  easy  to  find  C.  Also  let  vjn^  be  called  \c<^ 
the  weight  of  steam  present  before  release  ;  then  the  water  w^  present  at  the 
end  of  the  release  is 


(6) 


,r,  =  ic,  (^fY  +  w^yj^  {•8829(A,  -  »,)  -  -01154(8./  -  e^^)  +  •00007(  V  -  63')}-    •    • 

To  see  the  effect  of  the  amount  of  steam  present  when  water  and  steam  are 
released,  I  have  worked  out  the  values  of  the  co-efHeients  in  the  following 
cases. 

Comparison. 

Steam  expands  from  $2  to  6^  adimbatleaUy. 

Steam  is  released  from  0^  to  0^. 

Compare  the  amounts  of  water  at  the  end  of  the  two  operations. 

In  the  first  we*  have  the  fraction 


^3  -  ^2 
In  the  second  we  have  the  fraction 


(7) 


f^-'ti^{'SH29(0^  -  a,)  -  -01154 (ft/  -  63')  +  -00007  (A/  "    *fJ^)\   •      (8) 

I  do  not  see  any  easy  methoil  of  comparison  except  by  taking  numerical 
examples  : 

8   8    2 
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Fractional  amount  of  water  remaining. 

»2 

«8 

After  adiabatic 
exi>ausion. 

After  release. 

165 

140 

110 

90 

60 
60 
60 
60 

•1744 
•1454 
•1011 
•0650 

•0559 
•0548 
•0501 
•0427 

165 
130 

100 
100 

•1070 
•0565 

•0669 
•0487 

117 

100 

1 

•0335 

•0340 

_ 

It  seems,  then,  that  when  we  release  steam  of  even  as  high  a  pressure  as 
40  lbs.  to  the  sq.  inch,  either  to  a  condenser  or  to  the  atmosphere,  if  all  that 
leaves  the  vessel  is  truly  dry  saturated  steam,  the  water  remaining  is  eompara)>le 
with  and  may  even  approach  in  amount  what  would  remain  if  the  steam  were 
adiabatically  expanded  to  the  lower  temperature. 

I  have  worked  out  the  problem,  because,  although  statements  are  often 
made  in  an  off-hand  manner  concerning  what  happens  on  release,  I  believe  that 
it  has  never  been  worked  out  before.  And  now  that  I  have  done  it,  I  cannot 
make  much  present  use  of  it,  for,  after  all,  the  steam  condensed  in  this  way  is 
not  likely  to  remain  in  the  cylinder.  It  is  almost  certainly  carried  off  in  the 
sudden  rush  of  the  uncondensed  steam  with  which  it  is  mechanically  mixed, 
and  I  am  going  to  neglect  it  altogether  in  the  practical  use  to  which  I  mean  to 
put  my  results.  Yet  it  must  have  an  effect  in  cooling  the  valves  and  exhaust 
passage,  and  especially  when  the  exhaust  passage  is  also  the  steam  passage  will 
it  tend  to  cause  wetness.  To  make  up  for  this  neglect,  I  shall  assume  that  the 
water  due  to  the  previous  expansion  remains  in  the  cylinder.  A  more  exact 
attempt  to  utilise  my  results  would  be  to  take  both  into  account,  multiplying 
each  of  them  by  a  function  of  n  which  gets  less  as  n  gets  greater.  I  have  some- 
times done  so  without  great  alteration  to  my  general  result,  but  with  the  feeling 
that  there  was  a  pretended  exactness  about  the  speculation  much  interfered  with 
by  my  ignorance  of  the  action  at  the  valves. 

It  is  to  be  noticed   that  the  amount  of  M'ater  follows  our  old  law,    or 

;j  =  w^  lj\  if  we  neglect  the  wetting  effect  of  the  steam  which  is  present  with 

the  water. 

As  I  wish  to  have  no  more  vagueness  than  I  can  help,  let  me  in  conclusion 
ask  students  to  check  the  answers  to  the  following  exercises : — tr,  lb.  at  9^ 
increases  to  ic^  at  B^  by  (2),  and  diminishes  to  ir^  at  $2  by  adiabatic  expansion, 
according  to  (3),  putting  » =  0  ;  then  further  diminishes  to  tr,^  at  0^  by  (8).  What 
percentage  loss  of  w  occurs  in  the  cycle  ?  We  know  that  this  is  the  closest  approxi- 
mation we  can  make  in  a  mathematical  problem  to  what  really  occurs  in  a 
cylinder.  If  the  cylinder  were  non-conducting,  and  there  was  thermal  equilibrium 
just  before  and  just  after  admission  and  during  the  expansion  and  release,  and  if 
we  neglected  the  volume  at  admission  and  at  release,  and  the  volume  of  the 
steam  at  the  beginning  of  the  adiabatic  operation 


w 


%a^^  — 


=  ,.{"-^}(,-i...y([;)- ,„ 
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P\ 


e. 


0., 


0. 


evaporation.     -J^--    ' 


203 

2 

195   1 

165 

60 

■007 

5 

195 

130 

60 

— 

•005 

13 

195 

1 

1 
195 

102 
165 

60 
100 

•IKK) 

■014 

2 

5 

1 

130 

100 

— 

•010 

13 

-   ' 

102 

100 

1 

•<J20 

130 

2 

175 

143 

60 

•007 

5 

—   1 

117 

60 

1 

•001 

13 

1 

90 

60 

•012 

2 

175 

143 

100 

•(NK) 

5 

117 

•   100 

•009 

79 

2 

155 

130 

1    60 

1 
1 

1 

•00<J 

5 

102 

1    60 

1 

1 

•008 

2 

155 

130 

100 

•003 

5 
2 

135 

102 
113 

100 

1 

•(K>2 

•012 

46 

1 

60 

5 

— 

87 

60 

•003 

25 


115 


95 


60 


•002 


These  examples  show  that  the  result  of  Problem  I.  applies  fairly  well  to  the 
more  exact  conditions  studied  in  Problem  III.  If  we  must  take  into  account 
such  small  tendencies  to  evaporation  or  condensation  as  we  here  observe  (which 
seem  to  me,  however,  somewhat  due  to  the  inaccuracy  of  our  knowledge  of  latent 
heat)  we  may  take  it  that  there  is  always  a  slight  tendency  of  w  to  increase  or 
diminish  at  a  rate  proportional  to  its  existing  value. 

401 .  I  have  worked  out  my  problem  exactly  on  certain  assumptions.  Other 
assumptions  might  be  made  and  worked  to,  for  in  the  irreversible  operations  of 
admission  and  exhaust  there  are  various  ways  in  which  we  may  imagine  the 
water  to  condense  and  vaporise.  In  release,  for  example,  if  the  water  is  very 
thinly  spread  over  a  large  surface,  and  especially  if  it  is  on  a  metal  surface  like 
the  inside  surface  of  a  steam  cylinder  which  has  a  steam  jacket  so  that  the 
metal  is  at  slightly  higher  temperature  than  the  water ;  the  inner  particles  of 
water  (touching  the  metal)  may  be  warmer  than  the  rest,  and  they  may  suddenly 
or  explosively  become  steam,  sending  the  other  particles  of  water  as  water  off 
into  the  outside  space.  Tliere  is  reason  to  believe  that  this  exploaWe  erapora- 
tlon  does  take  place  in  some  steam  cylinders. 

We  might  speculate  on  the  case  of  the  water  belnir  in  layers  of  varying 
temperature  as  it  is  deposited  and  removed,  but  I  have  not  yet  been  able  to 
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frame  an  easy  mathematical  problem  to  illustrate  such  a  state  of  things,  and 
without  such  guidance  I  am  afraid  to  speculate.  It  seems  as  if  under  such 
circumstances  the  water  might  have  a  drying  action  such  as  the  metal  has. 

Any  one  who  has  worked  in  a  heat  laboratory  must  feel  the  impossibility  of 
getting  more  than  mere  suggestion  from  one's  general  physical  knowledge  when 
dealing  with  this  problem.  We  know  a  good  deal  about  heat  events  that  occur 
slowly,  very  little  about  those  that  occur  quickly.  Usually  the  surfaces  of  the 
metal  are  oily,  but  even  in  large  motlem  engines  in  which  oil  is  forbidden  to  be 
used  in  the  cylinder  we  can  see  that  caplllarj  acttons  of  a  kind  utiknown  to  us 
must  be  acting  to  delay  or  accelerate  evaporation  and  condensation.  When  it  is 
almost  impossible  for  us  to  realise  the  formation  of  particles  of  water  in  a  dustless 
atmosphere ;  and  we  speak  of  this  and  other  quite  simple  looking  phenomena 
occurring  with  great  rapidity  in  the  cylinder,  the  surface  of  which  is  at  quite 
different  temperatures  at  different  places,  it  is  evident  that  what  occurs  inside 
the  cylinder  of  a  steam  engine  will  not  be  well  known  to  philosophers  until  long 
after  cylinders  of  steam  engines  are  only  to  be  found  in  museums. 

40S.  The  Practical  Problem.  The  above  work  gives  me  a  little  con- 
fidence in  making  the  following  assumptions.  In  future  w  will  mean  the  total 
water  present  at  the  end  of  the  exhaust. 

1.  (9)  of  Art.  400  may  be  taken  as  showing  how  the  gain  of  water  *r  per 
stroke  depends  on  the  value  of  tr  itself.  We  cannot  use  it  in  a  less  vague  'way 
than  what  is  suggested  below. 

2.  Any  source  of  steady  supply  of  heat  to  the  cylinder,  not  contemplated 
in  Problem  I.,  such  as  superheating  or  mechanical  drainage  of  water,  ma^^ 
be  spoken  of  as  if  it  were  a  steam  jacket  effect.  A  negative  steam  jacket  effect 
will  represent  the  cooling  conditions  of  an  un jacketed  cylinder. 

3.  The  drylnv  effect  due  to  conductivity  of  the  metal  and  the  steam  jacket 
studied  in  Problem  II.  will  account  for  all  the  drying  effects  if  we  assume  that  in 
well  arranged  cylinders,  c,  the  surface  emissivity  is  very  small  where  there  is  no 
la^'er  of  water  on  the  metal,  and  increases  in  proportion  to  the  water  present, 
but  reaches  a  constant  value  if  the  water  gets  to  be  of  considerable  amount. 

This  applies  only  to  the  case  in  which  the  water  w  coats  the  metal  In  a 
thin  layer,  and  it  is  evident  that  when  there  is  such  a  thin  layer  the  drying 
tendency  must  be  ever  so  much  greater  than  when  the  water  lies  in  pockets. 
Water  In  pockets  seems  to  be  altogether  an-  evil.  It  takes  in  heat  during  rise 
of  temperature  and  gives  it  out  during  the  fall,  but  has  very  little  tendency  to 
diminution  from  one  cycle  to  another  as  it  does  so.  Water  in  globules  caused 
by  oil  is  nearly  but  not  quite  such  a  great  evil.  Whereas  the  metal  with  a 
surface  of  small  resistance  to  the  passage  of  heat  (great  e)  although  it  acts  evilly 
in  much  the  same  way,  yet  in  doing  so  is  always  tending  to  make  the  cylinder 
dryer.  A  sort  of  equilibrium  seems  to  be  established  by  more  of  the  metal 
getting  a  little  wetter  or  dryer  on  its  skin.  I  understand  that  a  considerable 
amount  of  money  has  been  spent  in  endeavouring  to  obtain  a  very  non-conduct- 
ing inside  skin  for  cylinders ;  my  investigation  shows  that  such  a  skin  would 
really  increase  the  evils  which  it  is  intended  to  prevent. 

The  wettlnir  term  due  to  expansion  is  ic'r/(9-k-r).  In  truth  r'  is  not  a 
constant ;  it  is  supposed  to  diminish  at  higher  speeds  because  the  condensed 
water  has  less  time  to  settle  down  and  is  hurried  out  in  release  with  the  steam. 
c'  is  also  less  as  the  dimensions  of  the  cylinder  are  greater,  because  of  the 
greater  average  distance  of  the  stuff  from  the  walls  in  larger  cylinders  and 
passages.  I  shall  call  this  term  i  /?,  and  it  is  evident  that  without  much  altera- 
tion it  will  represent  the  wetting  effect  of  any  ^water  which  may  cool  the  valves 
on  release.     For  greater  generality  let  us  also  include  drying  or  wetting  terms 
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such  as  are  suggested  by  our  problems.  Thus  we  may  take  a  small  drying  or 
wetting  term  proportional  to  w  say  $uj. 

Also  a  wetting  term  hi  due  to  wet  steam  being  supplied,  h  is  probably 
greater  with  low  pressure  steam  because  of  its  less  density  causing  more  priming 
in  the  boiler  ;  also  there  is  usually  more  surface  exposed  by  the  steam  pipes  per 
pound  of  steam  supplied  per  hour,     b  is  negative  if  there  is  superheating. 

The  steam  jacket  term  which  may  also  be  called  a  drainage  terra,  and  which 

may  be  negative  for  un jacketed  cylinders ,  is  -    -   ,  e  being  the  emissivity,  and 

1/  being  the  excess  of  the  jacket  temperature  above  the  mean  steam  temperature 

Seld  —d^Ha  +  hlr) 
inside  ;    iS^  is  the  average  surface.     The  metal  drying  term  is     ,_  *-—  ' — —-   —  • 

v;i  +  CM 

We  might  distinguish  perhaps  between  what  I  call  average  surface  for  the  steam 

jacket  term  and  the  other,  but  this  is  really  not  important.     After  a  short  run 

under  steady  conditions  the  drying  and  wetting  balance  one  another  so  that 

tR  +  tb  =  0w  +  —    v'  +  Setfr  -^ — -- 

'*  V  w  +  en 

using  ^  for  Oi-O^. 

Now  our  notions  about  e  take  the  mathematical  shape  e  =-t ^  where  d' 

'^  1  +  mw/8 

and  m  are  constants.     Students  who  delight  in  practical  mathematics  will  find  it 

interesting  to  take  e  such  a  function  of  w  that  it  has  a  small  constant  value  when 

w  =  o  ;   that  it  increases  proportionately  to  7/;   when  w  is   small ;   reaches   a 

maximum  for  a  certain  value  of  w  and  if  to  is  greater  than  this,  e  slowly  lessens 

again.     I  dare  not  venture  here  to  give  the  answer  which  I  obtain  when  I  use 

this  more  complex   function,  and  indeed  in  what  follows  I  shall  confine  my 

attention  to  rather  dry  cylinders. 

4>03.  If  a  cylinder  is  fairly  dry,  the  effect  of  m  is  insignificant,  and  calling 

it  o  we  may  take 


i{B  +  6)  =  rvU  ^^\  aV  ^±-^1'- 1 


Using  the  value  of  w  which  this  gives  us  in  Art.  230  we  find,  taking  //j  -  i  (^1  +  ^3) 
as  practically  constant    - 

9  +  Nr    ,   A  ,a       ox  <^W(sr  +  r)  +  6        +  A  — 


\      Jn  +  en        / 


^/n  +  en        J  ''      ^  ««''''    .  aV'  (f/  +  h/r)  ^       ml 

"  \'n  +  en 

The  student  must  not  imagine  that  I  propose  this  as  a  working  formula.  There 
is  no  probability  of  our  obtaining  a  cut  and  dried  formula  of  general  application. 
I  have  asked  students  to  follow  me  in  its  working  out  because  this  sort  of  study 
will  clear  their  ideas,  and  putting  our  notions  down  quantitatively  on  paper  gives 
us  a  better  idea  of  their  real  value.  We  can  divide  up  this  formula  for  a  rather 
dry  cylinder  into 

V-ft  +  j  +-/y  ^  +  ^- 

T 

L  is  the  leakage  tenn,  being  proportional  to  —^  ;  i?  is  also  nearly  proportional  to 

r,  but  if  the  steam  is  supplied  in  a  dry  state  or  slightly  superheated  as  b  may 
be  negative,  R  may  also  be  regarded  as  proportional  to  r  -  a  constant.  RF  is 
the  predominant  term  in  the  numerator  and  this  is  a  linear  function  of  r,  in- 
creasing as  r  increases. 
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S  gets  less  as  the  cylinder  is  larger,  because  L  does  so,  and  we  saw  that  B 
also  gets  less  as  the  cylinder  gets  larger.  L  is  inversely  proportional  to  n,  and 
F  the  predominant  term  in  the  numerator  also  gets  less  as  n  increases,  being 

inversely  proportional  to  n  in  a  dry  cylin<ler  and  inversely  proportional  to  ^hi  in  a 
wet  cylinder.  As  for  the  denominator  of  the  first  part  of  y,  it  consists  of  terms 
which  indicate  the  three  tendencies  to  drying.  The  Jacket  term  J  is  altogether 
good.  The  Water  Film  term  /',  we  notice,  does  harm  on  the  whole  ;  we  see  it 
in  the  numerator  where  its  harmful  effect  is  shown  ;  we  see  it  in  the  denominator, 
and  there  its  good  effect  is  proportional  to  the  square  of  the  range  of  temperature, 
whereas  its  bad  effect  is  only  proportional  to  the  temperature  range. 

If  I  am  right,  as  soon  as  steam  condenses  it  ought  to  be  induced  to  drain 
away  quickly  from  a  cylinder.  This  serves  two  purposes  :  first  there  is  a  diminu- 
tion of  the  altogether  evil  presence  of  heat-absorbing  water  ;  second  there  is  the 
leaving  behind  it  of  its  latent  heat.  The  conditions  inside  a  cylinder  are  critical. 
A  little  heat  given  by  drainage  or  steam  jacket  or  superheating  may  make  all  the 
difference  between  a  wet  cylinder  with  great  loss  and  a  dry  cylinder  with  little 
loss.  In  my  opinion,  a  metal  surface  dry  at  the  end  of  the  exhaust  will  take  up 
but  little  heat  and  cause  little  loss,  and  the  usual  notion  that  we  often  have  it 
has  been  invented  by  academic  persons  whose  calculations  (see  Art.  209)  are  of 
no  value  unless  this  assumption  is  made. 
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Bischoff  engine,  443 
Bisulphide  of  carbon,  319 
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Wigan,  experiments  on,  429 

Wilcox  and  Babcock,  227,  235-6 
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care  of,  195 

copper  in,  201 

corrosion  in,  206 
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Bourdon  pressure  gauge,  185,  189 
Box  clack,  190 

stuffing,  24 
Brake  power,  75,  256,  270-4 
Branca  s  engine,  6 
Brayton  engine,  444,  474 
Breathing  of  boilers,  181,  207 
Brotherhood  engine,  55 
Brown's  marine  governor,  176 
Brown's  shifting  gear,  143 
Bull  engine,  fig.  21 
Bunsen,  440,  441 

Burstall's  experiments  on  gas  engines, 
455-7 
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Caking  coal,  418 

Calculation,  importance  of,  1-14 

numerical,  chap.  15 
Calculus  of  differences,  239 
Callendar,  Prof.,  385,  389,  392,  561,  593, 

618-620 
Calorific  power,  405-422 
Capacities  and  latent  heats,  336,  565-569 
Capillarity,  560 
('arbonic  aci<l,  332 
Carbon,  consumption  of,  404 


Carbon,  disulphide  of,  319 

Care  of  boilers,  195 

Camot's  cycle,  347-351 

Car,  work  done  on  tram-,  247 

Cast  iron  pipes,  201 

Caulking,  200 

Centrifugal  force,  28,  169 

Change  of  temperature  in  cylinder,  386 

Characteristics  of  fluids,  331,  563 

Chemical  action,  electro-,  206 

symbols,  402-406 
Chimneys,  228 
Cholera,  18 

Circulating  pumps,  163 
Circulation  m  boilers,  artificial,  153 

water,  217 
Civilisation,  11 
Clack  box,  190 

Clark  on  cylinder  condensation,  375 
Clark's  book  on  engines  and  boilers,  429— 

436 
Clausius,  virial,  558 
Clearance,  30,  40,  97,  244,  293 

in  gas  engines,  447,  450 
Clerk,  440,  449,  45:) 

Clerk's  experiments  on  gas  engines,  444) 
Coal,  416-421 

ash  in,  418 

consumption,  98 

combustion  of,  209-210 

getting  exhausted,  10 

smoke,  Welsh  and  other,  209 

tester,  415 

and  work,  257 

Welsh,  418 
Cocks,  drain,  52 

test,  185 
Coke,  418,  421 
Collapse  of  flues,  201-2 
Collision,  energy  wasted  in,  599,  600 
Collision  of  fluid  jets,  chap.  34 
Colonel  English,  268 
Combination  of  motions,  488-492 
Combustion,  products  of,  408 

specific  heat  of  products  of,  408 

rapidity  of,  in  gas  engine,  439,  479 

and  fuel,  chap.  25 

and  smoke,  209,  210 

temperature  of,  415 
Comparison  of  methods  of    regulation, 

290 
Complete  differential,  567-8 
Complexity  of  large  engines,  146-9 
Compound  locomotive,  71 
Compounding,  115,  379-380 
Compression,  39,  80 

in  gas  engines,  146-9 

superheating  by,  618 
Condensation  in  cylinders,  78,  81,  KX), 

116,289,  chaps.  24,  35 
Condensers,  chap.  9 

evaporative,  160 

heat  to,  156 
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Contlenfiers,  jet,  154,  160 

surface.  154,  158,593 
Condensing  appai*atu8,  Joule's,  425 

and  iron-condensing  engines,  271-2 
Conditions  of    evaporation,    static   and 
kinetic,  560 

of  expansion,  kinetic,  561 
Conductivity  of  metal  of  cylinder,  381-9, 

621-3 
Connecting  rod,  26,  43 

best  form,  647,  549 

angularity  of,  118 

strength  of,  113 
Construction,  for  crank  and  connecting 

rod,  Miiller'fe,  488 
Consumption  of  coal,  98 

water,  99 
Convection,  424,  cliap.  33 
Copper  in  boilers,  201 
Corliss  gear,  176,  fig.  22 
Cornish  boiler,  11-13 
Corrosion  in  boilers,  206 
Corrugated  flues,  181,  203,  220 
Cost  of  energy,  252 
Cotterill's,  Prof.,  formula,  392 
Coupled  engines,  33 
Covering  of  boiler,  190 
Crank  axle  of  locomotives,  69 

marine  engine,  58 

motion,  parallelogram  of,  489 

pin,  force  at,  113 

turning  moment,  32 
Cranks,  three,  33 
Crompton,  22,  253 
Crosby  indicator,  fig.  73 
Cross  head,  25,  537 

force  at,  109 
Crossley's  Otto  gas  engine,  450-457 
Curve,  saturation,  102 
Curved  surfaces,  pressure  on,  197 
Cut-off,  79 

independent,  504 

best,  77,  81,  294-301 

quick,  79 

valve,  174 

Meyer's  independent,  504 
Cycle,  Camot's,  347-351 

temperature  cycle  in  cylinders,  113, 
307 

Rankine's,  241,  320-3,  365-73 
Cylinder,  19,  36,  41 

body,  lining  and,  figs.  36,  39,  40 

cover,  fig.  36 

condensation,  78,  81,  102,  chaps.  24, 
35 

effective  pressure  in,  286 

ends,  manhole  in,  figs.  36,  38,  41 

evaporation  in,  102 

heat  exchange  in,  108 

inside  locomotive,  67 

instability  inside,  378 

Joy's  assistant,  149 

momentum,  149 


Cylinder,  outside,  locomotive,  67 

three,  engine,  79 

water  in,  18,  328,  370-3,  chap.  35 
Cylinders,  examples  of,  fie*  134 
Cylindric  vessel,  storage  m,  198 

marine  boilers,  219-225 
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Damper,  211 

Dea«l  point,  32,  33 

Densitv  of  steam,  240,  242,  571-2 

of  water,  320-3,  327 
Deposit  boiler,  225-6 

from  feed,  155 

in  boilers,  155 
Depth  and  temperature,  381 

hydraulic  mean,  229,  428,   429,  433, 
591 
Diagram,  crank  effort,  111,  551 

hypothetical,  chap.  17 

indicator,  39,  40 
area  of,  247 

Macfarlane  (iray,  107 

oval  valve,  487,  510 

t  <p,  107 

Theta  Phi,  107 

Zeuner's  valve,  133,  482 
Diesel  oil  engine,  4iS6,  473-4 
Differences,  calculus  of,  239 
Differentiation,  partial,  564 
Diffusion  in  fluids,  585 
Direct  acting  steam  engine,  18 

driving,  31 
Displacement,  piston,  chap.  6 
Dissociation,  332,  441,  554 
Distribution  of  steam,  chap.  7 
Dog  stay,  205 
Dome,  182 
Donkey  engines,  33 
Donkin's  boiler  experiments,  425-7 
Donkin's  book  on  gas  engines,  455 
Door,  fire,  fig.  224 
Double  beat  valve,  183,  186 
Double  ported  valve,  52,  148 
Dowson  gas,  260,  334,  422 

tester,  415 
Dow  steam  turbine,  257 
Drainage,  good  effects  of,  378 
Drain  cocks,  52 
Draught,  211,  228,  231 

chimney,  228 

forced,  230 

Howden's,  231 
Drawing,  wire,  79,  80,  93 
Drawings  lent  by  Mr.  Pickersgill,  figs. 

58-64 
Drill,  rock,  56 
Drilling  and  punching,  200 
Driving,  belt,  31 

direct,  31 

rope,  31,  168 
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Driving  wheel  of  locomotive,  69 

Drop  to  receiver,  115 

Drying  effect  of  throttling,  354 

metal  of  cylinder,  621-3 
Dryness  of  steam,  16,  183,  353-8,  580 
Dunlop  governor,  176 
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Eccentric,  chap.  7 
is  a  crank,  125 
Eccentrics  of  link,  152 
Economiser,  153,  212 

Green's,  212 
Edinburgh,    temperature    experiments, 

384 
Effective  horse  power,  75,  256,  270-4 
Efficiencies  of  engines,  chap.  16 ;  251, 258 

steam  engines,  3,  82,  83 
Efficiency,  mechanical,  256 

of  boiler,  chap.  26 

of  firebox,  423,  427 

of  flues,  424-438,  chap.  33     ' 

of  furnace,  423-7 

of  gas  engine,  260,  281,  447-9,  454, 
457,  468-9,  473 

of  locomotive,  258 

of  mechanism  of  engines,  102 

of  oil  engines,  462,  466 

of  power  transmission,  283 

ratio,  99 

steam,  256,  280,  296-301 
Ejectors,  617 
Elasticities,  563,  567,  571 
Electric  accumulator,  263-4 

cabs,  264 

engines,  efficiency,  4 

Lighting  Co.,  Hove,  252 

power,  104,  275,  283 

traction  and  lighting  engines,  280 

units  of  power  and  energy,  250 
Electro-chemical  action,  206 
Emery,  299 

Emissivity  for  heat,  328 
Ends,  manhole  in  cylinder,  figs.  36, 38, 41 
Energy'  account,  chap.  16 

how  dispose<l  of,  103-5 

intrinsic,  337 
of  steam,  353 

and  money,  252 

nature's  stores  of,  1 

of  coal,  3 

of  a  gas,  555-6 

of  earth's  rotation,  2 

of  the  sun,  3 

wasted  in  collision,  o99-6(H) 

work  and  heat,  chap.  21 
Entropy,  chaps.  22-23 

of  air,  243,  346,  ;«1 

analog^',  art.  199 

curves,  .326,  470,  chap.  23 

of  steam,  244,  ,326,  340,  cliap.  23 


Entropy  of  superheated  steam,  352 

ani  temperature,  107,  337,  348,  470 

of  Mrater  243 
Equilibrium  valve,  183,  186 
Equivalent    eccentric    in    link    motion, 

chap.  28 
Errors,  indicator,  87,  90 
Ether,  319 
Evaporation  condenser,  160 

and  capillarity,  560 

from  Lancashire  boiler,  177 

standard,  250,  411 
Evapoi*ative  power,  necessary  losses  in, 
408 

condenser,  160 
Examples  of  cylinders,  fig.  134 
Exchange  of   heat  between  steam  and 

cylinder  walls,  107-8,  440 
Exercises  in  mensuration,  244 
Exhaust,  626 
Exhaustion  of  coal,  10 
Exhaust  passage,  37 

steam  injector,  616 
Expansion,  adia1)atic,  chap.  23  ;  624 

in  boilers,  177 

of  boUers,  181,  207 

in  gas  engine,  307 

of  eases,  306,  chap.  20 

by  heat,  305 

incomplete,  364 

law  of,  74,  105,  307,  329 

of  steam,  law  of,  285,  362 

successive,  79,  378-80 

under  kinetic  conditions,  561 

valve  (Meyer),  174,  504 

value  of,  chap.  3  ;  294-301 
Experimental  results,  391-400,  chap.  24 

work,  104 
Experiments,  Burstall's  on  gas  engines, 
455-7 

Donkin's  boiler,  425-7 

Newcastle  boiler,  435 


Factor,  power  or  load,  253,  256,  279,  284 
Fairfield  engines,  figs.  6,  8,  9,  11  ;  3i),  31, 

36-39,  41,  48,  51,  52 
Fans,  2.30 
Feed,  chap.  9 

deposit  from,  155 

heating,  15.3,  435 

pipe,  183,  184 

purifier,  226 

regulation,  227 

tank,  164 

valve,  190 

water  heater,  212 
Ferule,  Admiralty,  205 
Field  boiler  tube,  217,  425 
Figures,  areas  of  irregular,  246 
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Fink  gear,  150 

Stewart,  valve  motion,  137 
Finsbury  College  exercises  on  gas  engines, 

470-3 
Fire  bars,  figs.  154,  202,  206 

box  efficiency,  423,  427 

door,  fig.  224 
Fitting  block,  182 
Flat  parts  in  boilers,  179,  204,  205 
Flow  of  steam,  373,  604-611 

and  gases,  adiabatic,  604-611 
Fluctuation  of  speed,  111 
Flue  rings,  202 
Flues,  178,  191 

corrugated,  181,  203,  220 

efficiency  of,  424-438,  chap.  33 

friction  in,  229,  585-7,  595 

strength  of,  201-2 

theory  of,  chap.  33 
Fluid,  jets  of,  chap.  34 
Fluids,  how    they    give    up    heat    and 

momentum,  chap.  33 
Fly  wheels,  31,  33,  111,  chap.  10 

on  board  ship,  176 
Force,  work  done  by  varying,  247 
Forced  draught,  177,  230 
Force  pump,  158 

Forces  in  enjnne,  32,  109,  113,  chap.  29 
Formulae,  calculation  from,  chap.  15 

for  properties  of  steam,  318-328 
Foundations,  31 

Fourier  series,  113,  386,  611-4,  530 
Four- valve  engines,  81 
Frame  plates  of  locomotive,  68 

relief,  52,  148 

strength  of,  113 
Frames  of  engines,  27,  53,  54,  57,  113 
French  locomotive  experiments,  430-433 
Friction  in  engines,  75,  256,  270-5,  295 

fiuids,  559 

flues,  229,  585-7,  595 

indicators,  92 

of  ship's  skin,  267 
Fuel,  chap.  25 
Furnace,  efficiency  of,  423,  427 

supply  of  air  to,  210 
Fusible  plug,  188 
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(lalloway  tubes,  178 

Gas,  Dowson,  251,  422,  439 

(ias  engine,  4,  chap.  27 

Acme,  455 

diagram,  temperatures,  307,  339 

mixture,  332-5 

paper,  Ayrton  and  Perry's,  474 
Gas  engines. 

Acme,  455 

Atkinson,  448-9 

Bischoff,  443 

Bray  ton,  444 

Burstall's  experiments  on,  455-7 


Gas  engines, 

Burt,  455 

Crossley,  445  457 

efficiency  of,  260-281 

(iriffin,  454 

Hugon,  443 

Lenoir,  422 

Otto  and  Langen,   free  piston,  443 

Otto  silent,  444-7 

Stockport,  454 

Tangye,  453-4 

Wells,  452 
(iaseous  fuel,  421 
(lases,  capacity  for  heat  of,  310 

expansion  of,  306,  chap.  20 

kinetic  theory  of,  chap.  30 

properties  of,  chap.  20 
Gas  tester,  415 
Gately  and  Kletch,  298 
Gauge,  Bourdon  pressure,  185,  189 

glass,  188 

railway,  67 
Gear,  Angstrom,  144 

Brown's  shifting,  143 

valve,  36,  chap.  8 
Corliss,  176,  fig.  22 
Gearing  from  engine,  31 
Giants,  1 
Girder  stay,  205 
Glass  gauge,  188 
Gooch  link  motion,  137,  141,  495-6,  527, 

530 
Governing  by  throttle  and  cut-off,  290- 1 
Governors,  chap.  10 

Armington  and  Sims,  142 

Blaine's  papers  on,  176 

Brown's  marine,  176 

Hartnell,  167 

theory  of,  169,  174 

Watt,  166 
Graphical  slide  valve  calculations,  133, 

chap.  28 
Gray,  Macfarlane,  332,  488,  558,  582 
Gray's,  Macfarlane,  diagram,  107 
<Treen's  economiser,  212 
Griffin  ffas  engine,  454,  463 
Griffith  s  experiments,  573 
Grooving  in  boilers,  159,  2t)6 
Grover,  442 
Guides,  27,  31 
Guns,  6 
Gyrostats,  176 
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Hackworth's  gear,  143,  502,  514 
Halpin's  system  of  storage,  208 
Hammer,  water,  184 
Harmonic  valve  diagram,  508-9 

analysis,  513,  527-8 
Harrison,  547,  549 
Hartnell  governor,  167 
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Heat  and  work,  chap.  21 

capacity  of  gases,  310 

coefficients,  3t36 

emissivity  for,  328 

engines,  waste  in,  3,  103 

exchange  in  cylinder,  108 

expansion  by,  305 

latent,  304,  310 

measurement  of,  308 

momentum  carried  by  fluids,  chap. 
33 

reception  in   gas  engines,  338-340, 
466,  472,  480 

resistance,  591-594 

specific,  309-314,  565-9,  570-1 
of  gases,  332 

of  products  of  combustion,  408 
of  stuff  in  a  gas  engine,  439 
of  superheated  steam,  chap.  17 

of  steam,  total,  99 
Heater,  feed  water,  212 
Heating  feed  water,  153,  435 

in  boilers,  chap.  13 

surface  in  boilers,  429 
Heats,  latent  and  capacities^  336,  565-9 
Heaviside  operators,  387 
Hero  of  Alexandria's  engine,  6 
Him,  440 

Histor}*^  of  steam  engine,  6 
Hogging  in  boilers,  181,  207 
Holes  in  boiler  shell,  181,  183 
Hornaby  Ackroyd  oil  engine,  459,  464-5 
Horse-power  brake,  75,  256,  270-4 

inuicated,  95,  97 

hour,  250 
Hove  Electric  Lighting  Co.,  253 
Howden's  draught,  231 
Hugon  gas  engine,  443 
Humphrey  Potter,  80 
Hunting  in  governors,  173 
Hydraulic  mean  depth,   229,  428,  429, 
433,  591 

power  stations,  33 
transmission,  282 

test  of  boilers,  177 
Hydrogen,  combustion  of,  403 

in  coal,  418 
Hyperbolic  logarithms,  243,  288 
Hypothetical  diagram,  chap.  17 


Indicator,  Crosby,  fig.  73 

diagram,  39,  40 
area  of,  247 

errors,  87,  90 

Perry's,  116 

Richards',  90 

vibrations  of,  92 
Indicators,  chaps.  4,  5 

friction  in,  92 
Inequality  of  distribution  of  steam,  510 
Inertia  of  moving  parts,  chap.  29 
Initial  condensation,  78,  81,  101,  chaps. 

24,  35 
Injector,  161 

theory  of,  611-617 
Inside  cylinder  locomotive,  67 
Instability  inside  cylinder,  378 
Intrinsic  energy,  337 

of  steam,  353 
Isherwood's  experiments,  435 
Isochronism  in  governors,  171 


Jacket,  18,  116,  fig.  134 
Jacketing,  369,  376-7,  380 
Jet  pump,  Thomson's,  601-4 
Jets  of  fluid,  chap.  34 
Joints,  riveted,  178,  180,  199-202 
Joule's  air  engine,  343 

condensing  apparatus,  425 
Joy  gear,  144,  516,  524-5 
Joy's  assistant  cylinder,  149 


Kelvin's,  Lord,  suggestion  for  warming 

buildinffs,  342 
Kettle,  Watt  and  water  in,  14 
Kinetic  conditions  of  evaporation,  561 

expansion,  561 
Kinetic  and  static  conditions  of  evapora- 
tion, 560 

theory  of  gases,  chap.  30 
Kletch,  Gately  and,  298 
Knocking,  30,  114,  115 


Ignition  in  oil  engines,  459 

rapidity  of,  in  gas  engines,  439 

tHi>e,  450-1 
Improvements  in  gas  engines,  454 

in  manufacture  of  boilers,  201 
Increase,  rate  of,  239 
Independent  cut-off  valve,  174,  50*4 
Indicated  and  brake  power,  75,  270-4 

horse -iK)wer,  95,  97 

Bleam,  KH) 


Lancashire  boiler,  chaps.  11-13 
Lanchester's  starting  gear,  453 
Langen  engine.  Otto  and,  443 
Lap,  129 
Latent  heat,  304,  310 

of  steam,  99,  571 

heats  and  capacities,  336,  565-9 
Laval  turbine,  63,  64, 257 
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Law  of  expansion,  105 

of  steam,  285,  362 

second  law  of  thermodynamics,  340- 
2,  568,  chap.  31 

Willans,  82,  83,  104,  158,  278,  290, 
292 
of  adiabatic  expansion,  373 
Lead,  alteration  of,  in  valve  motions,  138 
Leakage,  389-391 

past  valve,  81,  289 
Lenoir  engine,  442 
Level,  water,  in  boilers,  185,  188 
Lever,  revereing,  76 

safety  valve,  192 
Lighting 'Co.,  Hove  Electric,  253 
Lignite,  417 

Lime,  sulphate  of,  155,  225-6 
Linear  law.  270-281 
Liner     and     cylinder     body,     packing 

between,  figs.  36,  39,  40 
Link,  Allan,  137,  141,  498 

eccentrics  of,  152 

Gooch,  137,  141,  495,  496,  527,  530 

motions,  chaps.  8,  28 

motion,  swinging,  141 
skeleton  drawings,  499,  500,  511, 

530 
Stephenson's,  70,   137,   140,   174, 
496,  530 

sliding  of  block  in,  499,  529 

theory  of,  chap.  28 
Load  on  engine,  alteration  of,  289 

governor,  172 

or  power  factor,  253,  256,  279-284 
Locker,  air,  230 
Locomotive  balancing,  30,  69,  71,  535-7 

boiler,  217 

compound,  71 

description  of,  67,  71 

efficiency,  258 

experiments,  French,  430-433 

feed  regulator,  71 

frame  plates  of,  68 

inside  cylinder,  67 

outside  cylinder,  67 

reversing  gear,  70 

slide  valve,  129 

speed  of,  535 

valve  gear,  70 
Logarithms,  chap.  15 

Napierian,  243,  288 
Loring  and  Emery,  299 
Losses  in  evaporative  power,  necessary, 

408 
Low  water  safety  valve,  191 
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Macfarlane  Gray  on  specific  heat,  558, 
582 
Grab's  construction,  488 
diagram,  107 


Machine,  the  animal,  4 
Management  of  boilers,  195 
Manchester  students,  587 
Manhole,  183 

in  cvlinder  ends,  fi^s.  36,  38,  41 
Marine  boilers,  cylindnc,  219-225 

governor,  176 

propulsion,  265-270 
Marshall  gear,  143,  502,  515,  523 
Maxwell's  theorem,  555-7 
Mean  hydraulic  depth,   229,  428,   429, 

433,591 
Measurement  of  heat,  308 
Mechanical  efficiency,  256 

equivalent  of  heat,  573 

stoking,  211-2 
Mechanism  of  engines,  efficiency  of,  102 
Mensuration,  exercises  in,  244 
Metal    of    cylinder,  drying   efifects    of, 

621-3 
Methods,  boiler  shop,  200 
Meyer,  independent  cut-off  valve,  174,504 
Missing  water,  78,  81,  100,  116,289,  295, 
297-300,  chap.  29 

experiment  results,  391-400 
Mixing  of  fluids,  585 
Mixture,  gas  engine,  332-5 
Models,  118,  127 

tank  experiments  with  ship's,  268 
Modem  boiler  requirements,  177 
Moment,  tumins,  32 
Momentum  and  heat  given  up  by  fluids, 
chap.  33 

cylinder,  149 
Money  and  euer|i^,  252 
Motion,  Allan's  link,  137,  141,  498 

Armington  and  Sims'  valve,  142 

Gooch  link,   137,   141,  495-6,   527, 
530 

Swinging  link,  141 

link,  skeleton  drawings  of,  499,  500, 
511,530 

of  piston,  537-545 

parallelogram  of  crank,  489 

reciprocating,  118 

simple  harmonic,  123,  481-6 

Stephenson  link,  70,   137,  140,  174, 
496,530 

Stewart-Fink  valve,  137 

Tappet,  176 
Motions,  combination  of,  488-492 

parallel,  9 
Miiller's  construction,  488 
Multitubular  boiler,  212 


N 


Napierian  logarithms,  243, 288 
Napier's  experiment  on  flowing  steam, 

609 
Natural  gas,  422 
Nature's  stores  of  energy,  1 

T   T 
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Naylor  safety  valve,  194 

Necessary  losses  in  evaporative  power, 

408 
Newcastle  boiler  experiments,  435 
Newcomen*8  engine,  6,  9 
Nicolson,  Callendar  and,  38o,  389,  392, 

561,  593 
Non-condensing  engines,  Wi  Han's  trials, 

^9,  295,  299 
Nuisances,  12 
Numerical  calculations,  chap.  15 


O 


Octaves,  creation  of,  517-526 

in  harmonic  motions,  507-531 

in  piston  motion,  540 
Oil  as  fuel,  421 

behaviour  of,  459 
Oil  engine  efficiency,  462-466 
Oil  engines,  Brayton,  444 

Britannia,  466 

Campbell,  466 

Crossley,  466 

Diesel,  473-t 

Homsby  Ackroyd,  464-5 

Priestman,  458-64,  466 

Wells,  466 

Weyman,  466 
Oil  gas,  421 

Operators,  Heaviside,  387 
Ordinary  steam  engine,  18 
Orifices,  flow  of  steam  and  gas  from,  604- 

611 
Otto  and  Langen  engine,  443 
Otto  eas  engines,  260,  445 
Outside  cylinder  locomotives,  67 

lap,  129 
Oval  valve  diagram,  487,  510 


Packing,  24 

between    liner  and  cylinder  body, 
figs.  36,  39,  40 
Paper,  squared,  315 

on  governor,  Blaine's,  176 
Papers,  Ayrton  and  Perry  on  gas  engines, 

474 
Parallel  motions,  9 
Parallelogram  of  crank  motions,  489 
Parson's  steam  turbine,  256 

turbine,  8,  65,  66,  599 

"  Turbinia,"  8,  65 
Partial  differentiation,  564 
Passage,  exhaust,  37 
Pass  valve,  51 

Peabody's  thermodynamics,  614 
Peat,  416 


Performance,  engine,  258 

Perry,  Ayrton  and,  474-479 

Perry's  indicator,  117,  388 

Petroleum,  421 

Phi  Theta  diagram,  107 

Pickersgill,  drawings  lent  by  Mr.,  figs. 

58-^ 
Pipes,  feed,  183,  184 

steam,  22,  183 

strength  of,  201 
Piston,  figs.  23-36 

acceleration,  122,  538-545 

balance,  52 

displacement,  chap.  6 

motion  of,  537-545 
octave  in,  540 

packing,  figs.  23-31 

pressure  on,  34 

rod,  34,  52 

valve,  148,  fig.  134 

velocity,  122 
Pitting  in  boilers,  159 
Planimeter,  94 

Plates,  frame,  of  locomotive,  68 
Plug,  fusible,  188 
Point,  dead,  32,  83 
Potter,  Humphrey,  80 
Power,  chap.  16 

brake,  75.  256,  270-4 

electric,  104,  275,  283 

and  energy,  electrical  units,  250 

factor,    effect    of,    253,    256,    279- 
284 

in  governors,  171 

hour,  horse,  250 

indicated  horse,  95-97 
and  brake,  75,  270-4 

or  load  factor,  253,  256,  279,  284 

necessary  losses  in  evaporative,  40S 

reserve,  in  boilers,  226 

stations,  hydraulic,  33 

transmission,  282-3 

and  water,  83 

water,  261 
Pressure,  average,  74,  94 

back,  75,  81 

on  curved  surfaces,  197 

in  cylinder,  effective,  286 

of  fluids,  15,  34,  336 
Pressure  gauge.  Bourdon,  185,  189 

on  piston,  34 

and  temperature  of  steam,  14,  320-3 

volume,    temperature    relations    in 
gases,  331  ^ 

and    volume    of    saturated    steam, 
318-24 
Pressures  usual  in  engines,  16 
Price  of  energy,  4 

of  ensines,  252 

paid  for  energy,  252 
Priestman  gas  engine,  458-464 

oil  engine,  458-64,  466 
Priming,  16-18,  183 
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Products  of  combustion,  408 

specific  heat  of,  408 
Propeller,  62 

shafts,  59-62 
Properties  of  gases,  chap.  20 

steam,  chap.  19 
table  of,  320-3 
Propulsion  of  ships,  265-270 

by  steam  jets,  599 
IHimp,  air  and  others,  156-164 

auxiliary,  fig.  21a  ;  158,  163 

force,  156 

let,  601-4 

Worthington's,  fig.  21a 
Pumping,  figs.  21,  21a 
Puncning  and  drilling,  200 
Purifier,  water,  226 


R 


Racing  of  screw,  176 

Radial  valve  gears,  137,  501-504 

Radiation  in  furnace,  21 1 

Railway  gauge,  67 

Ramsay,  575 

Ramsay  and  Young's  experiments,  584 

Ramsbottom  safety  valve,  193 

Rankine  cycle,  241,  320-3,  365-373 

formula,  319 
Rank,  the  unit  of  entropy,  345 
Rapidity  of  ignition  in  gas  engines,  439 
Rate  of  increase,  239 

of  reception  of  heat,  338-340,  466, 
472,  480 
Ratio,  efficiency,  99 

of  cut-off,  242,  287 

expansion,  best,  76-7,  294-301 

specific  heats  in  gases,  557 
Rayleigh's  sound,  Lord,  13 

suggestion.  Lord,  366 
Receiver  in  compound  engines,  drop  to, 

115 
Reciprocating,  evils  of,  8-14 

motion,  118 
Reflecting  indicator,  117 
Refuse,  town,  261 
Regenerator,  Stirling's,  343 
Regnault,  99,  chap.  19 
Regulation  and  economv,    exercises  on, 
287 

valve,  71,  183,  186 

by  varying  pressure,  82,  83 
Regulator,  feecl,  227 

for  locomotives,  71 
Relay*  governor,  174 
Release,  80 
Relief  frames,  52,  148 

valves,  fig.  36 
Requirements  of  modern  boilers,  177 
Reserve  power  in  boilers,  226 
Resistance  of  bicycle,  263 

of  flues,  frictional,  229 


Resistance  of  ships,  265,  270 

of  vehicles,  262-4 

to  heat,  591-4 

train,  262 
Results,      experimental,      on      missing 

water,  391,  400 
Reversed  heat  engine,  Kelvin's,  342 
Reversing  gear,  chap.  8 

lever,  locomotive,  70 
Reynolds,   Prof.  Osborne,  116,  587,  594- 

597,  598,  and  in  preface 
Richard's  indicator,  90 
Rings  of  flues,  202 
Riveted  joints,  198-202 
RiveU,  198 

Robinson's  experiments  on  oils,  462 
Robinson  and  Sankey,  balancing,  552 
Rochas,  Beau  de,  405 
Rock  drill,  56 
Rod,  piston,  34-52 
Rods,  tail,  52 

driving,  31,  168 

transmission,  283 
Rotating  parts,  balancing  of,  533-7 


S 


Safety  valve,  189,  191-5 

lever,  192 

Ramsbottom,  193 

low  water,  191 
Sankey  and  Robinson,  552 
Saturation  curve,  102 
Savery's  engine,  6 
Scale  in  boilers,  225-6 
Scavenger,  Atkinson's,  452 
Scavenging  in  gas  engines,  442,  451-2 
Schmidt's  engine,  superheating,  376 
Screw,  62 

racing  of,  176 

steamers,  twin.  59 
Seating  or  fitting  block,  182 

boiler,  21 1 
Seat,  valve,  fig.  134 
Sea  water,  deposit  from,  155 
Second  law  of  thermodynamics,    340-2, 

568,  chap.  31 
Self  starter.  Clerk's,  453 
Seller's  injector,  experiments  on,  615 
Separator,  183 

steam,  16 
Series,  Fourier,  386,  511-514,  530 
Setting  of  valves,  149 
Shell,  holes  in  boiler,  181 

strength  of,  196 
Shifting  gear.  Brown's,  143 
Ship,  flywheels  on  board,  176 

moilels,  experiments  with,  268 

propulsion,  265-270 

resistance,  265,  270 
Ships,  skin  friction  of,  267 

vibrations  of,  13 
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Shop  methods,  boiler,  200 

Signs  in  algebra,  237 

Simple  harmonic  motion,  123,  481-486 

Sims  and  Armington's  governor,  142 

valve  gear,  142 
Sine  function,  481,  483 
Single-acting  engines,  30,  114 
Size  and  evaporation  of  boilers,  177 
Skeleton  drawings  of  link  motions,  449, 

500,  511,  530 
Slides,  25,  31 
Slide  valve,  36,  39,  chap.  7 

double  ported,  52 

valves  in  locomotives,  129 
Sliding  of  block  in  link,  449,  529 
Slippers,  25,  31 
Smoke,  209-210,  419 

of  Welsh  and  other  coals,  209 

nuisance,  12 
Sound,  Rayleigh's  and  Tyndall's,  13 
Specific  heat,  309-314,  565-9,  570-1 

of  products  of  combustion,  408 

of  stufif  in  gas  engine,  439 

Superheated  steam,  332,  569,  580-4 
Specific  heats  of  gases,  332 

Macfarlane  Gray's,  558,  582 

ratio  of,  in  gases,  557 
Speed,  effect  of,  380-1 

fluctuation,  111 

of  locomotives,  535 
Spherical  boiler,  196 
Spring  in  governor,  172 
'  Squansd  paper,  315 
Stage,  expansion,  79 
Standard  evaporation,  250,  411 

for  st«am  engines,  Willans*,  368 
Starting  engine,  138 

gear  for  gas  engines,  453 

valves,  51 
Static  and  kinetic  conditions  of  eraponi- 
tion  and  expansion,  560 
,  Stationary  engines,  20,  35,  53,  54 
Station,  hydraalic  power,  33 
Stay  bar,  204 

boiler,  179,  204,  205 

dog,  205 

gimer,  205 

tube,  205 
Steam,  density  of,  240, 242,  571-2 

distribution  of,  chap.  7. 

eflSciency  of,  256,  290,  296-301 

engine,  direct  acting,  18 

enffine  efficiencies,  3,  82,  83 
history  of,  6 
ordinary,  18 

entropy  of,  244,  326,  346,  chap.  23 

flow,  velocity  of,  373,  605,  611 

formulae  for  properties  of,  318-328 

and  gas,  flow  from  orifices,  604-611 

indicated,  chap.  5 

intrinsic  energy  of,  353 

jacket,  18,  fig.  36 

jets,  propulsion  by,  599 


Steam,  law  of  expansion  of,  76,  105,  307, 
329 

Napier's  experiments  on  flowing,  60^ 

pipes,  183,221 

properties  of,  238-244,  chap.  19 

pump,     Worthington's,     ng.    21 A  ; 
158 

superheated,  17,  332,  chap.  32 
entropy  of,  352 

tables  of  properties  of,  320-323 

temperature  and  pressure  of,  14 

total  heat  of,  99 

traps,  17 

turbine,  Dow,  257 
De  Laval,  63,  64, 257 
Parson's,  8,  65,  66 

wetness  of,  183,  353-7,  580 
Steel  in  boilers,  202 
Stephenson's  link  motion,  70,  137,  140, 

174,  496,  530 
Stewart  Fink  valve  motion,  137 
Stirling's  regent  rator,  343 
Stockport  gas  engine,  454 
.Stoking,  209-212 

automatic,  211-2 
Stoney,  Dr.,  558 
Stop  valves,  184,185,221 
Storage,  boiler,  208 

in  cylindrical  vessels,  198 

Hatpin's  system  of,  208 
Store  of  energy,  nature's,  1 
Straohey,  512 

Straining  in  boilers,  181,  207 
Strength  of  boiler,  chap.  12 

connecting  rod,  113 

flues,  201-2 

frame,  113 

parts  of  engines,  113 

pipes,  201 

riveted  joints,  199 

shell  at  holes,  181,  183 

thin  shells,  196 

tubes,  196,  2a^ 
Stresses  due  to  expansion  of  boilers,  181- 
207 

in  parts  of  engines,  113 
Students,  Manchester,  587 
Stud  stay,  204 

Stuffing  box,  24,  figs.  7,  9,  37 
Successive  expansion,  79,  379-380 
Suggested  boiler,  457 
Suggestion,  Lord  Kelvin's,  for  wanninsr 
buildings,  342 

Lord  Rayleigh's,  366 
Sulphate  of  lime,  155,  225-6 
Sun's  energy,  3 
Surface  condenser,  158,  593 

healing,  in  boilers,  429 
Surfaces,  pressure  on  curved,  197 
Superheated  steam,  352,  chap.  17 
Superheating,  370,  376-7,  619 
Symbols,  chemical,  402-406 
System  of  draught,  Howden's,  281 
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Tables  of  properties  of  steam,  320-3 

Tail  rods,  52 

Tangye  gas  engines,  433-4 

Tank,  experimental,  with  ship  models, 

268 
Tappet  motion,  176 
Temperature,  absolute,  303 

change  of,  in  cylinder,  386 

of  combustion,  415 

cycle  in  cylinders,  1 13,  307 

and  depth,  381-9 
entropy,  107 

errors  in,  238 

experiments,  Edinburgh,  384 

on  sas  engine  diagrams,  307,  339 

and  heat,  chap.  18 
pressure  of  steam,  14 
Test  cocks,  185 
Tester,  coal,  415 

gas,  415 
Testing  boilers,  221 
Tests,  boiler,  177 
Theory  of  flues,  chap.  33 

gases,  kinetic,  30 

governor,  169,  174 

injector,  611-617 

link,  chap.  28 
Thermodynamics,  chap.  21 

second  law  of,  340-2,  568,  chap.  31 

Peabody's,  614 
Thermometem,  errors  of,  238 
Theta  Phi  diagram,  107 
Thin  shells,  strength  of,  ld6 
Thomson,  Prof.  James,  598-604 
Thomson's  jet  pump,  601-604 
Thomeycroft  boiler,  227,  232,  233 
Three-crank  engines,  33 
Three-cylinder  engine,  79 
Throttling  calorimeter,  354-5 

drying  effect  of,  354 

regulation  by,  82,  83,  104,  290-1 
Thrust  block,  61 
iThurston's  formula,  392 
Timinc  valve  in  gas  engines,  451 
Total  heat  of  steam,  99 
Town  refuse,  261 
Traction,  261-4 

and  lighting  engines,  electric,  280 
Train  resistance,  26^ 
Tram-car,  work  done  on,  247 
Tramways,  264 
Transmission,  efficiency  of  power,  283 

hydraulic  power,  282 

of  power,  282-3 

rope,  283 
Travel  of  valve,  128 

Trials  of  steam  engines,  257-8,  270-80, 
298-9,  375-81,  391-400 

gas  engines,  281,  447,  454,  457 
'    oil  engines,  462,  466 

of  boilers,  426-7,  430-1,  435-7 


Trick  valve,  148 

Trip  gear,  176 

Triple  expansion,  79,  115,  379 

Tube  boilers,  water,  226-236 

field,  217 

stay,  205 

strength  of,  196,  203 
Tubes  in  boilers,  216,  217 

Galloway,  178 
Turbines,  8,  63-66,  599 

steam,  63-66,  256-257' 
De  Laval,  63,  64,  257 
Dow,  257 
Parson's,  256 
"  tnrbinia,"  the,  8 
Turning  moment,  32,  110 

of  crank,  32 
Twin  screw  steamers,  59 
TjTidairs  Sound,  13 
/  ^  diagram,  107 


U 


Units  of  energy,  250 
Unwin,  Prof.,  319,  379,  462 


Vacuum,  good,  157 
Value  of  expansion,  chap.  3  ;  294-301 
Valve  chest,  examples  of,  fig.  134 
Valve,  cut  off.  174,  175,  404 
diagrams,  123.  chap.  28 

harmonic,  123,  508-9 

oval,  487,  510 

Zeuner's,  133.  482 
double  beat,  183,  186 

ported,  52,  148 
engine,  four,  81 
equilibrium,  183,  186 
expansion,  174,  504 
gear,  locomotive,  70 
gears,   36,  70,  chap.  8,  167,  174-6, 

chap.  28 
gear,  its  office,  72-80 

radial,  137,  601-4 
leakage  past,  81,  289 
lever  safety,  192 
low  water  safety,  191 
Meyer's  independent  cut-off,  174, 504 
motion,  Stewart  Fink,  137 
motions,  alteration  of  lead  in,  .138 

octaves  in,  507-531 
Naylor's  safety,  194 
Ramsbottom  safety,  193 
seat,  fig.  134 
slide,  36,  chap.  7 
travel  of,  128 
trick,  148 
cylindric,  fig.  22 
feed,  190 
four,  81 


646 


INDEX 


Valve,  locomotive  slide,  129 

pass,  51 

piston,  148,  fig.  134 

regulation,  71,  183,  186 

relief,  fig.  36 

safety,  189,  191-5 

setting  of,  149 

starting,  51 

stop,  184,  185,  221 

vacuam  on  boiler,  188 
Vapour  engine,  binary,  260 
Vapours,  319 
Van  der  Waals,  556,  559 
Varying  pressure,  regulation  by,  82,  83 
Vehicles,  resistance  of,  262-4 
Velocity  of  flow  of  steam,  605-611 

piston,  122 
Vertical  boilers,  216 
Vessels,  air,  164 
Vibrations  of  engines,  8-14, 28,  chap.  29 

indicator,  92 

ships',  13 
Vibratory  effects,  113,  114 
Virial,  558 
Viscosity,  559 

Volume,    relation   to    temperature    and 
pressure  in  gases,  331 


W 


Warming  buildings,  Kelvin's  suggestion, 

342 
Waste  in  heat  engines,  3,  103 
Water,  air  in,  560 

circulation  of,  217 

consumption  of,  99 

in  cylinder,  18,  328,  370-3,  chap.  35 

density,  320-3,  327 

entropy  of,  243 

feed,  100,  chap.  9,  212,  226 

gas,  421-2 
ammer  effects,  184 
heater,  feed,  212 
jacket  in  gas  engines,  477 
in  kettle,  14 
level  in  boilers,  185,  188 
low  water  safety  valve,  191 
missing,  78,  81,  100,  116,  289,  295, 

297-300 
and  power,  83 


Water  power,  261 

purifier,  226 

tube  boilers,  226-236 

tubes,  178 
Watt's  governor,  166 

time,  workmanship  in,  7 
Wedmore,  512 
Weight   of    marine    engines    and    their 

W power,  269-70 
ells'  gas  engine,  452 
Welsh  coal,  418 

and  other  coal  smoke,  209 
Wetness  of  steam,  183,  353-7,  580 
Wheel  of  locomotives,  driving,  69 
Wiffan  boiler,  experiments  on,  429 
Wilcox  and  Babcock  boiler,  227, 235-6 
Willans,  299 

Willans'   central  valve  engine,   22,   30, 
258,  395 

experiments,  393-400 

law,  82,  83,  104,  278,  290,  292 

law  of  adiabatic  expansion,  373 
Willans  and  Robinson,  7 

standard  for  steam  engines,  368 
Wimperis,  Mr.,  478-9 
Wire  drawing,  79,  80,  93 
Wood  as  fuel,  416 
Worcester,  Marquis  of,  6 
Work,  chap.  16 

and  coal,  257 

done  by  an  expanding  fluid,  333 

done  on  tram  car,  247 

done  by  varying  forces,  247 

experimental,  104 

and  heat,  chap.  21 

per  cubic  foot  of  steam,  287 

per  pound  of  steam,  76 
Workmanship,  7,  22 
Worthington^s    steam  pump,    fig.  21  a, 

158 
Wrong  assumption,  116 


Y 


Yarrow  water  tube  boiler,  227,  fig.  211 


Zeuner's  valve  diagram,  133,  482 
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